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CHAPTER  I 


TRANSFORMERS 

INDUCTION  COILS 

The    discovery   of   electro-magnetic   induction    was    due    to 

Michael  Faraday,  in  1831.     After  finding  that  a  voltage  could 

be  induced  in  a  closed  circuit  by  moving  a  magnet  in  its  vicinity, 

he  followed  up  this  discovery  by  ascertaining  that  a  current 

whose  strength  is  changing  may  induce  a  secondary  voltage  in 

a  closed  circuit  near  it.     If  a  coil  of  wire  is  placed  parallel  to 

another  coil,  the  variation  of  a  current  in  one  will  bring  about 

the  induction  of  an  e  m.f,  in  the  other.     This  is  called  mutual 

faiduction.     Coils  operating  upon   this  principle  are  employed 

■Cor  medical  work,  where  thev  are  called  Faradic  coils  in  honor  of 
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faraday.  Coils  of  larger  size  arc  designed  to  excite  X-ray  tubes 
or  for  the  transmission  of  radio  signals,  etc.  The  general  ap- 
pearance of  a  simple  induction  coil  is  shown  in  Fig.  674.  The 
drcuits  through  the  coil  are  given  in  Fig,  675.  Here  current 
a  battery  B  is  led  through  the  primary  winding,  P.  sur- 
iding  an  iron  core,  C,  and  the  circuit,  which  is  completed 
■ough  some  form  of  interrupter,  V.  leads  to  the  battery  via  the 
Switch  S'  Surrounding  the  primary  winding  is  the  secondary 
winding.  5.  When  the  circuit  is  completed  the  current  rises  in  the 
primary  winding  and  the  magnetic  flux  through  the  core  ac- 
companies its  rise.  This  induces  an  e.m,f.  in  the  secondary 
winding.     When  the  circuit  is  interrupted,   the  lines  of  force 
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collapse  on  the  secondary,  cutting  it  in  the  reverse  direction, 
thereby  inducing  an  e.m.f.  in  the  reverse  direction.  The  core 
is  generally  constructed  of  a  bundle  of  soft  iron  wires  varying 
from  3^  to  1}^  inches  in  diameter  and  from  4  to  18  inches  in 
length.  The  core  is  laminated  to  prevent  the  circulation  of 
eddy  currents  for  the  same  reason  that  the  core  of  the  armature 
of  a  generator  is  laminated.  The  primary  winding  consists  of 
either  two  or  four  layers  of  wire  varying  in  size  from  as  small  as 
No.  18  in  induction  coils  for  telephone  work  to  as  large  as  No.  8 
for  coils  producing  a  spark  12  to  15  inches  in  length.  The 
secondary  winding  usually  consists  of  No.  36  wire.     The  amount 
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FlO.  675. — Circuits   through   induction   coil. 

varies  with  the  magnitude  of  the  secondary  e.m.f.  desired.  It 
may  be  an  ounce  in  a  telephone  coil  or  from  10  to  12  pounds  in 
a  12-inch  coil.  No.  36  is  employed  because  it  is  the  smallest 
wire  than  can  be  handled  without  danger  of  breaking.  Where 
the  coil  is  machine  wound,  No.  40  enameled  wire  may  be  safely 
used.  The  interrupter  may  be  similar  to  that  employed  in  an 
electric  bell,  the  armature  being  of  soft  iron  attracted  by  the  core 
when  the  circuit  is  closed.  When  it  interrupts  the  circuit  at 
the  screw  point  in  its  forward  travel,  the  core  loses  its  magnetism 
as  the  current  and  flux  collapse  and  a  spring  throws  the  armature 
back,  closing  the  circuit  again.  The  rate  of  interruption  is  very 
rapid.     The  induced  e.m.f.  depends  upon  the  rate  at  which  the 
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lines  of  force  about  the  coil  can  be  made  to  collapse.  It  is  of 
the  greatest  importance  that  this  rate  of  collapse  shall  bis  made 
the  very  maximum  possible.  Efficiency  in  an  induction  coil  does 
not  refer  to  the  output  compared  with  the  input  but  to  the  abil- 
ity to  get  a  given  length  of  spark  with  a  minimimi  of  material 
and  current  input. 

When  the  circuit  is  first  completed  the  primary  current  rises 
gradually  from  A  to  B  as  in  Fig.  676.  As  the  flux  produced 
thereby  cuts  the  secondary  winding  there  is  induced  therein  a 
wave  of  e.m.f.  in  the  opposite 
direction,  A-F-C.  As  the  time, 
A-C,  for  the  rise  of  current, 
A'B,  is  considerable,  the  mag- 
nitude of  the  induced  e.m.f. 
G'F  is  small.  When  the  current 
rising  against  the  e.m.f.  of  self- 
induction  reaches  its  maximimi 
at  B  and  is  for  a  moment  sta- 
tionary, the  induced  e.m.f.  falls 
from  F  to  C  When  the  inter- 
rupter breaks  the  circuit,  the 
current  collapses  from  B  to  E, 
and  with  it  the  flux.  If  conr- 
ditions  are  such  as  to  insure  a 
very  short  interval  of  time  from 
C  to  E,  during  which  the  flux 
collapses,  the  magnitude  of  the 
induced  e.m.f.  in  a  positive 
direction  will  soar  to  a  great 
height  as  from  C  to  P,  and 
when  the  current  finally  reaches 
zero  at  the  point  E  the  second- 
ary e.m.f.  collapses  from  P  to 
E  with  it. 


Fig.    676. — Relation     between    pri- 
mary current  and  secondary  e.m.fs. 


It  will  be  seen  that  while  the  current  wave  passes  through 
a  pulsation  in  one  direction,  as  it  is  a  unidirectional  or  undulating 
current,  it  brings  about  the  induction  of  an  alternating  e.m  f. 
Thus  it  is  not  necessary  to  supply  an  alternating  current  or 
alternating  flux  in  order  to  generate  an  alternating  e.m.f.  A 
flux  varying  in  magnitude  from  zero  to  a  maximum  of,  say, 
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1,000,000  lines  and  back  again  to  zero  in  a  given  time  will  induce 
just  as  much  e.m.f.  as  will  a  flux  of  500,000  lines  rising  to  a 
maximum  in  one  direction,  falling  to  zero,  rising  to  a  maximum 
in  the  reverse  direction  and  falling  to  zero  again  in  the  same  time. 
The  negative  wave  of  e.m.f.,  A-F-C,  is  so  feeble  as  to  be  of 
little  value  in  operations  that  require  an  induction  coil.  Hence 
it  is  neglected  or  suppressed  entirely.  Every  effort  is  made  to 
insure  that  the  induced  e.m.f.  wave  C-P-E  shall  be  a  maximum, 
for  this  is  the  wave  that  produces  the  spark  for  which  the  coil 
is  designed. 

The  greatest  attention  should  be  paid  to  the  insulation  of  the 
various  portions  of  induction  coils.  Thus  the  core  of  iron 
should  first  be  insulated  with  a  tube,  and  over  this  the  primary 
winding  should  be  placed. 
Outside  of  the  primary  there 
should  be  a  heavy  tube  of  hard 
rubber  or  bakelite.  Over  this 
the  secondary  winding  should 
be  mounted.  If  the  coil  is  to 
produce  a  spark  several  inches 
long,  the  secondary  windings 
should  be  wound  in  sections 
as  in  Fig.  677.  Each  section 
should  be  from  one-fourth  to 
"So'dlSr^JS  r'    «'»=■'«"'  i°*  '"  ''"S'l-,  par- 

allel  to  the  core  with  layers 
of  paper  separating  successive  layers  of  wire.  These  sections 
should  be  subjected  to  heat  and  vacuum  treatment  to  exclude 
every  particle  of  moisture,  after  which  they  should  be  thor- 
oughly impregnated  with  insulating  compound.  By  havii^ 
the  successive  sections  wound  in  opposite  directions  it  is  possible 
to  connect  adjacent  inside  ends  and  outside  ends  together 
alternately  throughout  the  series.  This  avoids  the  necessity 
of  bringing  the  inside  end  of  one  section  across  the  face  between 
two  coils  to  the  outside  end  of  the  next  section,  which  would 
involve  a  tendency  to  short-circuit  between  the  inside  and  outside 
convolutions  via  this  connection. 

The  form  of  interrupter  shown  in  Fig.  675  is  not  adapted  for 
lai^e  coils  because  the  rate  of  interruption  would  vary  with  the 
current  employed.     A  preferable  arrangement  is  the  independent 
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torm  of  interrupter  shown  in  Fig.  678,  which  is  connected  in 
multiple  with  the  coil.  Here  current  is  led  through  the  terminal 
B  and  contact  C  via  the  wire  L  to  the  primary  winding  of  the 
induction  coil  and  thence  out  by  the  terminal  A.  The  magnitude 
of  this  current  can  be  adjusted  at  will  by  the  screw  N.  In 
multiple  therewith,  the  circuit  for  the  interrupter  leads  through 


the  terminal  B  and  contact  C,  thence  through  the  ma{;net  M  to 
the  negative  terminal  A.  The  adjustments  for  this  interrupter 
are  made  through  the  screw  P  which  regulates  the  current  therein, 
while  the  rate  of  interruption  is  adjusted  by  the  counter- weight 
W,  which  may  be  raised  or  lowered.  When  the  armature  R  is 
vibrating  rapidly,  it  carries  with  it  in  its  forward  travel  a  hook 
which  overhangs  the  point  T.  After  it  has  gained  considerable 
velocity  it  strikes  T  in  its  forward  travel  and  carries  it  forward, 
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shsLTply  interrupting  the  circuit  at  the  contact  C.  The  rate  of 
interruption  and  the  magnitude  of  the  primary  current  handled 
may  be  adjusted  independently  of  each  other. 

An  electrolytic  interrupter  devised  by  Dr.  Wehnelt,  possess- 
ing remarkable  properties,  is  shown  in  Fig.  679.  This  takes  the 
place  of  a  mechanical  interrupter  and  is  connected  in  series 
between  the  source  of  supply  and  the  primary  of  the  coil.  It 
consists  of  a  jar  containing  a  dilute  sulphuric  acid  solution  in 
which  is  an  electrode  consisting  of  a  platinimi  point  P  not  much 

^  larger  than  a  pin  head,  which  is 
sealed  into  the  lower  end  of  a  glass 
tube  through  which  an  insulated 
wire  leads  to  the  external  circuit. 
The  positive  side  of  the  source  con- 
nects to  the  terminal  A.  Another 
electrode  B,  which  may  consist  sim- 
ply of  a  lead  plate,  is  placed  in  prox- 
imity to  the  platinum  point  and 
connects  to  the  negative  side  of  the 
circuit.  When  a  current,  either  al- 
ternating or  direct,  is  passed  through 
the  circuit  in  series  with  this  device, 
an  interruption  of  the  circuit  takes  place  with  a  rapidity  of  from 
200  to  1,700  times  per  second.  As  the  induced  voltage  in  the 
coil  depends  upon  the  rate  of  interruption  it  is  evident  that  this 
device  will  produce  remarkably  efficient  results  with  any  coil. 
The  theory  of  operation  is  as  follows : 

When  the  current  passes  from  the  platinum  point,  the  solution 
is  decomposed  and  a  gas  bubble  forms  upon  the  exposed  point, 
separating  it  from  the  solution  and  cutting  off  the  current.  The 
gas  bubble  is  no  sooner  formed  than  it  bursts.  The  solution 
stirges  in  and  the  circuit  is  again  completed.  Decomposition 
immediately  follows,  and  the  cycle  is  rapidly  repeated  with  the 
almost  incredible  rapidity  above  indicated. 

A  simple  form  of  electrolytic  interrupter  is  shown  in  Fig.  680 
and  can  be  constructed  by  drilling  a  hole  in  a  glass  tumbler 
with  a  No.  60  drill.  This  is  placed  in  a  larger  glass  jar,  and  both 
are  filled  with  a  dilute  sulphuric  acid  solution.  An  electrode  A 
is  inserted  in  the  inner  tumbler  and  an  electrode  B  in  the  outer 
tumbler.     These  electrodes  may  consist  of  lead  or  carbon.     The 


Fig.  679.— Wehnelt    electro- 
lytic interrupter. 
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circuit  is  then  completed  from  the  source  of  the  coil  through  the 
minute  opening  in  the  inner  tumbler.  The  passing  of  the  current 
causes  the  solution  to  be  decomposed  at  the  point  of  contact  be- 
tween the  two  solutions  within  the  hole.  This  will  for  a  short  time 
satisfactorily  handle  4  amperes  on  a  110-volt  direct-current 
circuit.  Due  to  molecular  bombardment  the  hole  gradually 
increases  in  size.  When  this  happens  the  current  increases  in 
amount  and  the  rate  of  interruption  decreases.  Thus  the  appa- 
ratus rapidly  falls  in  efficiency.  Furthermore,  the  solution 
becomes  heated,  which  still  further  lowers  the  efficiency.  Many 
forms  of  Wehnelt  interrupter  have  been  devised,  some  with  very 
elaborate  methods  for  cooling  but  none  having  proven  very 
satisfactory  in  commercial  use. 

With  a  mechanical  interrupter  it  is  found  that  the  secondary 
voltage  is  materially  increased  if  the  make-and-break  is  bridged 
with  a  condenser  as  at  K,  Fig.  675.  B  A 

The  condenser  is  supposed  to  delay 
the  rise  of  the  current  when  the 
circuit  is  first  closed,  and  thus 
suppresses  the  induced  voltage  at 
"make."  Just  how  this  is  effected 
is  not  very  clear.  When  the  con- 
tact V  is  interrupted,  however,  the 
two  coatings  of  the  condenser  offer 
considerable  inducement  for  the 
charges  which  tend  to  pile  up  on 
these  contacts,  to  flow  into  them 
where  they  will  attract  each  other  across  the  dielectric  instead 
of  building  up  and  jumping  across  the  contact  points  at  V  in  the 
form  of  a  spark.  If  allowed  to  jump  the  point  of  break,  the  spark 
would  be  drawn  out  and  the  interruption  of  the  current  would 
be  gradual.  When  the  condenser  is  used  the  charges  surge  into 
the  condenser  and  effectually  prevent  a  spark,  and  the  break  is 
made  very  sharp.  This  insures  the  induction  of  a  maximum 
e.m.f.  In  Fig.  678  the  condenser  K  is  adjustable  and  is  varied 
so  as  to  reduce  the  spark  at  the  contact  C  to  a  minimum.  The 
condenser  K'  fs  small  and  cares  only  for  the  current  in  the  inter- 
nipter  magnet. 

It  may  be  further  stated  that  the  advantage  of  the  condenser 
lies  in  its  ability  to  neutralize  the  self-induction  of  the  primary 


electrolytic  interrupter. 
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winding.  It  has  already  been  noted  in  connection  with  the 
discussion  of  alternating  currents  that,  in  a  circuit  possessing 
inductance,  the  addition  of  capacity  is  desirable  to  neutralize 
the  inductance.  When  so  added  in  proper  amount  the  circuit 
may  be  made  to  behave  as  though  it  possessed  neither  inductance 
nor  capacity.  As  the  self-induction  of  the  primary  of  the  in- 
duction coil  is  always  present,  the  addition  of  a  judicious  amount 
of  capacity  is  very  effective  in  neutralizing  it  and  thereby  greatly 
enhancing  the  secondary  spark. 


SECTION  XV  CHAPTER  1 

TRANSFORMERS 
INDUCTION  COILS 

1.  Explain  the  principle  of  the  induction  coil.  What  is  the  name  given 
to  this  form  of  induction?  Give  a  diagrammatical  sketch  of  an  induction 
coil. 

2.  Show  by  curves  the  relation  between  the  primary  current  and  second- 
ary voltage.    Explain  why  these  relations  exist. 

3.  What  is  the  object  of  using  a  condenser  in  connection  with  an  in* 
duction  coil?  Explain  its  action.  Give  sketch  showing  condenser  prop- 
erly connected. 

4.  Explain  the  principle  and  operation  of  the  "Leeds"  multiple-in- 
pendent  vibrator.    Sketch. 

5.  Explain  the  "Wehnelt"  electroytic  interrupter.    Sketch. 

6.  Explain  the  construction  of  the  Faradic  medical  induction  coil.  In 
what  various  ways  may  the  secondary  e.m.f.  be  altered? 

7.  What  is  the  principle  upon  which  the  metallic  sheath  covering  the 
core  of  an  induction  coil  operates?  Of  what  material  is  this  sheath 
constructed?  What  is  the  effect  upon  the  secondary  c.m.f.,  if  the  sheath 
is  removed  from  the  core? 

8.  What  various  factors  govern  the  induced  e.m.f.  in  the  secondary 
of  an  induction  coil  employing  an  ordinary  make-and-break  interrupter? 


SECTION  XV  CHAPTER  II 

TRANSFORMERS 
TRANSFORMERS-PRINCIPLES;  TYPES 

Following  the  classical  experiments  of  Joseph  Henry  in  1832, 
the  first  transformers  were  devised.  The  first  practical  trans- 
former was  patented  in  England  in  18^2  by  Gaulard  and  Gibbs. 
The  American  patent  rights  were  purchased  in  1886  by  the 
Westinghouse  Company.  The  first  transformers  in  this  coimtry 
were  built  by  William  Stanley  in  1885  while  in  the  employ  of  the 
Westinghouse  Company. 

The  transformer  is  a  refinement  of  the  induction  coil.  Like 
the  induction  coil,  it  has  a  primary  and  a  secondary  coil  and  an 
iron  core.  In  the  induction  coil  no  attention  was  paid  to  effi- 
ciency as  regards  the  output  compared  with  the  input.  Length 
of  spark  produced  by  the  secondary  winding  was  the  only  thing 
that  coimted.  In  the  transformer  the  greatest  attention  is  given 
to  efficiency.  Transformers  of  large  size  have  efficiencies  in  the 
ncinity  of  99% — that  is,  they  will  deliver  from  one  winding 
upwards  of  99%  of  the  power  absorbed  by  the  other  winding. 
In  the  induction  coil  the  magnetic  circuit  was  only  partly  of  iron 
and  the  rest  was  of  air.  In  the  transformer,  the  magnetic  cir- 
cuit of  the  whole  core  is  of  iron  of  large  cross-section,  while  the 
copper  coils  are  of  low  resistance.  These  things  all  contribute 
to  high  efficiency. 

In  the  induction  coil  an  interrupter  was  necessary  to  vary 
the  flux  in  order  to  secure  induction.  As  a  transformer  is 
designed  to  receive  alternating  current  no  interrupter  is  neces- 
sa^>^  The  transformer  is  employed  simply  to  change  alternat- 
ing current  of  one  voltage  to  alternating  current  of  another 
voltage.  It  cannot  possibly  convert  alternating  current  into 
direct  current.  In  the  induction  coil  the  primary  winding  was 
always  next  to  the  core  and  the  secondary  winding  around  it. 
In  the  transformer  these  positions  are  often  reversed  because 
either  winding  may  serv^e  equally  well  as  primary  or  secondary. 
The  winding  into  which  the  original  current  is  introduced  is 
called  the  primary.  The  one  in  which  current  is  induced  is 
called  the  secondary.     As  these  windings  may  be  used  inter- 
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changeably  a  further  distinction  is  necessary.  The  low  voltage 
winding  is  called  the  low  tension  (L.  T.)>  while  the  high  voltage 
winding  is  designated  the  high  tension  (H.  T.).  The  relative 
number  of  convolutions  in  the  two  windings  determines  the  ratio 
of  transformation.  Thus  if  one  winding  contained  100  turns  and 
the  other  winding  200  turns,  and  100  volts  is  impressed  upon  the 

first  winding,  200  volts  will  be  induced  in  the  second  winding. 
The  ratio  of  transformation  always  refers  to  the  voltage.  The 
ratio  of  currents  in  the  two  windings  is  always  the  inverse  of  the 
ratio  of  the  voltages. 

While  it  is  not  practical  to  build  alternators  for  more  than 
13,200  volts  because  of  the  expense  of  insulation,  transformers 
may  be  built  for  very  much  higher  voltages.  The  economy  of 
high  voltage  in  power  transmission  lines  has  already  been  pointed 
out.  It  is  therefore  desirable  to  raise  the  voltage  as  high  as 
practical  for  long-distance  transmission. 


Fig.  681. — ^Alternator  connected  to  raising  and  lowering 

transformers. 

Assuming  an  alternator,  A,  in  Fig.  681,  to  generate  13,200 

volts,  the  current  may  be  led  into  a  raising  transformer   T, 

having  a  ratio  of  one  to  ten,  thus  stepping  the  voltage  up  to 

132,000  for  the  line.     At  the  distant  point  the  current  may  be 

received  on  the  high  tension  side  of  the  reducing  transformer  T\ 

having  a  ratio  of  ten  to  one,  which  will  lower  the  pressure  again 

to  13,200.     As  the  transmitting  voltage  is  ten  times  the  initial 

voltage,  the  copper  required  on  the  line  will  be  only  1/100  as 

great  as  would  be  required  had  the  voltage  not  been  raised.     It 

is  evident  that,  if  the  transmission  line  is  of  any  great  length, 

he  copper  saved  in  the  line  will  very  soon  more  than  offset 

le  cost  of  the  raising  and  reducing  transformers.     As  the 

Iciency  of  these  transformers  will  be  high,  the  power  wasted 

transformation  will  also  be  very  small  compared  with  tfte 

would  have  been  involved  in  the  transmission  line, 
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even  though  a  greater  percentage  of  copper  loss  had  been  allowed 
at  the  lower  voltage. 

The  principle  of  the  static  transformer,  so  called  because  it 
has  no  moving  parts,  may  be  understood  from  a  consideration 
of  Fig.  682.  Suppose  an  alternating  e.m.f.  of  100  volts  is  im- 
pressed upon  a  coil  A,  containing  300  turns.  This  will  set  up 
an  alternating  magnetic  flux  in  the  core  C  This  secondary  flux, 
while  occupying  the  cross-section  of  the  path  C,  must  not  be 
considered  as  composed  of  magnetic  lines  having  ends,  which 
start  out  from  the  top  of  the  coil  and  pass  through  its  circum- 
ference, returning  to  the  other  end  of  the  coil.  They  are  mag- 
netic rings  or  closed  loops  which  originate  around  each  convolu- 
tion and  expand  like  a  stretched 
rubber  band  in  widening  circles 
until  they  not  only  cut  all  of  the 
adjacent  convolutions  of  A  but 
extend  across  and  cut  all  of  the 
convolutions  of  the  coil  S,  before 
they  eventually  occupy  the  cross- 
section  of  the  core  C.  As  these 
rings  of  force  cut  back  and  forth 
with  the  rise  and  fall  of  the  cur- 
rent, they  induce  an  electro- 
motive-force in  A  and  B.  The  induced  e.m.f.  in  both  of  these 
windings  is  in  the  opposite  direction  to  the  e.m.f.  impressed 
upon  A.  If  the  coil  B  is  on  open  circuit,  no  effect  is  produced 
on  the  magnetic  flux  by  the  e.m.f.  generated  in  B,  but  this  gen- 
erated e.m.f.  in  A,  which  is  almost  diametrically  opposed  to  the 
impressed,  backs  out  all  the  current  save  the  minimum  amount 
which  is  required  to  keep  the  flux  oscillating.  This  is  similar  to 
the  action  of  a  shunt  motor  where  the  revolving  armature  gener- 
ates an  opposing  e.m.f.  almost  equal  to  the  impressed,  the 
effective  delivering  just  enough  current  to  keep  the  armature 
going.  In  the  case  of  a  transformer,  however,  the  conductors 
are  stationary  while  the  flux  is  kept  oscillating. 

The  e.m.f.  induced  in  the  two  windings  is  proportional  to 
the  number  of  turns.  Thus  if  A  possesses  300  turns  and  has 
impressed  thereon  100  volts,  and  B  possesses  150  turns,  there 
will  be  50  volts  generated  therein. 

The  actual  voltage  generated  in  a  transformer  winding  is 


Fig.  682. — Principle  of  transformer. 
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proportional  to  the  product  of  the  total  flux,  the  number  of 
turns  in  the  winding,  the  frequency  of  supply,  and  a  constant. 

Every  convolution  in  each  coil  in  a  transformer  is  cut  by 
the  flux  four  times  in  each  cycle:  first,  while  the  flux  is  rising 
in  a  given  direction;  second,  while  the  flux  is  falling  to  zero; 
third,  while  the  flux  is  rising  in  a  reverse  direction;  and  fourth, 
while  the  flux  is  falling  to  zero.  Thus  the  average  voltage  which 
is  generated  in  each  winding  with  a  flux  having  the  maximum 
value  of  <l>  will  be: 

4  <l>  w  r 

E  =  average  e.m.f. 
<l>  =  maximum  magnetic  flux. 
n  =  frequency  in  cycles  per  second. 
T  =  number  of  turns  in  coil. 
4  =  constant. 
10*  =  constant  to  reduce  absolute  lines  of  force  to  practical 
volts. 

If  the  wave  of  e.m.f.  is  a  sine  wave,  the  virtual  voltage  will 
be  1.11  times  the  average.  This  constant,  1.11,  is  called  the 
form  factor  and  varies  with  the  shape  of  the  alternator  wave. 
The  virtual  voltage  will  therefore  be  four  times  1.11,  and  this  is 
the  value  which  the  voltmeter  will  register.  As  most  alternators 
furnish  a  sufficiently  close  approximation  to  a  sine  wave,  the 
constant  1.11  is  sufficiently  accurate  for  purposes  of  calculation. 

The  complete  equation  for  the  measured  voltage  generated 
in  either  winding  of  a  transformer  is  therefore: 

4Ai^  Tn 


E  = 


10^ 


where  E  is  the  virtual  e.m.f.  and  all  the  other  letters  have  the 
same  meaning  as  before. 

If,  now,  a  load  such  as  an  incandescent  lamp  is  connected 
upon  B,  Fig.  682,  a  current  will  flow  under  the  voltage  induced. 
T  is  current  will  enable  B  to  develop  a  magneto-motive-force 
which,  according  to  Lenz*s  Law,  is  diametrically  opposed  to  the 
magneto-motive-force  of  the  current  in  A.  Thus,  if  at  a  particu- 
lar moment  the  current  in  A  is  endeavoring  to  send  flux  in  the 
direction  D,  then  at  the  same  instant  the  magneto-motive-force 
of  B  will  tend  to  send  a  flux  in  the  direction  E,     Now  as  the 
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source  of  power  is  impressed  upon  A,  B  never  succeeds  in  pro- 
ducing any  flux.  It  simply  produces  a  magneto-motive-force 
which  opposes  more  or  less  the  magneto-motive-force  of  A. 
Suppose  at  a  given  instant  the  tendency  of  A  to  produce  a  flux 
in  the  direction  D  is  sufficient  to  develop  1,000,000  lines.  If 
now,  the  current  drawn  from  B  develops  a  magneto-motive-force 
in  the  direction  E,  which  would,  if  permitted,  produce  100,000 
lines,  the  net  effect  is  to  reduce  the  flux  from  1,000.000  to  900,000 
lines.  If  the  counter  e.m.f.  in  A  induced  by  1,000,000  lines 
admits  just  enough  current  to  keep  the  flux  moving,  then  when 
the  reaction  of  B  due  to  a  current  therein  attempts  to  produce  ^ 
a  flux  in  the  reverse  direction,  the  total  flux  circulating  is  reduced 
and  with  it  the  coimter  e.m.f.  of  A,  which  is  dependent  upon 
this  flux.  As  the  impressed  e.m.f.  remains  the  same,  the  actual 
current  in  the  circuit  A  will  increase  because  the  effective  e.m.f. 
has  increased.  This  additional  current  increases  the  magneto- 
motive-force of  A  sufficiently  to  maintain  the  flux  in  the  direc- 
tion D  and  prevent  the  opposition  in  B  from  further  reducing  it. 
Thus  the  demand  for  current  in  B  is  promptly  met  by  an  auto- 
matic reduction  of  the  counter  e.m.f.  of  A,  which  takes  in  more 
current  from  the  source  of  supply  in  direct  proportion  to  the 
secondary  load.  If  the  load  is  disconnected  from  S,  its  opposing 
magneto-motive-force  disappears.  The  large  current  in  A  now 
raises  the  flux,  and  thus  a  greater  counter  e.m.f.  is  generated  in  A. 
This  backs  out  the  superfluous  current,  reducing  the  net  intake 
to  the  amount  necessary  to  keep  the  flux  oscillating.  This 
small  amount  is  called  the  exciting  current. 

It  will  thus  be  seen  that  a  transformer  will  absorb  current  in 
its  primary  in  direct  proportion  to  the  load  on  its  secondary. 
In  fact.  A,  B  and  C  correspond  quite  closely  to  a  direct-connected 
motor-generator  set.  A  corresponds  to  a  shunt  motor,  J5  to  a 
shunt  generator,  and  C  to  the  coupling.  The  motor  and  gener- 
ator are  mechanically  coupled.  A  and  B  are  inductively  coupled. 
If  a  load  is  placed  upon  the  generator,  the  reaction  of  its  arma- 
ture will  cause  the  speed  of  the  motor  to  reduce,  and  with  it  the 
counter  e.m.f.  The  motor  will  thus  take  more  current  to  main- 
tain the  output  of  the  generator  and  thereby  prevent  a  further 
reduction  in  speed.  In  the  case  of  the  transformer  a  reduction 
of  flux  takes  the  place  of  a  reduction  in  speed.  As  the  shunt 
motor  is  practically  constant  in  speed  under  variations  in  load, 
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so  the  flux  in  the  core  of  a  transformer  is  practically  constant 
in  value.  The  efficiency  and  regulation  of  a  transformer, 
however,  are  much  superior  to  that  of  a  shunt  motor-generator 
set.  Hence  the  alteration  in  flux  is  a  much  smaller  per  cent  than 
the  corresponding  variations  in  speed  of  a  shimt  motor. 

As  an  illustration  of  the  application  of  the  fundamental  for- 
mula for  the  e.m.f .  of  a  transformer,  consider  a  transformer  having 
a  capacity  of  500  watts  with  a  core  of  3.125  square  inches  cross- 
section  and  a  flux  density  of  41,290  lines  of  force  per  square  inch. 
How  many  turns  will  be  required  on  the  low-tension  winding  for 
110  volts  with  a  frequency  of  60  cycles?  Transposing  the 
original  formula  the  number  of  turns  required  will  be: 

T  =        lO^E 
4tA4tBsn 

T  =  number  of  tiuns  in  coil. 
E  =  virtual  e.m.f. 
n  =  frequency  in  cycles  per  second. 
B  =  flux  density  in  magnetic  lines  per  square  inch. 
s  =  cross-section  of  core  in  square  inches. 
4.44  =  constant. 
10*  =  constant  to  reduces  absolute  magnetic  lines  to  prac- 
tical volts. 

To  find  the  number  of  turns  it  is  evident  that  the  flux  must  be 
known  or  assumed.  If  a  core  of  known  cross-section  is  avail- 
able, the  flux  density  may  be  assimied  and  the  product  gives  the 
total  flux.  Small  transformers  are  frequently  built  to  operate 
with  the  low  flux  density  above  mentioned.  Others  employ 
80,000  to  90,000  lines.  The  lower  densities,  while  reducing  the 
loss  per  cubic  inch  of  iron  and  thereby  improving  the  operating 
efficiency,  nevertheless  involve  a  larger  cost  for  iron  in  the  first 
place. 

Inserting  the  values  above  stated : 

j^  _  10»  X  110 _   ^.^ 

^    ~  4.44  X  41.290  X  3.125  X  60        ^^"  ^^^^ 

for  the  110- volt  low-tension  winding.  If  a  higher  density  such 
as  80,000  lines  be  employed,  the  number  of  turns  required  would 
be  reduced  to  approximately  165.  The  size  of  wire  is  ascertained 
bv  allowing:  a  certain  number  of  circular  mils  per  ampere.     If  an 
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allowance  of  1,000  circular  mils  per  ampere  be  made  and  the 
transformer  is  designed  for  5  amperes,  then  5  X  1,000  =  5,000 
cm.  which  will  correspond  to  No.  13  wire. 

The  high-tension  winding  for  1,100  volts  will  theoretically 
equal  320  times  10  or  3,200  turns,  and  for  one-tenth  the  current 
this  wire  would  have  one-tenth  the  cross-section  of  the  low 
tension,  which  would  be  No.  23.  Practically,  however,  if  the 
transformer  is  to  be  used  for  stepping  down  the  voltage,  the 
number  of  turns  on  the  high-tension  side  must  be  reduced  to 
allow  for  voltage  losses  in  both  high-tension  and  low-tension 
windings  and  for  leakage  flux  between  the  two.  Thus,  instead 
of  the  3,200  theoretical  turns  there  might  be  3,100  actual  turns 
employed.  A  ten  to  one  ratio  would  now  give  3,100  to  310  turns 
the  ratio  necessary  to  reduce  from  1,100  to  110  volts.  But  as 
the  low  tension  has  320  turns  the  voltage  induced  in  the  extra 
10  turns  would  compensate  for  the  leakage  flux  and  ohmic  drop 
in  the  two  windings  at  full  load. 

Therefore,  if  the  design  involved  a  reducing  transformer  for 
lowering  the  voltage,  a  certain  nimiber  of  turns  must  be  sub- 
tracted from  the  high-tension  or  added  to  the  low-tension  wind- 
ing to  take  care  of  the  copper  drop  in  both  windings  and  the 
magnetic  leakage. 

If,  on  the  other  hand,  the  transformer  is  to  be  used  for  raising 
the  voltage,  the  allowance  must  be  made  the  other  way,  and  a 
certain  number  of  turns  must  be  added  to  the  high  tension  or 
subtracted  from  the  low  tension  to  give  the  proper  voltage  ratio. 

Several  points  of  similarity  between  the  two  windings  of  a 
transformer  should  be  noted.  If  in  Fig.  682  the  winding  A  con- 
sists of  300  turns  and  a  two  to  one  ratio  of  voltages  is  desired, 
then  B  must  consist  of  about  150  turns.  The  ratio  of  the  currents 
will  be  the  inverse  of  the  ratio  of  the  voltages.  Thus,  if  the  voltage 
ratio  is  two  to  one,  the  current  ratio  will  be  one  to  two.  Hence, 
if  A  consists  of  No.  12  wire,  then  B  must  have  twice  the  cross- 
section  and  consist  of  No.  9.  If  A  has  a  total  resistance  of  0.5 
ohm,  then  S,  consisting  of  half  as  many  turns  of  twice  the  cross- 
section,  will  possess  one-fourth  the  resistance,  or  0.125  ohm. 
This  assumes  the  length  of  a  turn  to  be  the  same  in  both  windings. 

As  B  contains  one-half  as  many  convolutions  of  a  wire  of  twice 
the  cross-section  (neglecting  extra  insulation),  it  will  occupy 
the  same  space  on  the  core  as  A. 
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If  A  absorbs  10  amperes  at  100  volts,  its  intake  will  be  1,000 
watts.  This  will  enable  B  to  deliver  20  amperes  at  50  volts, 
or  1,000  watts.  Thus,  neglecting  the  losses,  the  capacity  of  the 
two  windings  is  the  same. 

Ten  amperes  circulating  through  300  turns  in  A  equals  3,000 
ampere-turns;  20  amperes  passing  through  ISO  turns  in  B  equals 


3,000  ampere-tums.     Thus  the  ampere-turns  of  the  two  windings 
are  the  same. 

As  to  the  losses,  PR  =  P.  Thus  10*  X  0.5  =  50  watts  lost 
in  A.  20*  X  0.125  =  50  watts  lost  in  B.  Thus  the  power  lost 
due  to  the  resistance  of  the  two  windings  is  theoretically  the 
same.     Practically  this  is   not   usually   true,  as   the   length  of 
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a  mean  turn  is  not  the  same  in  the  primary  and  secondary 
windings. 

Transformer  Types 
There  are  two  general  types  of  construction  for  transformers, 
the  shell  type  and  the  core  type.  Fig.  683  represents  the  shell- 
type  construction.  Here  the  high-tension  and  low-tension  wind- 
ings H  and  L  are  wound  on  forms  of  circular  or  oval  shape  and 
the  iron  core  built  up  of  laminations  interlaced  through  the  center 
and  around  both  sides  of  the  coils  providing  a  path  for  the  flux. 
This  is  one  of  the  earliest  forms  of  commercial  transformer,  and 
some  of  the  very  largest  and  Highest  voltage  types  in  use  today 
follow  the  same  general  plan.     In  the  larger  sizes  the  iron  core 


Fig.  684. — Improved  form  of  shell-type  transformer,  showing 
provision  for  ventilation  and  interlacing  of  high-tension  and  low- 
tension  windings. 

is  more  extensive,  often  taking  the  form  shown  in  Fig.  684. 
The  advantage  of  this  type  is  that  a  most  excellent  magnetic 
circuit  is  provided,  but  the  copper,  being  largely  surrounded  by 
iron,  must  be  thoroughly  ventilated  with  ducts  for  the  circula- 
tion of  oil  or  air  in  order  to  radiate  the  heat. 

The  other  form  of  construction  is  the  core-type  transformer 
illustrated  in  Fig.  685.  Here  a  rectangular  core  is  surrounded 
by  coils,  the  laminations  of  the  core  being  built  up  within  the 
coils. 

In  all  transformer  cores  the  gaps  due  to  the  break  in  the 
magnetic  circuit  between  the  separate  sections  of  the  lamina- 
tions are  staggered  in  successive  layers  so  as  to  reduce  to  a 
minimum  the  reluctance  in  the  joint.     In  small  sizes  this  type 
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of  transformer  core  is  made  rectangular  in  cross-section,  but  in 
the  larger  sizes  it  is  made  in  the  form  shown  in  Fig.  686.  This 
p^o^^des  ventilating  ducts  at  A 
and  B  within  the  circular  wind- 
ing through  which  currents  of 
air  or  oil  may  circulate  so  that 
heat  may  be  radiated  from 
within  as  well  as  from  without 
the  winding. 

While  in  the  shell  type  the 
copper  was  largely  surrounded 
by  iron,  in  the  core  type  the 
iron  is  largely  surrounded  by 
copper.  As  the  winding  is  thus 
exposed,  the  ventilation  is  su- 
e-i>-pe  perior  in  this  core  type  to  some 
shell  t>-pes. 

The  high-tension  and  low-tension  windings  are  not  placed 
upon  separate  legs  as  shown  in  Fig.  682,  but  are  equally  dis- 
tributed on  both  legs  for  the  reason  that,  when  currents  are 
drawn  from  B,  its  magneto-motive- 
force  reacts  upon  the  magnetic  flux 
tending  to  divert  it  in  the  direction 
of  the  dotted  line  F-G.  which  w^ould 
constitute  a  path  of  leakage  flux 
between  the  two  windings.  Now 
the  voltage  of  B  depends  upon  the 
flux  which  passes  through  it  and, 
to  whatever  extent  the  flux  of  .4 
is  diverted  from  B,  to  that  extent 
the  voltage  of  B  falls,  Fmm  the 
standpoint  of  good  regulation,  there- 
fore, it  is  highly  important  that 
all  of  the  magnetic  flux  from  A  shall 
pass  through  B.  By  subdividing 
the  high-tension  and  low-tonsion 
windings  into  two  or  ninro  sections 
and  placing  half  of  each  on  each 
leg.  whatever  leakage  flux  takes 
place  must  pass  between  the  inner 
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and  outer  sections  of  the  windings  on  each  leg.     This  insures 
that  the  leakage  will  be  reduced  to  a  minimum. 

The  arrangement  is  shown  in  Fig.  686.  The  low-tension 
winding  is  generally  placed  nearest  to  the  core  and  the  high- 
tension  winding  on  the  outside,  the  idea  being  to  keep  the  high- 


FiG.  687. 


Fig.  688. 


tension  winding  as  far  away  as  possible  from  the  iron  and  thereby 
reduce  the  danger  of  grotmding.  Fig.  686  gives  a  good  idea  in 
plan  and  elevation  of  the  core-type  transformer. 

Since  the  first  few  tvims  of  the  high-tension  winding  of  a 
transformer  are  afiFected  to  a  considerable  extent  by  any  high 
frequency  line  disturbances,  it  is  the  custom  to  increase  the 
amount  of  insulation  on  the  first  few  end  turns  or  to  insert  a 
small  reactance  coil  in  series  with  each  high  voltage  lead.     These 
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Fig.  689. 


Fig.  690. 


reactance  coils  are  external  to  the  main  structure  of  the  trans- 
former but  motmted  inside  of  the  case. 
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The  (lifference  between  these  two  tj-pes  may  be  seen  by  con- 
sidering Pigs.  687  to  690.  Consider  a  ring  of  iron  in  Fig,  687 
with  two  copper  rings,  one  representing  the  primary  and  the 
other  the  secondary,  linked  therein  If  these  two  coils  are 
swung  apart  on  the  iron  core,  the  result  will  be  a  core-type 
transformer  as  shown  in  Fig,  688;  if.  on  the  other  hand,  the  iron 
ring  of  687  is  replaced  by  a  cop- 
per ring.  689,  and  the  two  cop- 
per rings  of  687  are  replaced  by 
two  rings  of  iron,  689.  then  if 
these  iron  loops  are  swung  apart 
the  result  will  be  as  shown  in 
Fig.  690,  and  the  copper  wind- 
ing is  largely  surrounded  by 
iron,  whereas  the  iron  link  in 
Fig  688  was  largely  surrounded 
by  copper. 

Fig.  688  is  the  plan  of  a  core  | 
type  of  transformer,  while  Fig,  J 
690  represents  the  shell  type. 
Each  has  certain  advantages 
and  also  certain  defects.  A 
very  satisfactory  compromise 
between  the  two  has  been  wide- 
ly adopted  for  transformers  of 
moderate  size.  This  is  known 
as  the  cruciform  core  type  and 
s  pictured  in  Fig.  692.  Here 
the  winding  is  concentrated 
upon  a  central  limb,  and  the 
magnetic  circuit  divides  through  four  paths  in  multiple.  There 
is  rather  more  iron  than  in  the  core  type,  while  somewhat  less 
than  in  the  shell  type.  The  ventilation  is  not  quite  so  good  as  in 
the  core  type  but  better  than  in  the  shell  type.  The  interlocking 
of  the  laminations  on  the  top  and  bottom  of  the  core  is  shown  in 
the  top  ^w  of  this  type.  Fig.  693. 

Small   bell-ringing  transformers  taking  current  from  1 
lighting  circuits  at  HO  volts  and  transforming  to  6  volts  f 
operation  of  door  bells  are  generally  constructed  of  the  shell 
type  after  the  plan  shown  in  Fig.  683,     For  operating  small  elec- 


Fie.  691  .—General  appearance  of 
standard  pale  type,  single- phase 
transformer,  manufactured  by  Toe 
General  Elei-tric  Company. 
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trie  toys  these  transformers  are  often  provided  with  taps  from 
the  secondary  winding  so  that  6,  12  or  18  volts  may  be  obtained. 

The  very  largest  transformers  are  often  built  of  the  shell  type 
with  ample  provision  for  ventilating  ducts  both  through  the 
laminations  and  between  sections  of  the  windings  as  shown  in 
Fig  694.  Only  thus  can  the 
large  amount  of  heat  gener- 
ated therein  be  successfully 
radiated. 

Pig.  691  represents  the  out- 
side appearance  of  a  core-t>'po 
single-phase  transformer  de- 
igned for  mounting  on  poles, 
and  manufactured  in  sizes 
25  to  SOk.v.a.  capacity 
the  General  Electric  Co. 

Transformers  are  usually 
mounted  in  cast  or  sheet  iron 
cases.  These  cases  may  or 
may  not  be  filled  with  oil. 
Most  transformers  have  their 
cases  filled  with  a  high  grade 
of  mineral  oil.  Its  advantages 
are  as  follows: 

First,  it  reduces  the  temper- 
ature.     The  oil  next  to  the 
idings  is  heated  and  rises  to 
top    of    the   transformer,  j.-,,;,  0!».i.— Gcnc-ral    app^rant^    uf 

where   it  is  replaced    bv  the     modified  core-type  transformer,  using 

,  -,     [  ■      I    ..t         the  "cruciform  '  core. 

cooler   oil   from   agamst   the 

outer  case  which  descend'  to  the  bottom  and  replaces  the  heated 
oil  around  the  windings.  A  natural  thermo-circulation  is  thus 
set  up  which  rapidly  carries  off  the  heat  generated  and  distrib- 
utes it  over  the  surface  of  the  case  from  which  it  is  radiated. 

Second,  oil  preserves  the  insulation  against  oxidation.  At  high 
temfieratures  the  cotton  insulation  of  the  wire  lends  to  carbonize. 
The  presence  of  oi!  and  the  lowered  temperature  which  it  brings 
about  lessen  this  tendency.  Third,  it  increases  the  insulation 
resistance.  The  dielectric  strength  of  oil  is  several  times  that  of 
cotton.  There  is  less  tendency  for  insulation  to  break  down  when 

is  thoroughly  saturated  with  a  good  oil. 
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Fourtfa,  it  reinsulates  punctures.  If  a  discharge  takes  place 
between  convolutions  of  separate  sections  due  to  a  high  voltage 
surge,  a  charred  path  may  be  left  through  a  solid  insulation  over 
which  another  discharge  may  readily  follow.  Where  oil  is  pres- 
ent it  immediately  flows  in  and  reinsulates  the  puncture,  after 
which  its  resistance  to  break- 
down is  practically  as  good  as 
at  first. 

Too  much  attention  cannot  be 
paid  to  the  selection  and  care  of 
the  oil  employed  in  transformers. 
Mineral  oil  has  generally  been 
found  satisfactory.  It  has  been 
almost  universally  adopted  as  the 
proper  oil  for  transformers.  In 
Fig.  693.— Sectional  view  of 
"cnidtorm"  core-type  trans- 
former, showing  method  of 
uniting  the  ma^etic  circuits 
and  relative  positions  of  high- 
tension  and  low-tension  wind- 
ings. 

the  selection  of  the  grade  to  be 
used,  the  main  points  to  be  con- 
sidered are  dielectric  strength, 
flashing  point,  viscosity  and 
sludging.  Of  these  the  dielectric 
strength  pertains  to  the  insu- 
lating properties,  the  flashing 
point  to  the  safety  in  operating 
from  the  standpoint  of  fire,  vis- 
cosity and  sludging  to  the  fluidity 
which  will  influence  it  as  a  circu- 
lating and  cooling  mediiim  and 
the  residue  which  may  accumu- 
late due  to  carbonizing. 

In  order  to  have  a  high  die- 
lectric strength  oil  must  be  free 

from  water,  sediment,  sulphur,  acids  and  other  impurities.  As 
rubber  contains  sulphur  for  its  vulcanization,  it  should  never  be 
used  for  insulating  any  part  of  a  transformer  where  it  come?  in 
contact  with  oil.     The  principal  impurity  found  in  transformer 


Fig.  694.— Air  blast  type  of 
transformer,  showing  ventilating 
ducts  for  circulation  of  air. 
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oil  is  water.  The  old  adage  that  "oil  and  water  will  not  mix" 
does  not  seem  to  apply  in  the  case  of  transformer  oil,  for  the 
presence  of  1  part  of  water  in  2,500  parts  of  oil  will  result  in  a 
reduction  of  the  dielectric  strength  of  the  oil  to  about  one-half 
that  of  its  pure  state.  Notwithstanding  the  greatest  precautions, 
more  or  less  moisture  gets  into  transformer  oil,  and  elaborate 
methods  are  used  to  eliminate  it  and  thus  prevent  the  breaking 
down  of  the  insulation  of  the  windings. 

In  1920  transformers  had  been  successfully  designed  and  con- 
structed for  a  maximum  potential  of  220,000  volts  with  oil  insu- 
lation.    As  to  size,  the  largest  transformers  in  service  (1921)  are 
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those  of  25.000  K.V.A.  rated  capacity  in  the  plant  of  the  Detroit 
Edison  Company,  which,  while  designed  for  this  rated  capacity. 
have  an  effective  output  of  50,000  K.V.A.  They  have  a  voltage 
ratio  of  24,000  to  1,200. 

The  problem  of  radiating  the  heat  generated  in  the  windings 
of  a  transformer  is  serious.  Notwithstanding  the  high  efficiency 
there  is  considerable  energy  transformed  into  heat  which  must 
be  radiated  to  prevent  an  injurious  rise  in  temperature. 
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Cooling  of  Transformers 

Transformers  may  be  cooled  in  several  ways: 

First:  By  natural  radiation  of  the  heat  from  the  coils  through 
the  air  in  the  transformer  case  without  oil.  Many  of  the  early 
transformers  were  so  constructed,  especially  in  small  sizes.  They 
were  kept  tightly  closed  so  as  to  exclude  moisture,  and  when  the 
energy  to  be  radiated  was  small  they  gave  fair  satisfaction. 

Second:  Transformers  may  be  cooled  by  natural  circulation 
of  the  oil  with  which  the  case  is  filled,  as  previously  outlined. 

Third:  Transformers  may  be  cooled  by  means  of  an  air  blast 
through  the  case  which  contains  no  oil.  This  construction  is 
illustrated  in  Fig.  691,  where  air  is  forced  under  pressure  through 
an  opening  in  the  floor  up  through  the  transformer  and  out  at  a 
vent  in  the  top.  Where  this  forced  draft  is  employed  a  much 
greater  output  for  a  given  amount  of  iron  and  copper  is  possible 
than  where  oil  is  employed.  The  transformer?  however,  is 
somewhat  more  bulky  for  its  output,  and  the  system  is  not 
entirely  satisfactory.  The  first  Niagara  Station,  the  Detroit 
Edison  Station,  and  many  others  used  transformers  of  this 
type  some  years  ago.  But  several  disadvantages  were  encoun- 
tered. Although  the  air  was  cleaned  before  its  introduction 
into  the  transformer,  a  certain  amount  of  dirt  inevitably  adhered 
to  the  walls  of  the  air  ducts.  This  facilitated  break-down  and 
tended  to  sustain  a  flame  should  a  short  circuit  occur.  More- 
over, if  an  arc  started,  the  air  draft  fanned  it  and  increased  the 
tendency  to  destroy  the  insulation.  If  the  blowers  stopped,  the 
temperature  of  the  winding  rose  rapidly.  Air-blast  trans- 
formers have  not  generally  proven  satisfactory  at  potentials 
above  35,000  volts. 

Fourth:  Transformers  may  be  cooled  by  circulating  water 
through  a  system  of  pipe  coils  placed  in  the  top  of  the  trans- 
former case,  the  case  itself  being  filled  with  oil,  Fig.  695.  The 
water,  after  absorbing  the  heat  from  the  oil,  is  forced  by  a  cen- 
trifugal pump  to  a  cooling  tank  where  it  dissipates  the  heat, 
after  which  it  is  again  pumped  through  the  pipe  system. 

Fifth:  Occasionally  the  oil  is  pumped  off  from  the  top  of  the 
tank,  circulated  through  a  system  of  radiators  to  cpol,  and  re- 
turned to  the  bottom  of  the  case.  The  disadvantage  of  this 
method  is  the  danger  of  a  break  in  the  system  causing  the  loss 
of  oil  and  the  admission  of  moisture,  which  would  endanger  the 
operation  of  the  transformer. 


Fit.  696, — Genera]  Electric  radiator  type  o£  transformer, 
shiiwing  provision  for  thexmo  circulatioil  of  oil  through  radiators 
attached  directly  to  transformer. 
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to  the  bottom  of  the  transformers.  The  heated  oil  passes  out  at 
the  top,  down  through  the  pipes,  losing  its  heat  en  route  and 
returning  to  the  case  at  the  bottom.  Fig.  696  shows  a  large 
General  Electric  transformer  of  this  kind.  This  is  the  so-called 
"radiator**  type. 

A  phenomenon  known  as  "ageing"  or  "metallic  fatigue"  of  iron 
and  steel  has  given  a  great  deal  of  trouble  in  coimection  with 
the  operation  of  transformers.  It  had  been  observed  that  the 
core  losses  in  a  new  transformer,  while  quite  small  to  begin  with, 
would  steadily  increase  for  the  first  ninety  days  of  its  use,  dtiring 
which  time  the  losses  might  rise  to  double  the  original  value. 
Investigation  of  the  subject  brought  out  the  following  facts: 
(1)  There  is  unquestionably  an  increase  in  loss  notwithstanding 
every  precaution  in  design.  (2)  A  great  difference  exists  in  the 
amount  of  ageing  taking  place  in  different  qualities  of  iron  and 
steel  when  maintained  at  the  same  temperature.  (3)  This  in- 
crease in  the  loss  in  a  given  body  of  iron  is  dependent  upon  the 
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Fig.  697.  —  High-tension 
windings  in  series,  low-tension 
windings  in  parallel. 
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Fig.  698.  —  High-tension 
windings  in  series,  low-tension 
windings  in  series. 


temperature  at  which  it  is  maintained.     (4)  Within  ordinary 

limits  of  temperature,  the  tendency  to  ageing  increases  with  the 
temperature.  (5)  Soft  sheet  steel  is  much  less  subject  to  ageing 
than  soft  sheet  iron.  (6)  Sheet  steel  does  not  age  materially 
at  temperatures  under  75°  C,  but  almost  any  iron  or  steel 
will  age  more  or  less  at  higher  temperatures.  While  many  of  the 
laws  governing  ageing  have  been  determined,  the  real  cause  has 
not  been  discovered. 

Arrangement  of  Coils 

The  high-tension  and  low-tension  windings  of  transformers 
are  generally  divided  into  at  least  two  sections.  The  separate 
sections  of  either  winding  may  be  connected  in  series  or  in  par- 
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allel.  This  gives  at  least  two  fundamental  voltage  adaptations 
on  either  side  of  the  transformer.  In  Fig.  697  the  two  high- 
tension  sections  are  shown  connected  in  series  and  adapted  for, 
say,  2,200  volts.  The  two  low-tension  windings  are  designed  for 
110  volts  each  and  are  connected  in  parallel.  The  leads  from  the 
high-tension  windings  terminate  upon  a  connection  board  of 
porcelain  in  the  top  of  the  transformer  inside  the  case  and 
generally  come  out  at  the  back  of  the  transformer  case.  The 
cover  must  be  removed  to  change  the  high-tension  connections. 
The  terminals  of  the  low-tension  windings  generally  protrude 
through  the  front  of  the  case  and  are  arranged  so  that  they  may 
easily  be  connected  in  series  or  in  parallel.  If,  instead  of  con- 
necting A  and  B  together,  which  are  corresponding  ends  of  the 
two  low-tension  sections,  and  C  and  D  together,  which  are  the 
other  corresponding  ends,  so  that  the  sections  are  in  parallel, 
B  and  C  are  connected  together  as  in  Fig.  698,  and  A  and  D  lead 
direct  to  line,  then  the  two  low-tension  sections  are  thrown  in 
series  and  will  deliver  220  volts.  The  separate  sections  of  the 
high-tension  winding  or  the  low-tension  winding  may  be  con- 
nected either  in  series  or  in  parallel  without  respect  to  the  way 
in  which  the  other  winding  is  connected. 

Early  central  stations  employed   a  large  number  of  small 
transformers,  each  of  small  capacity  supplying  an  individual 


Fig.  699. — High-tension   network    with   small-size   individual   trans- 
former for  each  customer. 

house  or  store.     As  a  transformer  of  500  watts  may  have  a  full 
load  efficiency  of  not  over  90%,  and  as  many  houses  do  not  use 
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current  during  the  day,  the  early  stations  were  heavily  loaded 
due  to  the  core  losses  of  a  large  number  of  very  inefficient  small 
transformers.  This  arrangement  is  shown  in  Fig.  699,  where  a 
high-tension  distributing  network,  represented  by  a  single  wire 


Fig.  700. — One  large  transformer  and  low-tension  network  supplies 

all  customers  in  block. 


marked  H-T,  extends  around  all  sides  of  a  city  block  and  from 
which  taps  are  taken  to  small  transformers  at  each  house,  the 
voltage  being  stepped  down  before  entering  the  house.     Of  course 


FiG.  701. — High-tension    network    and    low-tension    network    inter- 
connected through  a  few  large-size  transformers. 

the  circuits  are  all  two-wire  circuits,  the  single-wire  diagram 
being  used  for  simplicity.  It  was  soon  discovered  that  one  large 
transformer  could  be  located  in  the  center  of  a  block,  as  shown  in 
Fig.  700,  with  a  high-tension  supply,  and  from  the  transformer  a 
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low-tension  network  could  be  taken  which  would  supply  all  of 
the  houses  in  that  vicinity.  If  this  transformer  has  a  capacity  of 
20,000  watts,  its  half-load  efficiency  could  readily  be  97%.  The 
larger  transformers  proved  such  an  economy  that  the  small 
transformers  were  soon  abandoned,  and  the  saving  effected  in  a 
comparatively  short  time  defrayed  the  expense  of  the  new  trans- 
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Pig.  702. — Illustrating  how  a  ground  be- 
tween high-tension  and  low-tension  windings 
of  transformers  may  ac^it  high  voltage  to 
low  voltage  circuit. 

formers.  The  custom  at  present  is  to  have  the  area  to  be  sup- 
plied covered  with  a  high-tension  alternating-current  network, 
stepped  down  through  a  few  lowering  transformers  to  the  working 
potential  of  220  volts.  The  low-tension  network  covers  the 
same  area  as  before  and  is  fed  from  the  transformers  connected 


Fig.  703. — Showing  how  grounding  of  low- 
tension  winding  effectually  protects  low- 
tension  system  from  high  voltage. 


in  parallel  both  on  the  high-tension  and  low-tension  sides,   is 
shown  in  Fig.  701. 

Shotdd  the  insulation  between  the  two  windings  of  a  trans- 
former break  down  as  at  C,  Fig.  702,  and  a  person  touch  one  wire 
of  a  low-tension  system  as  at  ^4,  while  standing  on  the  ground, 
and  the  high-tension  side  of  the  transformer  supplying  this 
circuit  be  grounded  as  at  5,  then  the  entire  potential  difference 
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of  2,200  volts  between  the  wire  D  and  the  ground  point  G  wotild 
be  impressed  upon  the  person  at  H,  in  contact  with  the  point  A, 
Many  persons  were  accidentally  killed  in  this  way  with  high- 
tension  currents  before  proper  precautions  were  taken,  although 
the  person  came  in  contact  with  the  low-tension  side  only. 
To  guard  against  this  contingency,  the  middle  point  of  the  low- 
tension  winding  is  grounded  as  in  Fig.  703.  This  insures  that 
the  maximum  potential  between  a  person  who  is  connected  to 
the  ground  and  either  one  of  the  wires  A  or  K  will  never  be 
greater  than  one-half  of  the  low-tension  voltage.  Now,  even 
though  the  two  windings  be  connected  together  at  the  point  C  by 
lighting  discharge  or  otherwise,  the  fall  in  potential  through  the 
section  of  the  winding  L  from  the  high-tension  side  will  never  be 
greater  than  the  inductive  drop  therein,  so  that  a  person  touching 
the  wire  A  and  connected  to  the  ground  will  always  be  protected 
by  this  by-path  or  inductive  shunt  through  L. 


vSECTION  XV  CHAPTER  II 

TRANSFORMERS 
PRINCIPLES.    TYPES 

1.  Explain  the  construction  and  principle  of  operation  involved  in  a 
static  transformer.     Sketch. 

2.  What  is  the  "ratio  of  transformation"  in  a  static  transformer?  What 
governs  this  ratio?  What  are  the  relative  sizes  of  wire  on  primary  and 
secondary?  What  are  the  relative  number  of  convulation  of  wire  on 
primary  and  secondary? 

3.  Explain  why  the  current  taken  by  the  primary  of  a  transformer  is 
proportional  to  the  current  furnished  by  the  secondary. 

4.  A  transformer  has  2,000  turns  in  its  high  tension  winding  and  is 
connected  to  a  2,200  volt,  60  cycle,  A.  C.  line.  How  many  turns  must 
the  low  tension  have  to  deliver  220  volts  and  what  will  be  the  frequency 
of  the  secondary  current,  neglecting  losses? 

5.  A  transformer  has  6,480  turns  in  its  high  tension  and  108  turns 
in  its  low  tension  winding.  It  is  connected  on  the  high  tension  side  to 
a  6.600  volt  line  and  absorbs  20  amperes.  What  will  be  the  voltage  and 
current  delivered  by  the  low  tension,  neglecting  losses? 

6.  A  transformer  has  3,240  turns  in  its  high  tension  and  216  turns 
in  its  low  tension  winding.  It  is  connected  on  the  low  tension  side  to 
a  110-volt  line  and  absorbs  106  amperes.    Wliat  will  be  the  voltage,  current, 
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and   power  delivered  by  high  tension,  and  power  absorbed  on  the  low 
tension  side,  neglecting  losses?     Power  factor  unity. 

7.  Give  the  fundamental  transformer  formula  for  the  virtual  voltage 
generated  in  a  coil  when  a  flux  varies  through  it.  Tabulate  the  meaning 
of  each  letter  used. 

8.  What  three  losses  occur  in  a  transformer?  How  may  each  be 
minimized?  What  is  the  relation  between  the  primary  loss  and  the 
secondary  loss? 

9.  Explain  the  relative  advantages  and  disadvantages  of  the  "shell" 
and  "core"  type  transformers.    Sketch  each  type. 

10.  Explain  the  construction  and  advantages  of  the  "cruciform  core" 
type  of  transformer. 

11.  What  four  advantages  are  obtained  from  filling  transformer  cases 
with  oil? 

12.  What  five  methods  are  employed  for  cooling  transformers?  What 
methods  are  most  commonly  employed? 

13.  In  distributing  power  in  cities,  which  plan  is  considered  preferable: 
a  large  number  of  small  transformers  with  short  secondary  mains,  or 
a  few  large  transformers  with  long  secondary  mains?    Why? 

14.  Into  how  many  sections  are  the  primary  and  secondary  windings 
of  commercial  transformers  divided?  What  advantages  are  obtained  by 
this  subdivision?  State  the  various  combinations  of  e.m.f.  and  current 
that  may  be  obtained. 

15.  What  are  the  advantages  of  grounding  the  secondary  winding  of  a 
transformer?    Where  should  it  be  grounded?     Sketch. 
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TRANSFORMERS 

TRANSFORBIER  VECTOR  DIAGRAMS 

A  vector  diagram  gives  a  clear  picture  of  the  performance 
of  a  transformer  under  various  conditions  of  load. 

The  elementary  relations  between  voltages,  flux  and  current 
in  an  ideal  transformer  without  load  will  first  be  considered. 

By  an  ideal  transformer  is  meant 
one  which  has  no  resistance  in  its 
windings  and  no  losses  in  its  core. 
Fig.  704  represents  the  various 
forces  in  such  a  transformer. 

This  vector  is  based  upon  two 
fundamental  facts: 

First:  The  magnetic  flux  is  al- 
ways in  phase  with  the  current 
which  produces  it  Thus,  if  a  direct 
current  is  admitted  to  a  magnetiz- 
ing coil  surrounding  a  soft  iron 
core,  the  magnetic  flux  starts  from 
zero  with  the  current.  When  the 
current  rises  to  full  strength  the 
magnetic  flux  accompanies  it  to  a 
maximum  value.  If  the  current  is 
lowered  to  zero,  the  magnetic  flux 
also  falls  to  zero.  If  the  current  is 
reversed  and  raised  to  full  strength 
in  an  opposite  direction,  the  mag- 
netic flux  accompanies  it  in  reversed 
order.  Therefore,  if  the  line  O-R 
represents  a  current  in  a  coil,  the  line  0-N  in  the  same  direc- 
tion may  represent  the  flux  produced  by  that  current. 

Second:  Every  induced  e.m.f.  lags  90°  behind  the  flux  which, 
in  its  variations,  induces  it.  Thus  there  will  be  induced  in  any 
winding  upon  an  iron  core,  an  e.m.f.,  O-Es,  which  will  lag  90° 
in  phase  behind  the  flux  0-W  This  is  because  with  an  alternat- 
ing current  and  flux  the  point  of  maximum  induced  e.m.f.  will 
32 
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Fig.  704. — Relation  between 
primary  current,  magnetic  flux, 
impressed  voltage  and  induced 
voltage  in  an  ideal  transformer. 
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coincide  with  the  point  of  zero  flux,  for  the  flux 
is  then  varying  most  rapidly,  while  the  point  of 
zero  induced  e.m.f.  will  coincide  with  that  of 
maximum  flux,  for  the  flux  is  then  varying  most 
slowly. 

The  applied  e.m.f.  will  be  in  the  direction  O-Ep, 
behind  which  the  magnetizing  current  will  lag 
90°.  This  will  be  evident  from  a  consideration  of 
Fig.  705,  which  represents  the  relations  between 
the  current,  counter  e.m.f.  and  impressed  e.m.f. 
in  the  primary  of  a  commercial  transformer  wind- 
ing without  secondary  load.  Here  it  will  be  ob- 
served that  the  induced  or  counter  e.m.f.,  C-B,  is 
practically  in  direct  opposition  to  the  impressed 
e.m.f.,  A-C,  the  slight  discrepancy  being  due  to 
A'B,  which  is  a  measure  of  the  e.m.f.  necessary 
to  overcome  the  actual  losses  of  such  a  trans- 
former. As  Fig.  704  pictures  an  ideal  transformer 
having  no  losses,  the  line  0-Ep,  showing  the 
impressed  e.m.f.,  will  be  squarely  at  right  angles 
to  O'Ry  for  the  current  will  lag  90°  behind  the 
applied  e.m.f.  under  such  conditions. 

The  relative  magnitude  and  direction  of  four 
forces  are  thus  shown  in  Fig.  704. 

First:  0-Ep;  the  e.m.f.  applied  to  the  primary. 

Second:  O-R;  the  magnetizing  cur- 
rent producing 

Third:  O-N;  the  magnetic  flux  in 
phase  with  it 

Fourth:  0-Es\  the  e.m.f.  induced  in  either  pri- 
mary or  secondary  or  both,  due  to  the  variation 
of  the  flux  O'N. 

Next  consider  the  effect  of  placing  a  non- 
inductive  load  upon  the  transformer  under  con- 
sideration, Fig.  706.  The  voltage  induced  in  the 
secondary  5  is  shown  in  Fig.  707  as  O-Es,  while 
the  magnetizing  ciurent  0-M  and  the  magnetic 
flux  O'N  are  the  same  as  before.  The  secondary 
load  will  take  a  current  0-Is,  and  as  the  load  is 
non-inductive  it  will  be  in  phase  with  the  second- 
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ary  voltage  O-Es.  To  supply  this  secondary  current  the  pri- 
mary must  take  in  a  current  O-A,  I8(f  out  of  phase  with 
the  secondarj"^  current  Is,  that  it  may  offset  the  tendency  of  the 
secondary  current  to  reduce  the  flux  in  the  core.  This  brings  it 
in  phase  with  the  applied  voltage  as  the  secondary  current  is  in 
phase  with  the  induced  voltage.  The  actual  current  flowing  in 
the  primary  will  now  be  the  vector  sum  of  the  magnetizing  com- 
ponent O-Af.  which  is  wattless,  and  the  load  component  O-A, 
which  is  of  real  energy  value.  The  sum  of  these  two  components 
is  obviously  the  line  O-B,  which  represents  the  total  primary 
current.  O-B  does  not  dex-iate  from  the  primary  voltage  O-Ep 
in  practice  nearly  so  much  as  the  diagram  would  indicate,  but 
the  angle  is  here  exaggerated  for  the  purpose  of  emphasizing 
the  magnetizing  current  0-Af. 


Fig.  706. — Illustrating  leakage  flux  which  brings  about  inductive 

drop. 


Next  consider  the  application  of  an  inductive  load  to  the 
secondary  of  the  transformer  in  place  of  a  non-inductive  load. 
The  vector  diagram  will  now  take  the  form  of  Fig.  708.  Here 
O'M  and  O-N  represent  magnetizing  current  and  flux  as  before. 
O'Es  represents  the  secondary  voltage  as  before,  lagging  90** 
behind  the  flux.  O-Is  represents  the  secondary  load  current 
lagging  behind  the  secondary  voltage  by  the  angle  4>.  To  supply 
this  secondary  load  the  primary  must  take  a  load  component  of 
current  O-A,  diametrically  opposed  to  the  secondary  ciurent. 
As  the  magnetizing  current  is  still  O-M,  the  vector  sum  of 
these  two  components  gives  the  total  primary  current  O-B. 
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The  angle  of  lag  between  the  load  component  of  the  primary 
current  and  the  applied  voltage  is  4>',  which  is  the  same  as  the 
secondary  angle  of  lag  4>.  The  primary  angle  of  lag,  as  far  as  the 
total  current  is  concerned,  however,  is  increased  to  4>",  this 
increase  being  due  to  the  distorting 
effect  of  the  magnetizing  ciurent. 
Again,  in  practice  this  apparent  dis- 
crepancy between  4>'  and  4>"  is  not 
nearly  so  great  as  pictured. 

The  complete  vector  for  a  commer- 
cial transformer,  in  which  all  of  the 
losses  in  the  core  and  windings  are 
taken  into  account,  is  shown  in  Fig. 
709.  While  it  is  not  possible  to 
actually  make  such  a  vector  from  ob- 
served data,  nevertheless  the  relations 
of  the  various  forces  encountered  in 
actual  practice  are  very  clearly  shown 
by  such  a  diagram. 

This  vector  represents  an  inductive 
load  upon  a  transformer,  and  0-N 
represents  the  flux,  which  links  both 
windings.  Referring  to  Fig.  706,  it 
will  be  observed  that  when  a  trans- 
former is  loaded  the  flux  is  broken  up 
into  three  parts :  Firsti  that  portion  C, 
which  links  both  windings;  second, 
the  reaction  of  the  load  current  in  the 
secondary  winding  diverts  a  portion 
of  the  primary  flux  AT,  so  that  it  leaks 
across  between  the  two  windings  and 
embraces  the  primary  winding  only; 
third,  the  cotmter  magneto-motive- 
force  of  the  secondary  also  tends  to 
establish  a  leakage  flux  L,  which 
would  link  the  secondary  winding  only.  It  will  be  remembered 
that  in  actual  practice  the  primary  and  secondary  windings  are 
not  on  opposite  legs  of  the  core  as  here  pictured,  but  portions  of 
both  occupy  the  same  leg,  nevertheless  there  is  always  some 
leakable  flux  between  them. 


U 

Fig.  707. — Relation  exist- 
ing between  magnetic  flux, 
total  primary  current,  sec- 
ondary current,  primary 
impressed  voltage  and  sec- 
ondary induced  voltage  in 
an  ideal  transformer  with  a 
non-inductive  load. 
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The  current  required  to  oscillate  the  flux,  which  has  been 
pre\'iously  called  the  magnetizing  current,  must  now  be  increased 
by  an  amount  necessar\'  to  supply  the  eddy  current  and  hysteresis 
losses  in  the  iron.  The  total  amount  required  for  this  purpose  is 
represented  in  Fig.  709  by  the  line  O-P  and  is  called  the  "exciting 

corrent."  This  eventually  be- 


t^ 


N 


Fig.  708. — Relation  existing  be- 
tween magnetic  flux,  total  primar\- 
current.  secondar\*  current,  primar\' 
impressed  voltage  and  sevx>ndar\'  in- 
duced voltage  in  an  ideal  transformer 
with  an  inductive  load. 


comes  the  excitiiig  component 
of  the  total  primary  current. 
Now  this  exciting  current  is 
resolved  into  two  components : 
0-Af,  the  magnetizing  com- 
ponent, which  is  wattless,  and 
therefore  90°  away  from  the 
induced  e.m.f.  and  in  phase 
with  the  flux,  and  the  energy 
component  Af-P,  which  is  in 
phase  with  the  induced  e.m.f. 
in  primar\'  and  secondary  and 
is  therefore  of  energy  value. 
It  is  this  component  which 
supplies  the  core  losses.  The 
secondar\'  current  lags  behind 
the  e.m.f.  delivered  by  the  sec- 
ondar\'  O-T  by  the  angle  4>. 
The  e.m.f.  delivered  by  the 
secondar\-  O-T  is  less  than  the 
e.m.f.  generated  in  the  sec- 
ondar>*  O-Es  by  the  ohmic 
and  inductive  drop  Es-T  in 
the  secondare  Now  as  the 
ohmic  drop  in  the  secondary 
is  of  real  energj'  value  it  will 
be  in  phase  with  the  secondary 
current  as  shown.  Thus  £5-^4 


must  be  drawn  parallel  with  O-Is,  while  the  inductive  drop  A-T 
must  be  90°  from  the  ohmic  drop  and  current.  The  ohmic 
drop  in  the  secondar\-  winding  is  due  to  its  resistance.  The 
inductive  drop  is  due  to  the  leakage  fliux  L  in  Fig.  706,  which 
links  the  secondar>-  winding  only.  Thus  in  Fig.  710  the  second- 
ar>'  e.m.f.    0-Es  is    reduced    by  the   impedance  drop  in   the 
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Fig.  709. — Vector  diagram  showing  relation  between 
all  voltages  and  currents  in  a  transioTmet  YvovSx^^  \>^^ 
usual  losses. 
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secondary,  amounting  to  Es-T,  which  gives  a  net  delivered 
e.m.f.  O'T. 

The  primary  will  take  a  current  sufficient  to 

supply  the  secondary  load  and  the  exciting  cur- 

'\  rent.     The  load  component  of  the  primary  will 

\  be  0-A,  which  is  diametrically  opposite  to  the 

secondary  current,   O-Is,    The   exciting  com- 
ponent is  0-P.     The  total  primary  current  will 
/  be  the  vector  stun  of  the  O-A  and  O-P,  which 

is  0-B.     The  primary  voltage  which  must  be 

applied  is  O-Ep.     When   the   transformer   is 

loaded,  this  is  resolved  into  three  parts;  first,  the 

inductive  drop   Ep-E.     This 

drop  is  due  to   the  leakage 

flux  K,  Fig.  706,  which  links 

the    primary    winding   only. 

Added  to  this,  and  displaced 

90°  in  phase  therefrom,  is  the 

ohmic  drop  due  to  the  resist- 
ance of  the  primary  E-L.    As 

in  the  case  of  the  secondary, 

the  primary's  ohmic  drop  will 

be   in   phase   with  the    total 

primary  current  O-B.     Thus 

the  direction  of  the  line  E-L 

is  established;  it  is  parallel  to 

O'B.     Perpendicular  to   this 

line,  the  inductive   drop  line 

Ep'E  must   be   constructed. 

The  remainder  of  the  appHed 

primary    voltage     represents 

the  counter  e.m.f.  and  is  shown 

by  the  line  L-O,  perpendicular 

to  the  flux  0-N.  The  primary 

angle  of  lag  is  evidently  *', 

which    represents  the   phase 

relation  of  the  total  primary 

current  and  the  e.m.f.  applied 

to  the  primary  winding. 
In  Fig.  70S,  representing  the 


Fig.  711.— Il- 
lustrating how  the 
impressed  e.m.f.  is 
reduced  by  the 
impedance  drop  to 
a  certain  value  of 
counter  e.m.f . 


Fig.  710.--11- 
lustrating  how 
generated  second- 
ary e.m.f.  is  re- 
duced by  the  im- 
pedance drop  to 
the  delivered  e.m.f. 
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conditions  in  the  primary  of  an  unloaded  transformer,  the  coun- 
ter e.m.f.  was  virtually  equal  to  the  impressed  e.m.f.,  but  as 
soon  as  the  load  is  applied  the  primary  e.m.f.  O-Ep,  Fig.  711, 
is  broken  up  into  an  impedance  drop  Ep-L,  consisting  of  the 
inductive  drop  Ep-E  and  an  ohmic  drop  £-L,  and  the  re- 
mainder L-0  represents  counter  e.m.f.  which  is  therefore  effective 
in  transferring  energy  to  the  secondary. 

The  counter  e.m.f.  in  the  primary  O-L,  and  the  delivered  e.m.f. 
by  the  secondary  O-T,  are  caused  by  the  flux  C  only,  Fig.  706, 
which  links  both  primary  and  secondary  windings. 


SECTION  XV  CHAPTER  III 

TRANSFORMERS 
TRANSFORMER  VECTOR   DIAGRAMS 

1.  Show  by  vector  diagram  the  phase  relation  between  the  magnetizing 
current,  the  magnetic  flux,  the  voltage  impressed  on  the  primary  and  the 
voltage  induced  in  both  the  primary  and  secondary  of  an  ideal  transformer. 

2.  (a)  What  is  the  phase  relation  between  the  current  in  the  primary 
and  the  current  in  the  secondary  of  a  transformer? 

(6)  What  is  the  phase  relation  between  the  e.m.f.  impressed  on  the 
primary  and  the  e.m.f.  induced  in  the  secondary? 

(c)  What  is  the  phase  relation  between  the  e.m.f.  induced  in  the 
primary  and  the  e.m.f.  induced  in  secondary? 

3.  Sketch  an  e.m.f.  triangle  for  a  transformer  showing  the  phase 
relation  between  the  current,  counter-e.m.f.  and  impressed  e.m.f.  Explain 
why  this  phase  relation  exists. 

4.  Sketch  a  vector  diagram  for  an  ideal  transformer  with  a  non-induc- 
tive load. 

5.  Sketch  a  vector  diagram  for  an  ideal  transformer  with  an  inductive 
load. 


SECTION  XV  CHAPTER  IV 

TRANSFORMERS 

THE   ACTUAL    CONSTRUCTION    OF   A  TRANSFORMER 

VECTOR  DIAGRAM 

In  practice  it  is  not  possible  to  separate  the  impedances  of  the 
primary  and  secondary  windings  as  pictured  in  Fig.  709,  nor  to 
represent  the  currents  and  voltages  in  the  two  windings  to  the 
same  scale.  The  dorrect  way  to  picture  the  facts  is  to  draw  the 
various  vectors  as  though  the  transformer  had  a  one-to-one 
ratio.  At  the  same  time  the  resistance  of  the  two  windings, 
and  their  reactances  and  total  impedances,  are  reduced  to  the 
equivalent  of  one  winding,  which  enables  the  actual  results  to  be 
clearly  represented. 

A  complete  vector  will  now  be  constructed  for  a  one  K.V.A. 
60-cycle  transformer  having  a  2,200  to  220  voltage  ratio.     Lay 


Fig.  71  ^ — Transformer  connected  to  inductive 

load. 

off  the  horizontal  line  A/-*V,  Fig.  712,  and  erect  at  O,  perpendicu- 
lar thereto,  the  line  O-F,  to  scale,  representing  the  primary 
v^olts  applied,  Ep.  As  this  must  be  expressed  in  terms  of  low- 
tension  voltage  to  give  the  equivalent  of  a  one-to-one  ratio,  the 
line  0-F  will  equal  Ep  divided  by  10. 

Next  construct  the  line  O-C,  diametrically  opposite  to  0-F, 
representing  the  secondary  voltage  generated  at  no  load.  As 
this  is  to  full  scale  this  line  will  be  of  the  same  length  as  that 
rcprcscnlinj:;  the  primary  applied  voltage. 

The  transformer  may  now  be  loaded  with  an  inductive  load  L, 
Fig.  713,  involving  an  angle  of  lag  of,  say,  30°.  Let  this  load  be 
suiricicnt  to  call  for  a  primary  intake  of  0.6  ampere  as  shown. 
O'A  may  now  be  constructed  with  an  angle  of  30°,  *,  behind  the 

40 


-  ■* 


v1 


■    Pig.  712. — Complete  vector  diagram  of  a 
-.  relation  eristmg  between  ma^ 
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^OB*-CB*  =  Mi  =  V0.2S«  -  0.136'  =  0.2  ampere. 
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applied  primary  voltage  0-F,  and  for  the  time  being  O-A  will  be 
of  indefinite  length,  for  it  simply  represents  the  direction  of  the 
load  component  of  the  primary  current,  and  this  will  be  later 
increased  by  the  exciting  current. 

The  exciting  current  should  now  be  measured  by  putting  an 
ammeter  in  series  with  the  high-tension  winding  and  connecting 
it  to  the  2,200-volt  source  of  supply  with  the  secondary  on  open 


Fig.  714. — Connections    for    measuring    exciting 

current. 

circuit  as  shown  in  Fig.  714.  Let  this  ciurent  be  0.02S  ampere. 
This  must  be  reduced  to  low-tension  terms  by  multiplying  by  10, 
which  gives  0.25  ampere.  This  current  could  have  been  meas- 
ured just  as  readily  on  the  low-tension  side,  for  the  exciting 
current  can  be  furnished  through  either  winding. 

The  core  loss  should  next  be  measured  by  connecting  a  watt- 
meter on  the  low-tension  side  and  supplying  the  loss  from  a 
220-volt  source  with  the  high-tension  side  open  as  shown  in 
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Fig.  715. — Connections  for  measuring  core  loss. 

Pig.  715.    This  was  found  to  be  30  watts.     This  loss,  divided  by 

the  applied  voltage,   will  give  the  energy  component  of  the 

P  30 

exciting  current;  thus,  p-^I  =^  flO  ^  0.1 36  ampere.  The  current 

triangle  for  the  excitation  of  the  transformer  is  shown  in  Fig. 
716.  Here  O-B  represents  the  total  exciting  current  and  C-B  is 
the  energy  component  thereof:  Obviously  O-C  the  wattless  or 
magnetizing  component  will  be: 

VOB«  -  CB*  =  Mi  =  V0.2S«-- 0.1362  =  0.2  ampere. 
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Having  the  three  sides  of  this  triangle  in  low-tension  terms, 
it  should  now  be  constructed  as  0-C-S,  in  Fig.  711.  B-D  may 
now  be  drawn  indefinitely  long  and  parallel  to  0-A.  If  the 
intake  for  the  primary  of  the  transformer  is  to  be  limited  to  0.6 
ampere,  then  this  drawn  to  low-tension  scale  by  multiplying 

by  10  will  give  O-D,  6  units 
long.  The  parallelogram  for 
the  primary  may  then  be  com- 
pleted, O'B'D'A.  It  is  thus 
evident  that  O-B  will  repre- 
sent the  exciting  component 
and  0-A  the  load  component 
of  the  primary  current,  while 
O'D  represents  the  total  pri- 
mary current.  The  vector  for 
the  secondary  current  O-E  may  now  be  laid  off  equal  in  length 
and  diametrically  opposite  0-A.  If  0-D  in  low-tension  terms 
represented  a  total  primary  intake  of  6  amperes,  then  0-A,  the 
load  component,  will  represent  approximately  5.8  amperes.  0-E 
should  therefore  be  made  S.8  units  long. 

Next,  the  resistance  of  the  primary  and  secondary  windings 
should  be  measured  separately  and  combined  in  terms  of  the  low- 


FiG.  717. — Measurement   of   resistance  of  trans- 
former windings. 

tension  winding.  Connect  the  low-tension  winding  on  a  D.  C. 
source  of  supply  with  a  voltmeter  across  the  terminals  and 
an  ammeter  and  a  rheostat  in  series  with  the  source,  Fig.  717. 
The  high-tension  winding  should  be  short  circuited  to  prevent 
the  inductive  kick  from  injuring  the  voltmeter  if  the  low-tension 
circuit  is  suddenly  opened. 

With  a  current  of  S  amperes  the  fall  in  potential  was  found 
to  be  3.6S  volts.     The  resistance  of  this  winding  is  therefore: 

:^  =  i?  =  ^  =  0.729  ohm. 
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The  resistance  of  the  high-tension  winding  should  be  measured 
in  a  similar  way,  the  low-tension  winding  being  meanwhile  short 
circuited.  The  readings  obtained  were  40.75  volts  drop  with  a 
current  of  O.S  ampere.     As 

-jr  ==  /?  ==     ^'       =  81.5  ohms. 

Now  the  resistance  of  the  two  windings  varies  directly  as 
the  square  of  the  ratio  of  turns.  Thus  to  reduce  the  resistance 
of  the  high-tension  to  low-tension  terms : 

Res.  H.T. 


Sq.  of  ratio  turns 

81.5 


=  H.T.  resistance  in  terms  of  low  tension. 


=  0.815  ohm. 


The  resistance  of  the  high-tension  and  low-tension  windings 
are  in  effect  in  series,  for  if  these  windings  had  a  one-to-one  ratio 


0.815  R 


0.729  R 


n 


Fig.  718. — Resistance  of  high-tension  and  low-tension  windings  are 

virtually  in  series. 

the  effect  upon  the  load,  as  far  as  resistance  was  concerned, 
would  be  as  though  a  winding  having  the  equivalent  of  0.815 
ohm,  Fig.  718,  were  in  series  with  another  winding  having 
0.729  ohm  between  the  source  and  the  load  L.  The  total 
equivalent  resistance  of  the  two  windings  is  therefore  0.815  -f 
0.729  =  1.544  ohms.  Theoretically  these  two  values  should  be 
equal,  but,  as  the  high-tension  winding  is  wound  outside  of  the 
low-tension  winding,  the  length  of  a  mean  turn  of  the  former  is 
greater  than  the  latter  and  consequently  its  total  effective 
resistance  is  higher. 

The  impedance  of  the  transformer  must  next  be  measured. 
To  do  this  the  low-tension  side  is  placed  on  short  circuit  as  shown 
in  Fig.  719  and  the  high-tension  winding  is  connected  upon 
an  A.  C.  low-tension  source  in  series  with  a  rheostat  and  an 
ammeter,  with  a  voltmeter  across  the  winding.     The  rheostat 
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shoxild  be  adjusted  until  the  high-tension  winding  receives 
approximately  its  full-rated  ciurent.  In  this  case  it  was  given 
0.455  ampere,  and  the  observed  drop  was  87  volts.  The  actual 
current  here  employed  to  find  the  impedance  is  not  important, 


Fig.  719. — Measurement  of  transformer  impedance. 

for  within  the  limits  of  saturat'on  the  impedance  is  independent 
of  the  current. 

The  total  equivalent  impedance  of  the  two  windings  is  found 
by  dividing  this  drop  by  the  current: 


Thus 


Pe 

—   =   7   = 

Pi         "^ 


87 


=   191  ohms. 


0.455 

Pe  =  drop  across  high-tension  winding. 
Pi  =  current  in  high-tension  w'nding. 

Z  =  total  equivalent  impe  'anc3  of  transformer  in  terms  of 
high-t?nsion  winding. 

To  reduce  to  low-tension  "terms  the  impedance  must  be  divided 

by  the  square  of  the  ratio  of  the 
turns.  As  the  ratio  is  10  to  1, 
Imp  danc^  of  H.  T. 


Sq.  of  ratio  of  turns 

dance  in  L.  T.  tirms 

191 


=  H.  T.  impe- 


10' 


=  1.91  ohms. 


1.544  R 
Fig.  720. 


The  equivalent  total  reactance  of 
the  transformer  should  next  be  com- 
puted.    If,  in  Fig.  720,  A-C  =  1.91 

ohms  impedance,  and  A-B   =   1.544  ohms  resistance,  then  the 

equivalent  reactance  will  be : 


A'  =  ^JZ^  -  R^  =  Vl.912  -  1.5412  =  1.188  ohms. 
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The  impedance  of  a  transformer  operates  to  reduce  the  second- 
ary voltage.  The  secondary  current  of  5.8  amperes  flowing 
through  the  equivalent  total  resistance  of  the  transformer, 
1.544  ohms,  will  fall  in  potential  RX  I  =  E  volts  =  1.544  X 
5.8  =  9  volts.  This  voltage  drop  should  be  constructed  to  scale 
backward  from  the  point  G  to  the  point  H,  Fig.  712,  in  a  direction 
parallel  to  the  line  O-E,  for  the  ohmic  drop  is  in  phase  with  the 
current  in  the  secondary  winding.  This  current  also  encotmters 
the  reactance  of  the  secondary,  and  the  reactive  drop  will  be  X  X 
/  —  £  =  1.88  X  5.8  =  6.75  volts.  This  drop  must  now  be  con- 
structed to  scale  from  the  point  H  to  K,  90®  away  from  the  ohmic 
drop  G'H,  The  total  loss  due  to  the  impedance  of  the  trans- 
former is  therefore  (J-AT,  and  the  delivered  volts  at  full  load  will  be 
reduced  from  the  no-load  voltage  O-G  to  O-K,  The  secondary 
angle  of  lag  will  obviously  be  *5.  The  total  primary  angle  of 
lag  will  be  *p,  which  exceeds  the  secondary  angle  by  a  certain 
amount  due  to  the  exciting  current. 

It  will  be  noted  that  the  delivered  voltage  of  the  secondary, 
O'K,  is  slightly  out  of  phase  with  the  no-load  voltage  0-G,  This 
is  an  incident  of  the  particular  power  factor  which  the  load  was 
asstmied  to  possess.  Should  the  secondary  load  have  involved  a 
greater  angle  of  lag,  the  triangle  G-K-H  would  have  tilted  to  the 
right  in  order  that  (7-  H  might  parallel  O-E.  At  a  certain  par- 
ticular angle  it  is  evident  that  O-K  would  have  coincided  exactly 
in  phase  with  O-G,  As  the  power  factor  of  the  secondary  load 
varies,  it  is  evident  that  the  triangle  G-  H-K  will  swing  one  way 
or  the  other  on  the  pivot  G  and  thus  vary  to  a  small  degree  the 
phase  angle  of  the  full-load  voltage  with  respect  to  the  no-load 
voltage.  The  exact  relation,  however,  is  of  no  particular 
importance. 

This  vector  emphasizes  three  things  very  clearly : 

First:  That  the  exciting  current  to  supply  the  core  losses 
and  keep  the  flixx  alternating  is  a  very  small  part  of  the  load 
current  in  the  transformer. 

Second:  That  the  total  impedance  of  the  windings  makes  a 
very  slight  reduction  in  the  no-load  voltage  at  full  load.  The 
acttial  e.m.f.  observed  at  full  load  in  this  case  was  210  volts. 

Third:  While  the  core  losses  increase  the  primary  current  for  a 
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given  secondary  load,  the  resistance  and  impedance  of  the  two 
windings  reduce  the  delivered  secondary  full-load  voltage  for  a 
given  applied  primary  voltage. 


SECTION  XV  CHAPTER  IV 

TRANSFORMERS 

THE  ACTUAL  CONSTRUCTION  OF  A  TRANSFORMER  VECTOR 

DIAGRAM 

1.  Sketch  the  actual  vector  diagram  for  a  commercial  transformer 
with  a  non-inductive  secondary  load.  State  in  detail  the  process  of  taking 
the  data  for  this  diagram,  and  sketch  connections  for  each  test  which 
must  be  made. 


SECTION  XV  CHAPTER  V 

TRANSFORMERS 

TRANSFORMER  TESTING 

All  manufacturers  subject  their  transformers  to  a  variety 
of  tests  to  determine  the  losses,  efficiency  and  regulation.  The 
temperature  rise  under  working  conditions  is  also  determined. 
Most  operating  power  companies  also  test  their  transformers  to 
determine  the  condition  of  insulation  and  to  know  in  advance 
the  probability  of  successful  operation. 

Double  Potential  Test 

Before  leaving  the  factory  every  transformer  is  subjected  to 
the  double-voltage  or  over-potential  test,  Fig.  721.  If  each  of 
the  two  sections  of  the  low-tension  winding  is  designed  for  110 
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Fig.  721. — Double- voltage  transformer  test. 

volts,  they  are  connected  in  parallel  and  220  volts  is  applied 
for  five  seconds.  This  tests  the  insulation  of  the  winding 
between  adjacent  convolutions.  The  high-tension  winding  is 
meanwhile  left  open.  As  double  voltage  is  applied  to  the  low- 
tension  winding,  double  voltage  is  also  induced  in  the  high-tension 
winding.  While  the  insulation  of  a  transformer  may  give  no 
trouble  at  normal  voltage,  it  may  break  down  at  an  applied 
voltage  in  excess  of  normal  such  as  would  be  caused  by  a  line 
surge.  The  ability  to  withstand  such  a  surge  depends  upon  the 
insulation  between  turns  and  layers.  If  normal  frequency  were 
used  to  make  this  test,  the  exciting  current  would  be  excessive. 
To  prevent  this  excessive  current  the  test  should  be  made  with 
increased  frequency.     If  the  frequency  is  increased  in  direct 
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proportion  to  the  voltj^,  there  will  be  no  increase  in  magnetic 
density  and  the  exdting  current  will  be  approxinuitely  the  same. 

Insolation  Test 

In  order  that  it  may  be  definitely  known  that  the  insulation 
of  the  winding  is  adequate,  the  insulation  or  break-down  test  is 
applied.  From  an  electrical  standpoint,  the  weakest  part  of  a 
transformer  is  its  insulation.  It  is  essential,  theiefore,  that  any 
possible  defects  in  the  insulation,  due  to  poor  material  or  damage 
_  received    during    process    of 

11^^  manufacture,  be  detected  and 
^  eliminated  before  placing  the 
transformer  in  service.  In- 
sulation tests  are  made  on 
completed  transformers  for 
detennining  the  effectiveness 
of  the  insulation.  This  can 
be  determined  by  actual  test 
only,  although  a  careful  me- 
chanical inspection  is  often  of 
\-alue  and  will  eliminate  con- 
ditions that  might  cause  a 
breakdown  unless  corrected 
before  making  the  electrical 
tests.  This  test,  shown  in  Pig. 
722,  pro\'ides  that  a  current 
from  any  convenient  A,  C. 
t-  source  of  low  potential  be  ap- 
plied to  a  testing  transformer 
K,  with  a  rheostat  R,  in  series  to  limit  the  voltage  applied. 
The  secondary-  can  thus  be  made  to  deliver  from  10,000  volts 
up.  The  transformer  T  under  test  has  first  its  low-tension 
winding  and  the  case  connected  to  one  side  of  the  high-tension 
testing  circuit,  while  the  high-tension  winding  is  coimected  to 
the  other  side  of  the  testing  circuit.  The  spark  gap  G  is 
adjusted  to  a  certain  length  to  pre\ent  too  high  a  voltage  being 
applied.  The  electro-static  voltmeter  V  indicates  the  voltage. 
With  these  connections  the  efficiency  of  the  insulation  between 
the  high-tension  and  low-tension  windings  and  between  the 
high-tension  «-inding  and  the  transformer  core  and  case  will  be 


determined.  The  ground  B  is  then  disconnected  from  the  low- 
tension  side  and  put  on  the  high-tension  side.  When  the  voltage 
is  again  applied  the  insulation  between  the  two  windings  is  again 
tested,  but  this  time  between  the  low  tension  and  the  ground 

^^nstead  of  the  high  tension  and  the  ground. 

^H  Load  Test 

^^r  To  test  a  single,  small  transformer  under  full-load  conditions 
It  may  be  loaded  upon  a  bank  of  lamps.  Where  three  trans- 
formeis  of  the  same  size  are  available  which  are  to  be  tested 
simultaneously,  they  may  be  tested  under  full-load  conditions 
without  absorbing  anything  except  the  losses.     This  connection 


is  shown  in  Fig.  723,  Here  the  high-tension  windings  of  the 
three  transformers  are  connected  in  parallel  across  the  primary 
mains  P.  The  three  low-tension  sections  are  connected  in 
series,  but  two  are  arranged  so  that  their  e.m.fs.  are  bucking  each 
other,  while  the  third  furnishes  the  voltage  to  circulate  the 
current  of  the  load  through  all  three.  An  adjustable  reactance 
X  may  be  employed  to  adjust  the  current  to  the  proper  value. 
said  current  being  indicated  by  the  ammeter  A.  The  copper 
losses  in  all  three  transformers  and  the  core  loss  of  B  will  be 
absorbed  by  the  transformer  B.  The  primaries  of  C  and  D 
absorb  an  exciting  magnetizing  current  which  includes  core 
losses  for  C  and  D  only. 
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Transformers  C  and  D  are  connected  in  opposition  and  without 
transformer  B  would  not  circulate  current  but  would  absorb 
core  losses  only.  Inserting  transformer  B  as  shown  causes  it  to 
circulate  the  current  without  changing  conditions  in  C  and  D. 
Thus  B  supplies  copper  loss  for  all  three  and  its  own  core  loss. 
Transformers  for  this  test  must  be  of  the  same  ratio  and  also 
should  have  approximately  the  same  impedance,  otherwise 
voltages  on  high  side  of  transformers  C  and  D  may  be  unbalanced 
or  in  some  cases  excessive. 

To  determine  the  temperature  rise  of  the  transformers  operat- 
ing under  the  above  conditions,  A'  is  adjusted  to  pass  about 
150^  of  full-load  current.  After  so  operating  imtil  no  further 
rise  in  temperature  is  obser\-ed,  this  temperature  must  not  be  in 
excess  of  that  specified,  usually  a  rise  of  40**  C.     Some  trans- 


FiG    724. — Connections  tor  measuring  core  loss 

in  transformer. 

formers  are  designed  with  higher  copper  and  core  densities  with  a 
permissible  rise  of  55*^  C. 

A  convenient  method  of  ascertaining  the  temperature  in- 
directly is  through  a  measurement  of  the  resistance  of  the  wind- 
ing, both  before  and  after  the  temperature  rtm.  Rise  in  tem- 
perature is  accompanied  by  an  increase  in  resistance.  It  has 
been  found  that  for  each  2.5**  C.  rise  in  temperature  the  resist- 
ance of  the  winding  will  increase  approximately  1%.  Thus,  if 
after  an  inter\'al  a  10^  increase  in  resistance  were  observed,  it 
would  indicate  a  25°  C.  rise  in  the  temperature.  While  this 
method  of  determining  the  temperature  is  often  used,  it  only 
gives  the  average  temperature  and  does  not  take  into  accoimt 
the  hot  spots  and  should  be  checked  by  actual  thermometer 
readings. 

Core-Loss  Test 

To  ascertain  the  core  losses  in  the  iron  of  transformers  a 
wattmeter  is  inserted  in  the  low-tension  circuit  which  is  con- 
nected to  its  rated  low-tension  source  of  supply  as  in  Fig.  724. 
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The  high-tension  winding  is  left  open.  The  wattmeter  will 
indicate. the  power  reqtiired  for  the  eddy  current  and  hysteresis 
losses  in  the  core. 

The  iron  loss  is  constant  for  all  loads  but  varies  with  the 
frequency.  The  higher  the  frequency  the  less  the  loss.  At 
first  glance  this  would  seem  incorrect,  but  a  little  consideration 
will  prove  it  would  be  the  case.  Neglecting  the  resistance  of  the 
windings,  the  current  that  will  flow  in  an  inductive  circuit  is 


6.28  n  L 


Now  if  the  frequency,  n,  is  doubled,  it  will  cause  the  current  to 
be  halved.  The  eddy  aurents  induced  in  the  core  vary  as  the 
square  of  the  flux  density  and  as  the  square  of  the  frequency. 


-<-• 
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Fig.  725. — Connections    for    measuring 
exciting   current    in    transformer. 

Therefore,  if  the  current  and  consequently  the  flux  density  are 
halved  and  the  frequency  doubled,  the  eddy  current  loss  is  not 
affected. 

The  hysteresis  loss  varies  as  the  simple  frequency  and  as  the 
1.6  power  of  the  flux  density.  Therefore,  if  the  frequency  is 
doubled  and  the  flux  density  is  halved,  the  actual  hysteresis 
is  decreased.  Hence  the  total  core  loss  falls  as  the  frequency 
rises. 

As  a  result  of  the  foregoing  facts  it  should  be  noted  that  a 
transformer  can  always  be  operated  at  a  higher  frequency  than 
that  for  which  it  was  designed,  and  at  a  higher  frequency  will 
have  a  somewhat  greater  capacity. 

Exciting-Current  Test 

The  exciting  current  for  a  transformer  is  measured  by  an 
ammeter  in  the  high-tension  winding  which  is  connected  to  a 
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high-tension  source  as  in  Fig.  725,  with  the  low-tension  winding 
open.  To  avoid  the  necessity  for  handling  high-tension  cir- 
cuits the  exciting  current  could  be  measured  on  the  low-tension 
side  and  reduced  to  high-tension  terms  by  dividing  by  the 
ratio  of  the  transformer. 

Copper-Loss  Test  by  Direct  Current    - 

The  copper  loss  in  a  transformer  may  be  measured  in  two 
ways — by  the  direct-current  method  and  by  the  alternating- 
current  method.  To  measure  the  loss  by  the  D.  C.  method,  each 
winding  is  in  turn  connected  to  a  low-tension  direct-current 
source  as  shown  in  Fig.  726.  A  voltmeter  should  be  placed 
across  the  winding  and  an  .ammeter  and  rheostat  in  series  there- 
with.    Any  convenient  current  within  the  rated  capacity  of  the 


Fig.  726. — Measurement  of  resist- 
ance of  transformer  winding  by  direct 
current. 

winding  is  passed  through  the  circuit  and  the  voltage  drop  noted. 
The  winding,  not  being  tested,  should  be  short-circuited  during 
the  test  to  reduce  the  inductive  kick  on  the  voltmeter  in  the 
winding  under  test  when  the  circuit  thereon  is  opened.  The  drop 
across  the  terminals  divided  by  the  current  gives  the  resistance 
of  the  winding  in  ohms.  The  square  of  the  full-load  rated  current 
for  that  winding,  multiplied  by  the  measured  resistance  of  the 
winding  when  hot,  is  a  measure  of  the  copper  loss  in  that  wind- 
ing; PR  =  P.  The  connections  to  the  winding  should  then  be 
changed  and  the  loss  computed  for  the  high-tension  winding  in 
the  same  way.  The  total  copper  loss  is  the  sum  of  the  two  losses 
as  calculated. 

Copper-Loss  Test  by  Alternating  Current 

To  measure  the  copper  loss  by  the  A.  C.  method,  the  trans- 
former should  be  connected  as  in  Fig.  727.  The  low-tension 
winding  is  short  circuited,  and  the  high-tension  winding  is  con- 
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nected  to  a  low-tension  source.  The  rheostat  R  is  adjusted  until 
the  ammetir  A  shows  the  full-load  current  in  the  high-tension 
winding  which  will  likewise  induce  a  full-load  current  in  the  low- 
tension  winding.  The  voltage  drop  across  the  high  tension  will 
now  be  from  3  to  6%  of  the  rated  voltage.     This  drop,  di\-ided 

^^^^  Kic.  727.— Measurement  of  copper  loss  by  A.  C.  method, 

by  the  current,  gives  the  impedance  of  the  transformer.  When 
the  high-tension  winding  is  thus  receiving  its  full-load  current  the 
wattmeter  W  will  read  approximately  the  total  copper  loss  for 
the  two  windings.  The  indication  is  not  exact,  as  some  core  loss 
is  included  in  this  measurement.  The  amount  so  included  is 
quite  small,  however,  because  the  applied  voltage  is  small  and 


e  flux  density  varies  with  the  applied  voltage.  If  it  is  desired 
i)  obtain  the  copper  loss  accurately  by  this  method,  correction 
for  the  core  loss  may  be  made  as  follows:  After  having  read  the 
voltage  drop  with  the  secondary  short  circuited,  disconnect  the 
sotirce  of  supply.  Then  remove  the  short  circuit  on  the  secondary. 
Then  adjust  R  until  the  voltmeter  V  reads  the  same  as  it  did 
before.     The  wattmeter  W  will  now  read  the  amount  of  core  loss 
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whidi  was  pre\-iousIy  incjnded  in  the  copper  loss  reading.    This 
may  be  deducted  if  desired. 

Loading  Back  Test 
Where  two  large  identical  transformers  are  to  be  tested  they 
may  be  loaded  back  upon  each  other  as  shown  in  Fig.  728. 
Here  the  high-tension  windings  of  transformer  No.  1  and  trans- 
former No.  2  are  connected  in  series  and  in  opposition.  The 
low-tension  windings  will  likewise  be  connected  in  series  with  each 
other  and  also  in  series  with  the  secondary-  of  a  third  transformer, 
No.  3,  ha\-iDg  a  variable  ratio  and  whose  primary  is  connected 
across  the  source  of  supply.  This  third  transformer  furnishes 
the  necessary-  e.m.f.  to  circulate  the  full-load  cuiient  through 


Fig.  729. 


the  low-tension  windings  of  both  transformers.  As  these  wind- 
ings are  inductively  coupled  with  the  high-tension  windings  they, 
too,  will  carry  full-load  current.  The  actual  enei^y  required 
for  the  copper  losses  will  be  supplied  by  the  third  transformer, 
while  the  magnetizing  currents  and  core  losses  are  supplied  from 
the  main  source  through  transformer  No.  4  on  which  the  two 
transformers  under  test  are  directly  connected. 

Fig.  729  shows  a  similar  loading-back  arrangement,  the  only 
difference  being  that  the  application  of  the  load  current  is  made 
to  the  high-tension  windings  directly  instead  of  to  the  low- 
tension  winding. 

Regulation  Test 

The  regulation  of  a  transformer  is  expressed  as  the  per  cent 
rise  in  potential  from  full  load  to  no  load.      Thus  in   Fig.  730 
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let  a  transformer  be  loaded  to  its  full  capacity  and  the  reading 
of  the  voltmeter  Vt  be  observed.  Then  let  the  load  be  discon- 
nected and,  with  the  same  primary  voltage  applied  as  before, 
observe  the  secondary  voltage.  Call  this  V\,  The  regulation 
of  the  transformer  will  now  be : 

— ^7 — ^  X  100  =  %  regulation. 

Thus,  if  the  transformer  delivered  108  volts  at  full  load  and  110 
volts  at  no  load,  the  regulation  would  be: 

ll^j^^  X  100  =  1.85%. 

As  the  difference  between  the  no-load  and  full-load  voltage 
of  commercial  transformers  is  usually  but  a  small  percentage  of 
the  full-load  voltage,  it  is  very  difficult  to  determine  the  regula- 
tion of  a  transformer  by  actual  test.     The  test  also  involves  a 


Pig.  730.— Regulation  test. 

considerable  expense  in  the  way  of  power.  For  these  reasons, 
it  is  the  custom  to  calculate  the  regulation  of  transformers 
mathematically  from  a  knowledge  of  the  reactance  and  resistance 
of  the  windings.     One  method  is  as  follows: 


El  =  ^|En^  -  IX^  -  IR, 
Where: 

Et  =  voltage  at  secondary  terminals  at  full  load. 
En  =  voltage  at  secondary  terminals  at  no  load. 
/  =  full  load  amperes. 
A'  =  combined  reactance  of  primary  and  secondary  windings 

in  terms  of  the  low-tension  winding. 
R  =  combined  resistance  of  primary  and  secondary  winding 
in  terms  of  low-tension  winding. 
Then: 

En   -  Ei 


El 


X  100  =  %  regulation  for  unity  power  factor. 
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For  lagging  power  factor  the  first  formtda  becomes: 
El  =  V£»*  -  (cos  ^  IX  -  sin  *  IRY  -  (cos  * //?  +  sin* /X) 

where  cos  ^  equals  the  power  factor. 

These  methods  of  calculation  give  quite  accurate  results. 

If  PV\  equals  the  e.m.f.  applied  to  the  primary  no  load, 
and  SVi  equals  the  e.m.f.  of  the  secondary  at  no  load,  and  PVt 
equals  the  e.m.f.  applied  to  the  primary  at  ftdl  load  and  SVt 
equals  the  e.m.f.  of  the  secondary  at  full  load,  then  the 

PV, 


No  load  ratio  = 


Full  load  ratio  = 


SV, 

PV2 

SVt 


Efficiency 

The  efficiency  of  a  transformer  in  terms  of  output  may  be 


stated  as  follows : 
Efficiency  = 


Output 


Output  +  iron  loss  +  copper  loss 
T^-e  •  F-  output 

Transformer  Booster 

Because  the  secondary  e.m.f.  of  a  transformer  is  almost 
exactly  opposite  in  phase  to  the  e.m.f.  applied  to  the  primary, 
the  secondary  winding  may  be  connected  in  series  with  the  source 
which  supplies  the  primary  winding  of  a  transformer  for  the 


Fig.  731. — Transformer  booster  connections. 

purpose  of  boosting  the  voltage  on  any  circuit  desired.  This  is 
illustrated  in  Fig.  731.  Here  the  high-tension  winding  of  a 
transformer  is  connected  directly  across  an  alternator.  The 
low-tension  winding  of  any  desired  voltage  is  connected  in  series 
witji  the  load.  If  the  secondary  delivers  100  volts,  the  e.m.f. 
of  the  primary  mains  1,000  volts  and  low- tension  together  will 
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deliver  1,100  volts,  of  which  100  may  be  lost  in  the  feeder,  and 
the  load  thus  receives  the  same  pressure  which  the  alternator 
originally  generated,  or  1,000  volts.  The  transformer  here 
resembles  a  shunt  type  of  D,  C.  booster,  for  the  boosting  does 
not  vary  with  the  load  but  is  of  fixed  value,  at  all  times  depend- 
ing upon  the  voltage  of  the  secondary.  It  should  be  remembered 
that,  with  this  booster  connection,  the  low-tension  winding  is 
subjected  to  a  high  potential  and  may  or  may  not  be  sufficiently 
well  insulated  to  withstand  such  voltage. 


SECTION  XV  CHAPTER  V 

TRANSFORMERS 
TRANSFORMER   TESTING 

1.  Explain  the  method  of  performing  the  "double  voltage"  or  '*ovcr- 
potentiaP  test  on  a  transformer.    Sketch  connections. 

2.  Explain  the  "insulation"  or  "breakdown"  test  for  transformers. 
Sketch  connections. 

3.  Explain  the  "heat"  or  "temperature"  test.  What  percentage  of  load 
should  be  carried  and  how  long  should  the  test  be  run?  What  rise  in 
temperature  is  permitted?  Sketch.  How  much  energy  is  required  for 
performing  this  test? 

4.  Explain  the  "iron  loss"  test  on  a  transformer.     Sketch  connections. 

5.  Explain  the  test  for  "exciting  current"  in  a  transformer.  Sketch 
connections. 

6.  Explain  the  "copper  loss"  test  on  a  transformer  by  the  D.  C.  method. 
Sketch  connections.  What  precautions  should  be  taken  to  avoid  the 
inductive  kick,  when  the  circuit  is  broken,  from  injuring  the  instruments? 

7.  Explain  the  "copper  loss"  test  on  a  transformer  by  the  A.  C.  method. 
Sketch  connections.  Is  this  test  accurate?  What  corrections,  if  any, 
should  be  made? 

8.  Explain  the  "regulation"  test  for  a  transformer.  Give  formula. 
Sketch  connections. 

9.  Give  formula  for  the  efficiency  of  a  transformer.  Tabulate  the 
various  losses. 

10.  Explain  the  transformer  booster.  Sketch  connections.  Is  the  boost- 
ing in  proportion  to  the  load,  or  is  it  fixed? 


SECTION  XV 


CHAPTER  VI 


TRANSFORMERS 
TRANSFORMING  POLYPHASE  POWER 

To  transform  single-phase  power  requires  the  use  of  but  one 
single-phase  transformer. 

To  transform  two-phase  power  requires  the  use  of  two  trans- 
formers. Fig.  732  shows  the  diagrammatical  arrangement  of 
the  high-tension  and  low-tension  windings  and  the  respective 
connections  to  the  primary  and  secondary  mains.  The  actual 
appearance  of  the  connections  on  the  outside  of  the  transformer 
is  shown  in  Fig.  733.     Either  the  high  or  low-tension  sides  or 
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Fig.  732. — Two-phase  transformation  by 
means  of  two  single-phase  transformers. 

both  may  be  connected  four-wire  or  three-wire  as  desired.  The 
power  which  may  be  transformed  is  equal  to  the  sum  of  the 
single-phase  ratings  of  the  two  transformers,  which  are  assumed 
to  be  of  identical  capacity. 

To  transfomi  three-phase  power  any  one  of  three  plans  may  be 
adopted : 

First:  Throe  single-phase  transformers  connected  in  Y  or  in 
A.  Fig.  7M  shows  the  theoretical  arrangement  of  the  high- 
tension  and  low-tension  windings  of  three  single-phase  trans- 
formers connected  in  Y.  Here  the  high-tension  leads  A-B-C 
supply  the  primaries,  while  the  low-tension  windings  feed  the  three 
mains  D-E-F.   The  outside  appearance  of  the  transformers  when 
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so  connected  is  shown  in  Fig.  73S.  Corresponding  ends  from 
each  of  the  three  transformers  are  taken  out  on  the  right  of  the 
transformer  cases  and  connect  to  the  middle  point  of  the  Y  at  G. 
The  remaining  ends  of  the  high-tension  windings  connect  to  the 
lines  A ,  B  and  C.    The  low-tension  terminals  project  from  the 
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Fig.  733. — Outside  appearance  of 
connections  of  two  single-phase  trans- 
formers employed  for  two-phase  trans- 
formation. 


Fig.  734. — Theoretical  con- 
nections between  high-tension 
and  low- tension  winding  of  three 
transformers  connected  in  Y. 


front  of  the  case,  the  right  or  corresponding  ends  connect  to  the 
middle  point  of  the  Y  at  //,  while  the  remaining  terminals  D, 
E  and  F  lead  to  the  secondary  circuit. 
A  A-connected  bank  of  three  transformers  is  diagrammatically 


Fig.  735. — Actual  connections  between  high- 
tension  and  low-tension  windinj^  of  ihree  trans- 
formers connected  in  Y, 

illustrated  in  Fig.  736.     Here,  the  terminals  of  the  high-tension 
side  of  the  A  lead  to  the  primary  mains   A,  B  and  C.     The 
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terminals  of  the  low-tension  side  lead  to  the  secondary  mains 
D,  E  and  F.  The  actual  appearance  of  the  outside  of  the  cases 
of  a  A-connected  bank  is  shown  in  Fig.  737.       Here  the  three 

high-tension  windings  are  con- 
nected as  shown  in  a  closed 
circuit  or  mesh.  Taps  from  be- 
tween each  of  the  two  trans- 
formers lead  to  the  high-tension 
mains  A,  B  and  C.  The  low- 
tension  connections  project  from 
the  front  of  the  cases  and  are 
also  connected  in  closed  mesh. 
Taps  from  between  each  two 
transformers  lead  to  the  second- 
ary mains  D,  E  and  F. 

Second:  Three-phase  power 
may  be  transformed  by  the  use 
of  two  single-phase  transformers 
connected  in  either  T  or  V.  If 
30  kilowatts  of  power  is  to  be 
transformed,  three  10-kilowatt  single-phase  transformers  may 
be  employed.     If,  however,  two  17.3-kilowatt  transformers  are 


Fig.  736. — Theoretical  connec- 
tions between  high-tension  and  low- 
tension  winding  of  three  trans- 
formers connected  in  ^. 


Fig.  737. — Actual  connections  between  high- 
tension  and  low-tension  winding  of  three  trans- 
formers connected  in  A- 

available,  the  same  30  kilowatts  can  be  transformed  just  as 
readily  by  the  T  or  V  connection.     (See  page  62.) 

The  T  connection  is  illustrated  in  Fig.  738.    Here,  one  end  of 
one  winding  of  the  transformer  A  is  connected  to  the  middle 
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point  of  one  winding  of  the  transformer  B.  The  connections 
are  duplicated  on  the  other  windings.  The  relations  which 
these  windings  bear  to  each  other  are  illustrated  in  Fig.  739. 
If  the  winding  A-B  is  adapted  for  100  volts,  then  one-half  of 
that  winding,  or  A-D,  is  designed  for  SO  volts.  If  at  the  point 
D,  a  winding  D-C,  designed  for  86.7  volts,  is  connected,  it  will 
be  observed  that  A-C  =  ^|AD^  +  DC^  =  VSO«  +  86.7*  =  100. 
Thus,  if  a  force  of  100  volts  is  applied  to  A-C,  it  may  be  resolved 
into  two  forces,  one  of  SO  volts  in  the  direction  A-D  and  the 
other  of  86.7  volts  in  the  direction  D-C.  Likewise,  if  a  force  of 
100  volts  is  applied  between  C  and  B,  it  may  be  considered  as 
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Fig.  738.— Theoretical  ar- 
rangement of  circuits  in  T  con- 
nections between  two  trans- 
formers. 
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Fig.  739. — Relation  of  voltages  in 
T-connected  transformers. 


resolved  into  two  forces,  one  86.7  volts  in  the  direction  C-D 
and  the  other  SO  volts  in  the  direction  D-B.  Finally,  if  a  force 
of  100  volts  be  applied  to  A-B,  these  three  forces  in  the  two  trans- 
formers may  be  so  combined  as  to  give  symmetrical  three-phase 
currents,  although  there  are  but  two  iron  cores  instead  of  three. 
In  order  to  transform  three-phase  power  it  is  necessary  that 
there  be  at  least  two  magnetic  paths  in  which  the  fluxes  may 
differ  by  some  phase  angle.  Polyphase  power  cannot  be  trans- 
formed by  a  single  transformer  having  a  single  magnetic  cir- 
cuit, for,  if  polyphase  currents  were  applied  to  two  or  more 
windings  on  such  a  core,  their  separate  magneto-motive-forces 
would  simply  produce  one  resultant  flux  and  the  induction  on 
the  low-tension  winding  would  be  of  but  a  single  e.m.f.  and 
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current.     The  outside  connections  to  the  transformer  cases  for 

two  transformers  connected  in  T  is  shon-n  in  Fig.  740. 

Another  possible  arrangement  for  three-phase  operation  with 

two  transfv^nners  is  shown  in  Fig.  740.  This  is  called  the 
resoltant  mesh,  open  A  or  V 
connection.  It  is  the  same  as 
the  A  connection  shown  in  Fig. 
736  but  with  one  transformer 
omitted.  Thus  two  17.3-kilo- 
walt  transformers  in  Fig.  741 
n-ould  replace  three  10-kilo- 
watt  transformers  in  Fig.  736, 
Ob\Hously,  if  a  voltage  is  im- 
pressed on  A-C,  60°  out  of 
phase  with  each  of  two  other 
voltages  impressed  upon  A-B 

and  Ba.'  resjioctively.  it  would  produce  a  current  in  A-B-C  which 

is  out  of  phase  with  the  currents  in  each  of  the  transformer  pri- 

marios.     The   phase  A-B  wtnild  induce  a  secondar>-  e.m.f.  in 

/>-£.  the  phase  /J-*' would  likewise  trans- 
form to  the  winding  E-F.  while  the  third 

phase,  for  which  no  winding  is  pro\nded, 

impn.'ssi.xl  acn'-ss    .l-i".   would  induce  a 

thinl  voltage  i:i  P-r  i:i  t'hase  therewith 

thriHigh  the  mcd'u:r.  v>:  :he  two  trans- 

t\>niior  windings  in  series 

If  one  phase  of  a  Y-vx-v.v.ecUxl  Ivuik  of 

t ransionuiTS.   Fii:.    7,i4,   bumovl  out  on 

I'itl'.tT   the   I'.igh-tension    or   low-tension 

side,  the   remaining  two  phasi'S  thn*wn 

:;•.  series  Wv'uM  merge  their  voltages,  cur- 

riT.ts    and    I'uxes    i:'.;o    a    single-phase 

resul'.ani.     The  abi'.i'.y  :o  operate  thnv 


;•.  v>f  one  side  would  sim- 
A  as  in  Fig.  741.     Th 
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system  would  continue  to  operate  as  a  polyphase  system  with 
a  capacity  of  58%  of  the  original  bank.  The  A  connection  there- 
fore assures  more  reliability  in  operation  than  the  Y  connection. 
In  transformers  designed  for  either  T  or  V  connections  there 
must  be  provided  15%  greater  copper  than  that  normally  re- 
quired for  a  given  single-phase  rating.  The  reason  for  this  is 
that  the  current  in  and  line  voltage  across  the  transformer  differ 
from  each  other  by  30°  at  100%  power  factor.  Thus  for  the 
V  connection,  Fig.  742,  the  current  in  the  line  A  has  the  direc- 
tion O-C,  while  the  voltage  has  the  direction  G-  H.  It  is  evident 
that  these  two  values  are  also  displaced  in  phase  by  3(f  for  the 


Fig.  742. — Phase  relation  of  line-currents 
and  voltages  to  phase  ctirrents  and  voltages 
in  V  or  open- A  connection. 

T  connection.  Fig.  743,  for  the  current  in  the  line  A  has  the 
direction  0-Cj  while  the  voltage  has  the  direction  G-H. 

To  deliver  a  given  power  at  unity  power  factor,  P  =  E  X  I  X 
V3,  but  when  the  current  and  voltage  differ  in  the  transformer 
winding  by  30°,  the  expression  for  the  power  will  he  P  =  E  X 
/  X  V3  X  cos  30°  (cos  30°  =  0.866).  Now  to  transform  a  given 
power  with  a  T  or  V  connection  either  the  voltage  or  current 
must  be  increased.  As  the  voltage  is  fixed,  the  current  must  be 
increased.  Thus  if  a  current  of  10  amperes  were  required  at 
100%  power  factor,  then  the  increase  in  current  due  to  this  phase 

angle  will  be 

10         ,,  . 
jr^^2  =  11.:)  amperes 
O.ooO 

which  is  15%  greater  than  10  amperes.     Transformers  having  T 
or  V  connections  are  provided  with  this  15%  excess  of  capacity 
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in  copper.  Thus  to  transform  30  kilowatts  as  in  the  example  on 
page  60,  would  require  three  10-kilowatt  transformers.  But  if  two 
transformers  are  used  with  V  or  T  connection,  15%  additional 
capacity  will  be  required.  15%  of  30  kilowatts  equals  4.5  kilo- 
watts, making  a  total  of  34.5  kilowatts.  This  divided  in  two 
gives  17.3  kilowatts  for  each  transformer. 

Sometimes  two  core-type  transformers  for  operation  in  T  or 
V  are  placed  one  on  top  of  the  other  and  then  motmted  in  a 
single  case.  This  economizes  floor  space.  Such  an  arrangement 
is  called  a  duplex  transformer. 

Third:  Three-phase  power  may  be  transformed  by  means  of 
a  single  composite  transformer  with  three  magnetic  paths  through 
which  there  may  circulate  three  fluxes  differing  in  their  phase 
relation.     These  fluxes,  however,  need  not  be  confined  entirely 


Fig.  743. — Phase  relation  of  line-cur- 
rents and  voltages,  to  phase  currents  and 
voltages,  in  T  connection. 

to  separate  and  independent  cores.  Certain  portions  of  the  iron 
may  carry  the  fluxes  of  two  or  all  three  phases: 

The  resultant  of  two  or  three  fluxes,  out  of  phase  with  respect 
to  each  other,  is  less  than  their  arithmetical  siun,  hence  there  will 
be  an  economy  in  iron  in  the  construction  of  a  composite  trans- 
former over  that  to  be  found  in  three  single-phase  units. 

Theoretically  the  cores  of  a  polyphase  transformer  jshould 
be  arranged  in  the  form  of  a  triangle  with  a  magnetic  yoke  con- 
necting the  three  cores  on  the  top  and  another  on  the  bottom, 
giving  in  effect  a  A  arrangement  of  the  fluxes.  Practically  it 
has  been  found  that  these  three  cores  may  be  placed  in  line, 
giving  a  better  and  cheaper  mechanical  construction. 
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le  plan  of  the  core-type  composite  transformer  is  shown  in 
ig.  744.  Here  the  high-tension  windings  A ,  B  and  C  are  wound 
one  upon  each  leg,  the  low-tension  winding,  D,  E  and  F,  being 
interlaced  therewith.  The  fluxes,  being  60°  apart  in  phase,  will 
alwa\'s  find  a  satisfactory  circuit  through  the  iron  so  provided, 
for  the  flux  in  the  core  C-F,  for  instance,  will  be  the  geometric 
sum  of  the  fluxes  in  the  core 
A-D  and  the  core  B-E  at  that 
particular  instant. 

The  core-tj-pe  transformer  here 
shown  in  Fig.  74  (  becomes  in- 
operative if  one  of  the  phases  is 
short-circuited  because  the  flux 
from  the  other  two  phases  being 
driven  through  the  short-cir- 
cuited winding  causes  the  pro- 
duction of  excessive  current 
therein.  If,  however,  one  phase 
is  open  circuited,  the  remaining 
two  may  operate  satisfactorily  if 
reconnected  in  T  or  V.  Fig.  745 
illustrates  the  actual  construc- 
tion of  a  General  Electric  three- 
phase  core-type  transformer. 

The  relation  between  the  sizes  of  single-phase  transformers 
and  a  core-type  composite  transformer  is  shown  in  Fig.  746. 
Here  the  leg  A-D  represents  one  core  having  a  high-tension  and 
low-tension  winding  capable  of  handling  I  kilowatt.  B-E  also 
has  a  capacity  of  1  kilowatt.  As  it  stands  it  is-  a  2-kilowatt 
single-phase  transformer.  If,  now,  a  third  leg  of  iron  C-F  be 
added,  equal  in  cross-section  to  B-E.  and  if  a  winding  of  one 
kilowatt  be  placed  thereon,  the  transformer  becomes  a  composite 
3-kilowatt  transformer  having  a  capacity  of  1  kilowatt  per  leg. 

The  relative  cost  of  transformers  for  transforming  three- 
phase  power  by  the  three  methods  may  now  be  compared. 

By  the  first  method  the  cost  is  three  times  the  cost  of  one  1- 
kilowatt  transformer. 

By  the  second  method  the  cost  is  two  times  the  cost  of  one  1.73- 
kilowatt  transformer. 

By  the  third  method  the  cost  is  1,73  times  the  cost  of  one 
lowatt  transformer. 


SECONDARY 

Fig.  741.— Theoretical  arrange- 
ment of  high-tension  and  low- 
tension  circuits  on  three-phase 
composite  transformer. 
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Tlie  third  method  is  the  most  economical  one  for  transforming 
three-phase  power,  but  no  three-phase  composite  transformer 
is  as  efficient  as  a  single-phase  transformer  of  the  same  total 
output  and  dcslfjn.     Thai  is  In  say.  if  300  kilowatts  are  to  be 
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transformed,  the  efficiency  of  one  300-kilowatt  composite  trans- 
former would  be  higher  than  that  of  three  100-kilowatt  single- 
phase  transformers  employed  to  do  the  same  work,  but  a 
300-kilowatt  single-phase  transformer  is  more  efficient  than  a 
300-kilowatt  composite  three-phase  transformer.  Many  large  ca- 
pacity high-voltage  composite  transformers  are  of  the  shell  type. 
The  construction  is  illustrated  in  Fig.  747.  The  high-tension 
and  low-tension  windings  of  the  three  phases  are  wound  upon 
the  central  section  of  the  core  laminations  A,  B  and  C.  The 
magnetic  circuit  being  divided,  the  path  through  D  will  be 
one-half  the  cross-section  of  the  path  through  A.    As  the  mag- 
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Fic.  746.— Showing  relative 
unounts  of  iron  and  copper 
required  in  three-phase  composite 


Fig.  747.— Theoretical  ar- 
rangement of  iron  and  copper 
in  three-phase  shell- type 
transformer. 


netic  fluxes  in  A,  B  and  C  are  out  of  phase  with  each  other  the 
cross-section  of  the  paths  E  need  be  no  greater  than  the  cross- 
section  of  the  paths  D.  For  a  given  capacity  in  phase  1,  a 
single  transformer  would  have  the  dimensions  outlined  by  L-M, 
G-I.  Phase  3,  if  operated  alone,  would  require  a  transformer  of 
the  dimensions  H-K-N-0.  Because  of  the  difference  in  phase 
of  the  fltixes  it  will  be  observed  that  the  iron  for  phase  2  is  less 
than  the  amount  required  for  phase  I  and  jjhasc  3  by  the  keeper 
sections  E-E-E-E.  The  actual  saving  in  iron  effected  by  this 
arrangement  is  between  10  and  20%  of  the  amount  which 
would  be  required  for  three  single-phase  transformers  handling 
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the  same  amotint  of  power.     The  plan  of  the  three-phase  shell- 
type  transformer  shown  effects  some  economy  in  floor  sx>ace. 

Scott  Connection  for  Transformers 

For  changing  from  two  phase  to  three  phase  a  special  arrange- 
ment of  the  transformers  called  the  "Scott  Connection"  is  em- 
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Fig.  748. — Theoretical  arrangement  of 
high-tension  and  low-tension  circuits  of 
two  "Scott-connected"  transformers. 

ployed,  Fig.  748.     The  high-tension  windings  of  two  transformers 
are    connected  to  a  two-phase  source,  in  which  the  e.m.fs.  are 

displaced  from  each  other  by 
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Fic.  749. — Relation  between  volt- 
ages in  "Scott -connected"  trans- 
formers. 


9(f,  One  end  of  the  low-tension 
winding  of  phase  1  is  connected 
to  the  middle  point  of  the  low- 
tension  winding  of  phase  2.  The 
remaining  three  low-tension 
terminals  supply  the  three- 
phase  secondary  system.  As 
already  explained  in  connection 
with  Fig.  739,  two  forces  90° 
apart  in  phase  may  be  resolved 
into  components  which  will  de- 
liver three  forces  120^  apart  in 
phase.  Let  .4 -B  equal  100  volts, 
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C-D.  86.7  volts  and  A-D  and  D-B  each  50  volts.  If  now  a 
i.OOO-volt  source  is  connected  to  the  high-tension  sides  of  the 
two  transformers,  as  in  Fig.  749,  there  wiil  be  induced,  in 
the  two  low-tension  windings, 
100  volts  and  86,7  volts  re- 
spectively. The  combination 
of  each  half  of  the  100-volt 
winding  and  the  86.7-volt  wind- 
ing will  give  three  symmetrical 
e.m.fs.  of  !00  volts  each  on  the 
low-tension  side.  The  outside 
appearance  of  two  transformers 
Scott  connected  is  shown  in 
Fig.  750. 


Fig.  750. — Actual  external  ap- 
pearance of  two  "  Scott-connected  " 
transformers. 


Three-Wire  Transformers 

Where  transformers  are  to  be  operated  on  the  three-wire 
single-phase  s\-stem  it  is  not  necessary  to  use  two  transformers 
of  1 10  volts  each  in  series  to  supply  the  two  sides  of  the  system. 


.  iG./Sl.^-Ordinary  core-type 
B' transformer  not  adapted  fur 
fe  throe-wire  operalion. 


Fto.  752.~Core-t}pe  trans- 
former especially  designed  for 
three- wire  operation. 


i  single  transformer  of  the  shell  type  or  cruciform  type  may  be 
employed  with  a  tap  taken  from  the  middle  point  of  the  wind- 
ing  for  the  neutral  wire.     If  a  core-type  transformer  is  em- 
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ployed,  trouble  in  regulation  will  be  experienced  unless  a  special 
design  is  used.  Suppose,  for  example,  that  a  core-type  trans- 
former has  its  high  tension  winding  in  two  parts  connected  in 
series  across  the  primary  mains  P,  Fig.  751,  while  the  low-ten- 
sion winding,  also  di\'ided  in  two  parts,  is  connected  in  series 
and  a  tap  from  the  middle  point  used  to  supply  the  neutral  of  a 
three-wire  sj'stem.  If  now  the  system  becomes  heavily  over- 
loaded with  an  excess  of  lamps  at  C,  the  current  drawn  through 
the  secondary'  section  D  will  react  on  the  magnetic  flux,  diverting 
it  from  the  core  through  the  path  E.  The  flux  through  F  being 
thereby  reduced,  the  voltage  on  the  lamps  C  falls  below  that  on 

the  lamps  B,  The  greater  the  differ- 
ence in  load  the  greater  the  difference 
in  voltage. 

If,  however,  the  transformer  sec- 
ondaries are  divided  into  sections  as 
in  Fig.  752,  and  the  section  F  is  cross- 
connected  in  series  with  the  section  G 
to  supply  the  lamps  at  D  while  the 
section  H  is  cross-connected  with  the 
section  K  to  supply  the  lamps  at  £, 
then  in  case  of  an  overload  on  one  side 
of  the  system,  such  as  JE,  the  excess  of 
current  demanded  is  derived  equally 
from  H  and  K  and  therefore  reacts  equally  on  the  total  magnetic 
flux.  There  is  therefore  no  perceptible  inequality  of  voltages 
accompanying  unbalanced  loads.  With  large  transformers  the 
sections  are  still  further  subdivided  and  interconnected  so  as  to 
minimize  leakage. 

The  various  arrangements  of  single-phase  transformers  for 
a  two-phase  system  arc  shown  in  Fig.  754.  The  two  windings 
of  the  alternator  supplying  the  system  are  connected  together 
at  a  middle  point.  Fig.  753,  which  accounts  for  the  various  volt- 
ages obtained.  Single-phase  transformation  with  one  trans- 
former is  shown  at  .4,  Fig.  754;  two-phase  four-wire  transforma- 
tion with  two  transformers  at  7i;  a  two-phase  three-wire  "T"  con- 
nection changing  to  two-phase  four-wire  at  C;  and  a  "Scott** 
connection  changing  from  two-phase  to  three-phase  at  D. 

Fig.  755  illustrates  the  various  arrangements  of  single-phase 
transformers  for  three-phase  operation.     Thus  A  shows  a  A  to  A 


Fig.  753. — Various  volt- 
ages available  from  two- 
phase  alternator  when  the 
two  phases  are  tied  together 
at  the  middle. 
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connection,  B  a  Y  to  Y  connection,  both  employing  three 
transformers.  C  is  a  V  connection  and  £>  is  a  T  connection, 
both  of  these  employing  two  transformers  each,  while  £  is  a 
"Scott"  connection,  three-phase  to  two-phase. 

Many  attempts  have  been  made  to  distribute  a  single-phase 
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load  equally  between  the  phases  of  a  three-phase  source  by  some 
scheme  of  transformer  connections,  but  this  has  never  been 
satisfactorily  accomplished.  The  best  that  can  be  done  is  to 
divide  a  single-phase  load  into  two  parts  and  connect  it  equally 
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Fig.  757. 


upon  the  two  phases  of  a  pair  of  Scott-connected  transformers. 
This  will  divide  the  load  equally  on  the  three  primary  phases. 

The  flexibility  of  voltages  obtainable  through  three 
phase  transformers  provided  with  three  sections  in  or 


Transformers 


73 


and  two  sections  in  the  other  is  shown  first  in  Fig.  756.  Here 
the  three  sections  on  one  side  of  each  transformer  are  connected 
in  parallel.  These  three  transformers  are  then  connected  in  A. 
The  two  sections  on  the  other  side  of  each  transformer  are  con- 
nected in  series.  The  three  transformers  are  then  connected  in 
A  on  that  side.  With  11,000  volts  employed  on  the  primary, 
22,000  volts  is  delivered  in  the  secondary. 

Without  altering  the  primary  connections  a  change  of  the 
high-tension  sides  from  A  to  Y,  Fig.  757,  will  enable  38,000  volts 
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to  be  obtained  instead  of  22,000.  If  the  transformers  are  now 
turned  aroimd  and  the  two  sections  of  each  transformer  are 
placed  in  parallel  and  the  three  transformers  then  connected  in 
A  and  11,000  volts  applied,  then  with  the  three  sections  on  the 
high-tension  side  of  each  transformer  connected  in  series  i^nd  the 
three  transformers  themselves  connected  in  Y,  Fig.  758,  57,000 
volts  may  be  obtained.  Thus  with  a  primary  e.m.f.  of  11,000 
volts  available,  three  separate  secondary  voltages  may  be 
obtained  according  to  the  connections  employed. 
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SECTION  XV  CHAPTER  VI 

TRANSFORMERS 
TRANSFORMING  POLYPHASE  POWER 

1.  Sketch  connections  showing  transformers  required  for  transforming 
two-phase  power. 

2.  Sketch  three  single-phase  transformers  connected  in  "Y."  Give 
diagrammatical  sketch  and  also  the  actual  connections  as  they  would 
appear  on  the  outside  of  the  three  transformer  cases. 

3.  Sketch  three  single-phase  transformers  connected  in  "A-"  Give 
diagrammatical  sketch  and  also  show  connections  as  they  would  appear  on 

.the  outside  of  the  three  transformer  cases. 

4.  Sketch  two  transformers  connected  in  "T"  for  three  phases.  Give 
diagrammatical  sketch  and  also  the  connections  as  they  would  appear  on 
the  outside  of  the  transformer  cases.    Explain  the  principle  involved. 

5.  Sketch  two  transformers  connected  in  "V"  or  "open  A*"  Give 
diagrammatical  sketch  and  also  connections  as  they  would  appear  on  the 
outside  of  the  transformer  cases. 

6.  Must  the  aggregate  capacity  of  two  transformers  for  "T"  or  "V" 
connection  on  a  three-phase  system  be  greater  than  if  three  single-phase 
transformers  were  used.    If  so,  how  much  and  why? 

7.  Explain  the  principle  of  the  composite  three-phase  "core"  type 
transformer.  Sketch.  What  are  its  advantages  and  disadvantages? 
What  is  its  relative  efficiency  compared  with  three  single-phase  trans- 
formers of  the  same  aggregate  capacity  and  with  one  single-phase 
transformer  of  an  equal  capacity. 

8.  Explain  the  principle,  construction,  advantages  and  disadvantages  of 
the  three-phase  "shell"  type  transformer. 

9.  What  is  the  advantage  of  the  "Scott  connection"  for  transformers? 
Sketch  two  transformers  "Scott  connected?"  Give  the  relative  c.m.fs.,  of 
all  phases  on  both  sides.  Give  diagrammatical  sketch,  also  the  connections 
as  they  would  appear  on  the  outside  of  transformer  cases. 

10.  Explain  what  modification  is  necessary  in  the  construction  of  an 
ordinary  "core"  type  transformer  to  adapt  it  for  use  on  a  threcrwire 
system. 


SECTION  XV  CHAPTER  VII 

TRANSFORMERS 

AtlTO-TRANSFOHMERS 

An  "Auto-transfonner"  differs  from  the  ordinary  type  in  that 
it  has  a  single  continuous  winding  which  is  used  for  the  impressed 
voltage  and  furnishes  one  or  more  secondary  voltages  from  the 
same  winding.  In  an  ordinary  transformer  the  high-tension 
and  low-tension  windings  are  most  carefully  insulated  from  each 
other,  but  if  the  voltages  are  so  low  that  both  are  harmless,  or 
so  high  that  both  are  dangerous,  or  if  there  is  a  comparatively 
small  difference  in  voltage  between  the  two  sides,  there  is  no 
advantage  in  insulating  the  windings  from  each  other.     In  the 


10  I 


auto-transformer  no  attempt  is  made  to  insulate  the  supply 
circuit  from  the  load  circuit  because  a  decided  economy  in 
material  results  from  having  these  two  circuits  common  to  each 
other.  An  auto-transformer  may  be  employed  to  either  raise 
or  lower  the  voltage  as  desired. 

Beside  the  fact  that  in  ordinary  transformers  the  windings 
are  separate  and  insulated  from  each  other  while  in  auto-trans- 
formers they  are  connected,  there  is  another  fundamental 
difference.  With  ordinary  transformers  the  power  transformed 
is  the  same  as  the  power  delivered  to  the  load.  With  auto-trans- 
formers the  power  transformed  is  always  less  than  the  power 
delivered  to  the  load.  Herein  lies  the  economy  in  the  use  of 
auto-transformers.     With  a  given  voltage  the  size  of  an  ordinary 
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transformer  varies  directly  as  the  power  transformed.  There- 
fore, if  it  is  possible  to  obtain  a  given  output  without  transforming 
all  the  power,  a  net  saving  in  the  cost  of  the  transforming  appa- 
ratus will  result.  Consider  an  ordinary  transformer  with  two 
windings  in  Fig.  759.  The  high  tension  receives  100  volts  and 
10  amperes.  The  low-tension  winding  delivers  50  volts  and  20 
amperes.  By  altering  the  arrangement  to  that  shown  in  Fig. 
760,  one-half  of  the  copper — ^namely,  that  required  by  the 
low-tension  winding — is  saved  entirely.  The  same  high-tension 
winding  is  used  as  before,  but  a  tap  is  taken  at  the  point  B  for 
the  secondary  load.  Ten  amperes  drawn  from  the  source  enters 
the  high-tension  winding  at  A  and  flows  to  the  point  B.     It 


Fig.  760. — Economy  of  copper  effected  in 
auto- transformer. 


falls  in  potential  50  volts  to  that  point.  In  so  doing  50  volts  is 
produced  in  the  section  B-C  (neglecting  losses).  Another  10 
amperes  at  this  pressure  flows  in  the  opposite  direction.  The 
10  amperes,  flowing  upward  through  C-B,  unites  with  the  10 
amperes  coming  down  through  A-B,  delivering  20  amperes  in 
the  line  B-D  to  the  load.  This  current,  retiuning  through  £, 
finds  its  way  to  the  source  from  which  it  emanated.  The  10 
amperes  that  originated  in  B-C  returns  to  that  portion  of  the 
winding,  entering  at  C.  The  10  amperes  that  came  from  the 
original  source  of  supply  F  returns  via  the  wire  G  to  the  source 
from  which  it  came.  The  same  result  is  accomplished  as  far 
as  the  load  is  concerned  as  in  F'\^.  759.  If,  therefore,  as  pre- 
viously stated,  both  voltages  are  so  low  as  to  make  the  arrange- 
ment safe,  or  both  voltages  are  dangerous  to  life,  or  if  there  is 
not  much  change  to  be  effected  in  voltage,  there  is  every  advan- 
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tage  in  the  auto-transformer  arrangement,  Fig.  760,  over  the 
plan  in  the  usual  transformer  shown  in  Fig.  759. 

The  K.V.A.  capacity  of  an  auto-transformer  required  in  any 
given  case  equals 

EHT  -  ELT 


EHT 


X  K,V,A,oi  the  load, 


where  EHT  =  e,m.f.  of  high-tension  winding. 
ELT  =  e.m.f.  of  low-tension  winding. 

Thus  if,  as  in  the  preceding  example,  EHT  is  100  and  ELT 
is  50,  and  the  power  required  by  the  load  is  6  K.V.A., 

100  -  50 


100 


X  6  =  3  K.V.A. 


B 


T 


440  E 


Thus  an  auto-transformer  of  3-K.V.A.  capacity  would  answer 
for  the  necessary  transformation  with  a  6-K.V.A.  load,  whereas, 
if  an  ordinary  transformer  were 
employed  with  the  two  windings 
separate,  6  K.V.A.  would  be  nec- 
essary. 

The  auto-transformer  may  be 
used  equally  well  to  either  raise 
or  lower  the  voltage.  Thus  in 
Fig.  761,  if  power  be  supplied  at  the  points  A-B  at  220  volts, 
tapped  into  the  end  and  middle  points  of  a  winding,  power  could 
be  taken  off  at  C-D  at  440  volts.  This  is  because  current  flows 
through  the  wire  A  and  into 
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the  transformer  from  F  to  £, 
thereby  inducing  an  e.m.f.  in 
the  other  half  of  the  winding 
in  the  direction  from  G  to  E. 
This  portion  of  the  winding 
G'E  acts  as  an  auxiliary  e.m.f. 
in  series  with  the  source  across 
B'A,  and  as  each  is  of  220 
volts  the  load  connected  across  D-C  will  receive  440  volts.  If  the 
connections  to  G-E  are  reversed  as  in  Fig.  762,  the  current 
flowing  through  F-E  induces  an  e.m.f.  in  the  other  portion  of 
the  winding  in  the  direction  G-E.  This  e.m.f.  is  now  in  opposi- 
tion to  the  source  across  the  B-A,  and  the  voltage  across  C-D 


Fig.  762. 
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is  therefore  zero.  If  the  relation  between  the  voltage  in  G-E  and 
E'F  could  be  altered  gradually,  an  entire  range  of  voltage  from 
zero  to  440  volts  could  be  obtained.  This  is  actually  effected 
in  the  induction  regulator  designed  for  varying  the  voltage  in 
a  feeder  supplying  an  alternating-current  load. 

The  induction  regulator  .consists  of  two  windings,  Fig.  763, 
one  a  secondary  S,  connected  in  series  with  the  load,  the  other 
a  primary  P,  in  shunt  with  the  line.  The  primary  is  mounted 
so  that  its  inductive  relation  to  the  secondary  can  be  varied.  As 
the  connections  to  the  primary  are  of  fine  wire  they  are  flexible, 
while,  if  the  secondary  were  moved,  the  heavier  connections 
would  be  stiff  and  more  difficult  to  handle.  The  circuits  shown 
constitute  an  auto-transformer  or  transformer  booster  with  a 
variable  ratio  of  transformation.  If  the  primary  is  rotated  90° 
in  one  direction,  the  voltage  on  the  Hne  will  be  raised  by  the 
amount  of  e.m.f.  induced  in  the  secondary.     If  the  primary  is 


Fig.    763. — Theoretical   arrangement   of   induction   r^^ulator. 

rotated  90°  in  the  reverse  direction,  the  voltage  on  the  line  will  be 
lowered  to  the  extent  of  the  induced  e.m.f.  in  the  secondary. 

The  actual  construction  of  the  induction  regulator  is  shown  in 
Fig.  764.  The  primary  P  is  wound  upon  a  pivoted  iron  core 
C  resembling  a  Seimen's  **H'*  armature.  The  secondary  5  is 
placed  in  slots  in  a  stationary  iron  member  as  shown.  The 
relative  position  of  the  two  coils  in  this  view  is  the  same  as  in 
Fig.  763.  When  the  primary  is  rotated  90°  the  two  windings 
are  parallel  with  each  other,  and  a  maximum  voltage  is  induced. 
When  they  are  at  ri^ht  angles  to  each  other  in  the  position  of 
minimum  induction  the  coil  5  constitutes  a  highly  inductive 
circuit  which  would  cause  a  considerable  drop  in  voltage  as  the 
line  current  passes  through  it  to  the  load.  To  offset  this  self- 
induction  a  short-circuited  coil  B  is  placed  in  the  primary  member 
with  its  plane  at  right  angles  to  that  of  the  primary  coil.     In 


the  position  shown  in  Fig.  76t  it  is  parallel  with  the  secondary 
coil  and  acts  as  a  short-circuited  secondary  to  that  member. 
Its    reaction    therefore    neutralizes    the    self-induction    of   the 
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secondary.     As  it  is  at  all  times  at  right  angles  to  the  primary, 
it  never  has  any  voltage  induced  in  it  due  to  that  member,  i 
In  the  position  shown,  the  current  in  the   short-circuited  coil  \ 
reduces  the  reactance  of  the  secondary  winding  to  practically  zi 

The  position  of  the  primary  coi!  may  be  controlled  by  hand 
or  automatically.  Usually  a  small  A-C  motor  is  placed  upon  the 
top  of  the  regulator  case  connected  through  a  worm  gear  to  the 
movable  primary.     This  motor  is  connected  in  circuit  by  means 


\ 

I 
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Fig.  765, — RetainiDg  case  and  ioside  cunstruction  of 
General  Electric  induction  repilator  with  motor  for  rotating 
primary. 

of  a  contact  making  voltmeter,  which  causes  the  motor  to  rotate  A 
the  primary  in  either  direction,  as  desired. 

Fig.  765  shows  the  retaining  case,  usually  filled  with  oil,  and  I 
the  regulator  with  operating  motor  on  the  top.     This  type  i 
built  by  the  General  Electric  Company. 

Instead  of  rotating  one  of  the  windings  with  respect  to  the  J 
other,  both  windings  may  be  stationary  and  a  commutating  | 
switch  employed  to  connect  the  line  to  the  various  points  on  the  i 
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^^^    switch  emplo 
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secondary  winding.  This  is  called  a  compensator  type  of  voltage 
regulator.  It  accomplishes  the  same  result  as  the  induction 
typ)e.     Both  are  forms  of  auto-transformers. 

A  simple  scheme  of  auto-transformer  connection  for  giving 
a  two  to  one  ratio  of  voltages  is  shown  in  Fig.  766.  The  low- 
tension  windings  only  of  three 
transformers  are  used.  The  high- 
tension  windings  are  taped  up. 
Usually  three  such  windings  are 
connected  in  A  and  tape  taken 
from  the  middle  points  of  each 
winding.  The  application  of 
three-phase,  440  volts,  to  the 
points  A-B-C  will  enable  three- 
phase,  220  volts,  to  be  drawn 
from  the  points  A'-B'-C'.  The 
current  available  in  each  low- 
tension  line  will  be  twice  the  current  supplied  from  the  high- 
tension  lines.  It  is  important  to  note  in  this  case  that  the 
direction  of  phase  rotation  in  the  two  A*s  is  opposite.     This  is 


Fig.  766. 
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due  to  the  fact  that  the  second  A  is  upside  down  or  180 
degrees  away  from  the  first.    When  this  arrangement  is  used 
to  obtain  a  50%  voltage  tap  for  starting  motors,  two  of  the 
leads  must  be  interchanged  when 
passing  from  half  potential  to  full 
potential,  otherwise  the  motor 
would  reverse. 

A  method  of  securing  a  two- 
phase  to  three-phase  transforma- 
tion by  the  aid  of  auto-trans- 
formers which  will  effect  an 
economy  in  material  is  shown  in 
Fig.  767.  Two  auto-transform- 
ers, having  the  relations  of  86.7 
to  100  to  each  other,  are  con- 
nected  in  T.  A  two-phase 
source  supplies  ciurent  through 

the  wires  A-B-C-D.  From  the  points  E-F-G,  three  alternating 
currents,  120**  apart  in  phase,  may  be  obtained.  With  the 
usual  ratio  in  such  transformations,  a  total  capacity  of  7  kilo- 
watts in  the  upright  and  14  kilowatts  in  the  cross  bar  of  the 
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Fig.  771. 


T  will  enable   100   kilowatts  to  be  passed  from  the  two-phase 
source  to  the  three-phase  load. 

Another  ingenious  three-phase  to  two-phase  transformation 
is  shown  in  Fig.  768.  Here  a  A-connected  bank  of  transformers 
has  a  tap  taken  at  a  point  A  in  one  transformer  and  at  D  in 
another  transformer,  these  taps  being  so  related  to  each  other 
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that  the  line  A-B  is  at  right  angles  to  the  line  C-D.  Then  when 
a  three-phase  supply  feeds  the  bank  at  F-G-  //,  two-phase  currents 
may  be  drawn  from  I-K  and  L-Af . 

A  common  auto-transformer  connection  for  changing  two-phase 
three-wire  to  three-phase  is  shown  in  Fig.  769.  The  two-phase 
voltage  here  must  be  just  one-half  the  three-phase. 

Another  two-phase  to  three-phase  arrangement  emplo)ring 
A  connections  is  shown  in  Fig.  770. 

A  most  vmusual  connection  for  changing  two-phase  to  three- 
phase  with  only  one  transformer  is  shown  in  Fig.  771.     The 

theory  of  this  connection,  refer- 
ring to  Fig.  772-A,  is  as  follows: 

The  phase  relation  between  the 
three-phase  lines  1,  2  and  3  is  6(f . 
If  a  transformer  is  connected  be- 
tween points  B  and  C,  the  vector 
direction  of  its  voltage  will  be 
along  the  line  B-C  establishing  the 
phase  direction  of  phase  No.  2. 
Fig  772  ^~       A  connection  between  points  2  and 

F  will  establish  the  phase  direction 
for  phase  No.  1.  The  phase  relation  between  phase  No.  1  and 
phase  No.  2  will  obviously  be  90°  as  the  point  F  is  taken  at  the 
exact  middle  of  B-C.  Phase  No.  2  is  taken  from  taps  D  and  E 
which  are  so  placed  that  the  voltage  across  D-E  is  86.7%  of  the 
voltage  across  B-C.  The  two-phase  voltage  in  this  connection 
is  obviously  86.7%  of  the  three-phase  voltage.  Many  other 
auto-transformer  connections  are  possible  by  which  a  polyphase 
system  may  be  converted  and  voltage  changes  effected  with 
great  economy  in  material. 
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SECTION  XV  CHAPTER  VII 

TRANSFORMERS 
AUTO  TRANSFORMERS 

1.  What  is  meant  by  an  "auto"  transformer?  What  are  its  advantages 
and  disadvantages?  When  should  it  be  used,  and  when  should  it  not 
be  used?  Under  what  conditions  is  it  most  advantageous  to  use  an  auto 
transformer  ? 

2.  If  the  high  tension  voltage  of  a  system  is  2,200  and  the  low  tension 
side  requires  550  volts  and  the  load  demand  on  the  low  tension  side  is  160 
k.w.,  what  will  be  the  k.v.a.  capacity  of  an  auto  transformer  for  the 
purpose  ? 

3.  Explain  the  principle  of  an  "induction  regulator."  Where  is  it  used? 
How  is  it  controlled?    How  is  the  reactance  of  the  secondary  neutralized? 

4.  Sketch  a  A  connection  of  the  low  tension  windings  of  three  single- 
phase  transformers  to  produce  a  two  to  one  ratio  as  auto  transformers. 

5.  Sketch  a  two-phase  to  three-phase  connection  of  an  auto  transformer. 
What  are  the  voltage  ratios  established? 

6.  Sketch  a  single-phase  transformer  and  the  connections  necessary 
to  convert  a  two-phase  to  three-phase. 

7.  Can  polyphase  power  be  tran formed  by  the  aid  of  a  single  transformer 
having  a  single  magnetic  circuit?    Why? 


SECTION  XV  CHAPTER  VIII 

TRANSFORMERS 

PHASING  OUT  OF  TRANSFORMERS 

Paralleling  Transformers  on  Single-Phase  Circuits 

When  two  or  more  transformers  are  to  be  paralleled  on  both 
the  high-tension  and  low-tension  sides,  it  is  necessary  to  test 
the  instantaneous  polarity  of  the  secondary  of  one  before  it  is 
paralleled  with  the  others  to  avoid  short-circuiting  the  line. 
Thus  in  Fig.  773,  transformer  A  is  assumed  to  be  in  circuit  with 
the  high-tension  mains  and  its  low-tension  winding  connected 
to  the  low-tension  mains.  Transformer  B  may  no^  have  its 
high-tension  terminals  connected  to  th^  high-tension  mains 
without  any  testing.  One  end  of  its  low-tension  winding  may 
also  be  connected  to  a  low-tension  main,  but  before  the  other 
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Fig.  773. — Test  to  determine  relative  in- 
stantaneous polarity  of  low-tension  windings 
of  two  transformers. 

end  is  connected  a  test  must  be  made  between  the  points  at  C 
to  determine  whether  or  not  its  polarity  at  a  particular  instant 
is  right.  A  voltmeter,  fuse  or  lamp  bank  may  be  employed  for 
this  purpose.  If  a  voltmeter  is  connected  at  these  points  it  will 
indicate  twice  the  normal  voltage  if  the  connections  are  wrong, 
for  the  two  low-tension  windings  would  then  be  in  series.  If 
the  connections  are  right,  zero  voltage  will  be  indicated.  Under 
the  latter  condition  the  voltmeter  may  be  removed  and  the  gap 
closed.  If  a  fuse  equal  to  the  rated  capacity  of  the  transformer 
be  inserted  in  place  of  the  voltmeter,  it  will  blow  if  the  connec- 
tions are  wrong  but  will  not  be  aflected  if  the  connections  are 
right.  When  testing  with  a  voltmeter,  if  a  load  is  on  the  low- 
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tension  circuit,  a  slight  voltage  may  be  detected  across  C  due  to 
the  difference  in  potential  between  the  generated  voltage  in  the 
transformer  B  and  the  delivered  voltage  of  the  transformer  A. 
A  lamp  bank  may  be  also  used  for  testing  but  should  have  enough 
amps  in  series  to  withstand  double  the  transformer's  voltage. 
If  the  lamps  are  lighted  to  full  candle-power,  a  wrong  con- 
nection is  indicated.  If  they  do  not  light  at  all,  the  connections 
are  correct. 

Paralleling  Transformers  on  Poljrphase  Circuits 

To  put  three  single-phase  transformers  in  A  and  connect  in 
parallel  with  another  bank  already  in  parallel  on  the  high- 
tension  side,  proceed  as  follows: 

Connect  all  three  high-tension  sides  in  parallel  on  one  phase 

wmA      \mm      vmim 


Fig.  774. — Identification  test  for  terminals  of  high-tension 
and   low-tension    transformer   windings. 

of  the  high-tension  source.  Fig.  774.     Tag  all  three  leads  on 
one  high-tension  side  **+." 

Tag  all  three  leads  on  the  other  high-tension  bus  ** — .*' 
Connect  both  low-tension  leads  of  one  transformer,  C,  to 
the  low-tension  bus,  M-N.  Test  out  the  low-tension  leads  of  the 
other  two  transformers  and  parallel  as  in  single-phase  test  in 
Fig.  773.  When  all  three  low-tension  windings  have  thus  been 
placed  in  parallel : 

Tag  all  three  leads  on  one  low- tension  bus  **  +  ." 
Tag  all  three  leads  on  the  other  low- tension  bus  ** — ." 
Now  to  put  the  three  high-tension  windings  in  A,  disconnect 
from  the  high-tension  mains  and  connect  the  three  high-tension 
transformer  windings,  +  to  — ;  +  to  — ;  +  to  — ,  as  in  Fig.  775. 
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If  it  IS  desired  to  place  these  windings  in  Y  instead  of  in  A 
three  coxrespondings  ends  shotdd  be  tied  together  and  the  other 
three  corresponding  ends  led  to  the  high-tension  mains  as  in 


^fmmNmz. 
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Fig.  775. 


Fig.  776. 


Fig.  776.  Put  the  low-tension  winding  in  A  or  Y  in  the  same 
manner. 

Then  put  the  high-tension  A  in  circuit  with  the  high-tension 
source  as  at  B,  Fig.  777. 

Next  test  the  original  low-tension  source  represented  by  the 
pinnts  1,  2  and  3,  Fig.  777.  against  the  secondary  A  of  the  newly 
connected  bank«  represented  by  the  points  C,  D,  and  E  by  means 
of  a  voltmeter  as  sho\N'n  in  Fig.  778.     When  two  points  such  as 


Fu;.  777. — rarallolinj:  thixv  nowly-iiistalleii  single-phase  transformers 
with  thrtv  others  alix^ady  v.vnncot<xl  on  three-phase  s>'stem. 

1  and  t'  are  oonnooitHi  together,  any  of  the  two  points  across 
which  no  ^H>tential  ditleren^v  is  iiuiic;Ued  on  the  voltmeter,  such 
as  2  and  /\  may  Iv  connected  toj:ether  permanently. 

Another  meih^Hi  of  phasing  out  three  single-phase  transformers 
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individually  to  be  connected  in  A  and  in  parallel  with  a  composite 
three-phase  transformer  already  in  line  is  shown  in  Fig.  779.  D 
is  the  composite  transformer  and  A,  B  and  C  are  the  single- 
phase  transformers. 

Connect  the  high-tension  terminals  in  A.     This  requires  no 


Fig.  778. 


testing  whatever.     They  are  simply  connected  in  a  closed  loop. 
Next  connect  this  A  to  the  high-tension  source. 

Taking  the  terminals  to  transformer  A,  numbered  4  and  5, 
these  should  now  be  tested  against  the  various  terminals  1,  2 


and  3  of  D,  as  in  Fig.  780,  with  a  voltmeter  having  a  range  of  twice 
the  voltage  of  one  phase.  If  4-5  has  the  same  direction  as  1-2, 
then   2  and  5  being  connected,   when  the  voltmeter  bridges 


Fig.  780. 


Fig.  781 


the  gap  between  1  and  4,  no  difference  of  potential  will  be  indi- 
cated. This  shows  that  transformer  A  is  the  right  phase  and  is 
matched  in  the  right  direction  with  the  proper  phase  of  trans- 
former D,     If,  however,  the  terminals  of  A  were  reversed,  giving 
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the  direction  4-5,  Fig.  781,  the  circuit,  being  completed  through 
1-2-4-5,  would  throw  the  e.m.fs.  of  these  two  phases  in  series. 
If  the  voltage  of  each  side  of  the  A  were  575,  the  voltmeter  would 
now  read  1,150  volts.     This  is  an  indication  that   A  is  the 


Fig.  782, 


2^      '6'75  ■  "8 

Fig.  783. 


proper  phase  but  connected  in  the  wrong  direction  with  phase 
1-2  of  D. 

Instead  of  the  terminals  of  transformer  A,  those  of  C  ntunbered 
8  and  9  might  have  been  the  first  one  to  be  tested  across  one 
leg  of  the  composite  A,  1-2,  Fig.  782.  If  the  circuit  is  completed 
through  1-2,  8-9  and  the  voltmeter,  the  phase  relation  of  8-9 
to  1-2  will  be  as  in  the  vector  diagram,  Fig.  783.  These  two 
voltages  60°  apart  give  the  e.m.f.  8-2,  or  575  volts.  This  is  the 
same  as  the  e.m.f.  of  one  phase.     This  indicates  that  the  wrong 


Fig.  784. 


phase  is  now  matched  across  1-2.  Should  the  connections  of  C 
have  been  reversed,  the  direction  of  the  voltage  would  be  8-9. 
Fig.  784.  When  the  circuit  is  now  completed  through  1-2,  9-8, 
the  voltage,  being  in  the  same  direction  in  these  two  windings, 
would  give  the  vector  Fig.  785,  and  the  voltmeter  would  read 
995  volts. 

Should  the  transfonncr,  B,  be  matched  against  the  side  1-2 
of  D,  as  in  Fig.  786,  when  the  circuit  is  completed  through  1-2,  7-6, 
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the  vector.  Fig.  787.  would  be  obtained.  The  geometric  sum  of 
these  voltages,  1-2  and  6-7,  is  the  voltage  of  one  phase,  575 
volts.  This  again  indicates  that  transformer  B  is  the  wrong 
phase  to  parallel  with  1-2  of  D.  Should  the  connections  of  B  to 
D  be  reversed,  the  e.m.f.  of  6-7  with  respect  to  1-2  would  be 
shown  in  Fig.  788.     The  geometric  summation  of  these  voltages 


Fig.  786. 


Fig.  787. 


is  shown  in  vector,  Fig.  789.  This  would  be  995  volts.  This, 
again,  is  the  wrong  phase  and  with  connections  reversed  com- 
pared with  the  preceding  case. 

With  a  phase  voltage  of  575,  it  is  thus  evident  that  when 
one  of  the  single  transformers  having  the  right  phase  relation 
is  matched  against  the  corresponding  phase  of  the  composite 
transformer,  the  voltmeter  indications  will  be  either  zero, 
which  is  right,  or  twice  the  phase  voltage,  which  is  wrong. 


6 


995 


Fig.  788. 


Fig.  789. 


Each  of  the  other  two  single-phase  transformers,  when  matched 
against  a  single  phase  of  D,  will  give  one  of  two  voltages  accord- 
ing to  the  particular  direction  of  this  e.m.f.,  either  575  or  995. 
Both  of  these  readings  indicate  the  wrong  phase,  the  575  indica- 
tions being  obtained  with  the  wrong  phase  in  one  direction, 
and  the  995  indication  with  the  wrong  phase  reversed.  Each 
phase  should  be  tested  until  it  is  matched  against  the  correct 
phase  of  the  composite  transformer  and  a  zero  indication  of 
voltages  obtained  as  in  Fig.  780. 

When  it  is  desired  to  parallel  two  alternators  of  the  same 
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voltage  in  a  generating  station,  the  original  test  to  determine 
the  correct  phase  rotat'on  can  be  very  simply  made  by  the  aid  of 
an  induction  motor.  Assume  that  the  alternator  A,  Fig.  790,  is 
already  connected  to  the  bus  bars  D.  and  the  alternator  B  is 
to  be  tested  out  to  ascertain  with  which  of  the  bus  bars  the 


.mres  l'-2'-3'  should  be  connected.  The  induction  motor  IM  is 
first  connected  across  the  alternator  .4  as  shown.  The  direction 
of  rotation  is  noted.  The  wires  E-F-G  are  now  disconnected 
and  swung  down  to  the  terminals  l'-2'-3'.  If  the  induction  motor 
rotates  in  the  same  direclion,  as  before,  then  1'  may  be  connected 
to  bus  1 ,  2'  to  bus  2  and  3'  to  bus  3.   If.  however,  the  motor  should 


Fu^  rot. 

run  ill  the  revirsc  diriolinn,  it  would  indicate  a  reversal  of  phase 
rotation  in  B  ciini]i;irfd  with  .1 .  To  correct  this  reversal  any  two 
of  thi-  wiivs  r-2'-3'  shoiild  he  iiitirdmnged  or  cross-connected 
with  rtsjKvt  In  tho  bus  b;ir^  1-2-3.  Thereafter,  when  the  alter- 
natcTs  art-  pri,>porly  synohrcinizi'd,  ihey  may  be  operated  in 
parallel. 
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If  the  sotirces  are  entirely  independent  as  in  the  case  of  the 
two  alternators,  it  is  not  absolutdy  necessary  to  have  wire  1 
connected  to  1',  wire  2  to  2'  and  wire  3  to  3',  as  in  Fig.  791, 
as  no  harm  will  result  from  advancing  these  connections — ^thixs 
1'  to  2.  2'  to  3,  3'  to  1. 

If,  however,  these  two  A's  were  derived  from  the  secondary 
sides  of  two  banks  of  transformers  whose  high-tension  sides 
were  already  connected  in  parallel,  as  in  Fig.  792,  this  advance  of 
connections  above  suggested  could  not  be  made,  as  it  would 
result  in  a  short  circuit  on  the  high-tension  side.  Thus,  in  Fig. 
792,  r  has  been  advanced  to  2,  2'  to  3  and  3'  to  1.     Notwith- 


Fig.  792. 

standing  that  the  direction  of  phase  rotation  is  the  same  in  these 
two  A's,  this  connection  is  handed  back  through  the  transformers 
to  the  high-tension  windings  and  in  effect  connects  1'  to  2  on  the 
high-tension  side.  This  means  that  the  high-tension  winding 
which  leads  to  bus  1"  is  connected  to  the  high-tension  bus  2",  and 
therefore  constitutes  a  short  circuit  on  the  high-tension  mains. 

Thus  the  induction  motor  would  be  useless  in  such  a  case,  for 
it  is  not  sufficient  to  know  the  direction  of  phase  rotation  alone, 
but  each  phase  of  the  low-tension  A  must  be  matched  against 
the  corresponding  phase  in  the  A  of  the  other  transformer. 

Transformers  which  are  connected  in  Y  on  the  high  tension 
and  in  Y  on  the  low  tension  may  be  placed  in  parallel  with 
transformers  of  the  same  delivered  voltage  which  are  connected 
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in  A  on  the  high-tension  side  and  A  on  the  low-tension  as  in 
Fig.  793. 

Mixed  connections  of  A  to  Y,  however,  could  not  be  paralleled 
with  either  Y  to  Y  or  A  to  A,  as  illustrated  in  Fig.  794.      Here 


Fig.  793. 


transformer  No.  2  is  connected  in  A  to  A.  Transformer  No.  1 
is  connected  Y  to  A..  Now  phase  3  of  the  low-tension  A  of 
transformer  No.  1  is  in  phase  with  phase  A  of  the  high-tension 
side.     Phase  1  is  in  phase  with  B.     Phase  2  is  in  phase  with  C. 


Fig.  794. 


The  effect  in  transformer  No.  1  is  to  thus  tilt  the  low- 
A  through  an  angle  of  30°  as  shown  in  dotted  lines  at.  fi^tn 
former  No.  2.     It  is  evident  that  this  angle  of  Xf 
low  tension  of  No.  1  and  the  low  tension  of  ^ 
them  from  being  operated  in  parallel  op 
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SECTION  XV  CHAPTER  VIII 

TRANSFORMERS 
"PHASING  OUT"  OF  TRANSFORMERS 

1.  If  two  single-phase  transformers  were  in  parallel  on  the  high 
tension  side,  how  would  you  test  out  the  low  tension  side  to  place  them 
in  parallel  also,  and  be  sure  that  they  were  not  in  series? 

2.  If  you  had  two  three-phase  sources  of  equal  potential,  which  you 
wished  to  place  in  parallel,  how  would  you  determine  whether  or  not 
the  direction  of  phase  rotation  were  the  same? 

3.  In  the  above  case,  could  you  place  the  two  systems  in  parallel,  if 
the  direction  of  phase  rotation  were  not  the  same? 

4.  If  the  direction  of  phase  rotation  in  the  above  case  for  the  two 
sources  were  not  the  same,  how  would  you  make  it  the  same? 

5.  How  would  you  test  out  a  bank  of  three  single-phase  transformers 
so  that  they  may,  with  absolute  certainty,  be  correctly  connected  in 
parallel  with  a  three-phase  composite  transformer  of  equal  voltage? 

6.  What  would  be  the  effect  of  advancing  the  points  of  contact  in  the 
same  phase  direction  between  the  secondary  A  and  one  set  of  trans- 
formers and  the  A  of  another  set,  the  primaries  already  being  in 
parallel  ? 

7.  Can  a  A  to  A  bank  of  transformers  be  paralleled  with  a  Y  to  A 
bank  delivering  the  same  voltage?    Why? 


SECTION  XV  CHAPTER  IX 

TRANSFORMERS 
INSTRUKENT  TRANSFORMERS 

It  is  not  practical  to  use  a  coil-wound  voltmeter  with  resistance 
in  series  on  high  voltage  A.  C.  circuits,  because  of  the  excessive 
insulation  which  would  be  required  and  on  account  of  the  large 
amount  of  resistance  necessary  in  circuit  with  high  voltages  and 
the  very  considerable  energy  wasted  therein. 

It  is  also  not  practical  to  use  a  shunt  strap  and  a  milivoltmeter  to 
measure  the  current  on  an  A.  C.  circuit,  because  the  impedance 
of  a  shunt  strap  varies  with  the  frequency  of  the  current  passing 
through  it.  Its  resistance  may  be  fixed  by  using  a  zero  tempera- 
ture coefficient  resistor,  but  its  reactance  will  always  vary  with 
the  frequency  of  supply.  Consequently  the  total  impedance  will 
vary.  Thus  if  a  milivoltmeter  connected  in  shtmt  with  such  a 
strap  indicated  10  amperes  with  a  current  of  given  frequency, 
should  the  frequency  change,  the  instrument  would  alter  its  in- 
dication even  though  the  current  were  the  same. 

Indications  of  both  voltage  and  ciurent  on  such  lines  are 
obtained  through  the  medium  of  instrument  transformers. 
There  are  two  reasons  for  their  use: 

First:  Station  operators  are  protected  from  contact  with  high- 
voltage  circuits. 

Second:  The  instruments  may  be  constructed  with  a  reason- 
able amount  of  insulation  and  a  reasonable  current-carrying 
capacity. 

The  function  of  instrument  transformers  is  to  deliver  to 
the  instrument  a  current  and  a  voltage  which  shall  always  be 
proportional  to  the  primary  current  and  voltage  and  which  shall 
not  exceed  a  safe  potential  above  ground.  The  secondary  volt- 
age of  a  potential  transformer  is  designed  for  about  110  volts,  and 
the  secondary  current  of  a  series  transformer  is  designed  for 
about  5  amperes.  Both  of  these  secondary  circuits  and  the 
cases  of  the  meters  are  thoroughly  grounded. 

The  first  difference  to  be  noted  between  current  and  potential 
transformers  is  that  the  primary  of  the  former  is  in  series  with 
the  line  and  the  primar\'  of  the  latter  is  in  shunt  with  the  line. 
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The  primary  current,  then,  in  a  series  transformer  is  a  quantity 
determined  by  the  load  in  the  main  circuit,  the  primary  e.m.f. 
being  merely  the  drop  in  potential  across  the  transformer  due 
to  its  impedance. 

In  the  potential  transformer  the  primary  e.m.f.  is  that  of 
the  main  circuit.  Fig.  795  shows  the  connections  of  instrument 
transformers  and  instruments  in  circuit.  Here  an  alternator 
supplies  a  lighting  load  connected  through  a  power  transformer 
at  L.  The  potential  transformer  P  causes  the  voltmeter  V  to 
indicate  the  pressure  of  the  line,  and  the  current  transformer  C 
indicates,  on  the  ammeter  A,  the  ciurent  in  the  main  line. 
The  current  in  the  series  transformer  C  is  determined  solely  by 
the  line  current.     The  pressure  on  the  transformer  P  is  deter- 
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Pig.  795. — Connections  of  instrument  transformers. 

mined  solely  by  the  line  potential.  Thus  the  secondaries  of 
these  two  instruments  will  give  indications  on  A  and  V  which 
show  line  current  and  line  voltage  respectively. 

Series  Transformers 

• 

Consider  the  action  of  a  series  transformer  with  its  primary  in 
series  with  the  line  and  its  secondary  on  open  circuit.  The 
primary  current,  which  is  the  line  current,  will  set  up  a  magnetic 
field  which  by  self-induction  will  cause  a  certain  drop  across  the 
primary  winding.  The  flux  which  circulates  will  also  cut  the 
secondary  and  generate  therein  an  e.m.f.  the  value  of  which  will 
eqtial  the  voltage  drop  across  the  primary  multiplied  by  the 
ratio  of  secondary  to  primary  turns,  the  same  as  in  a  shunt 
transformer.  When  the  secondary  is  open,  all  the  primary 
current  is  effective  in  producing  flux — that  is,  there  is  no  opposing 
magneto-motive-force  as  when  there  is  a  secondary  current. 
Therefore  the  iron  of  the  core  becomes  highly  saturated,  and  the 
secondary  e.m.f.  is  high.     In  a  certain  case,  where  a  transformer 
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had  a  ratio  of  10  amperes  to  one-half  ampere,  the  secondary 
e.m.f.  rose  to  4,000  volts. 

The  secondary  of  a  series  transformer  should  never  have  its 
winding  open  circuited  while  there  is  ciurent  in  the  primary,  for 
two  reasons. 

First:  A  dangerously  high  voltage  may  be  established  which 
might  cause  injiuy,  even  if  it  did  not 'prove  fatal,  should  any 
one  come  in  contact  with  it. 

Second:  The  high  flux  restilting  from  the  open  circuiting  of 
the  secondary  would  saturate  the  iron  to  such  a  degree  as  to 
seriously  impair  the  ratio  of  the  transformer. 

Consider  the  secondary  circuit  of  a  series  transformer  closed 
through  a  resistance.  The  secondary  current  and  magneto- 
motive-force oppose  and  reduce  the  flux  and  therefore  reduce 
the  secondary  e.m.f.  When  the  secondary  circuit  is  first  closed, 
the  secondary  e.m.f.  may  be  4,000  volts  and  the  current  in  the 
secondary  circuit  zero.  The  high  voltage  in  the  low  resistance 
of  the  closed  circuit  immediately  commences  to  produce  a 
current.  This  current  rises  and  with  it  the  magneto-motive- 
force  of  the  secondary,  which  in  turn  reacts  on  the  flux.  As  the 
flux  falls  the  secondary  voltage  falls.  The  secondary  current 
continues  to  increase  and  the  secondary  e.m.f.  continues  to 
decrease  until  equilibrium  is  reached  at  some  particular  point 
where  the  secondary  e.m.f.  is  just  high  enough  to  maintain  the 
secondary  current.  This  adjustment  between  secondary  current 
and  e.m.f.  takes  place  practically  instantaneously.  The  resist- 
ance in  the  secondary  circuit  is  usually  low.  Therefore  the 
secondary  e.m.f.  in  this  closed  circuit  is  low  and  the  flux  required 
to  produce  it  is  small. 

If  no  magnetizing  current  were  required,  the  secondary  am- 
pere-turns would  exactly  balance  the  primary  ampere-turns,  and 
the  ratio  of  transformation  as  regards  the  primary  amperes  to 
secondary  amperes  would  be  the  inverse  of  the  ratio  of  the  num- 
ber of  turns.  To  cause  the  current  to  have  this  ratio  as  nearly 
as  possible  the  iron  is  worked  at  a  very  low  flux  density  so  that 
very  little  magneto-motive-force  is  required.  The  flux  density 
in  a  series  transformer  is  only  about  one-tenth  of  that  employed 
in  regular  power  transformers.  An  ordinary  shunt  or  power 
transformer  would  therefore  not  be  suitable  to  use  as  a  current 
transformer  even  if  it  had  the  proper  ratio. 


Transfcmfters  99 

As  the  load  current  increases,   the  current  in  the  primary 

*i_  ^^ejKries  transformer  also   increases.     This   increases   the 

This  will  immediately  establish  a  greater 

sn  the  primary  ampere-tums  and  the  secondary 

.ampere- turns,  which  will  cause  an  increase  in  the  flux.     This 

increases  the  induced  secondary  e.m.f.,  which  in  turn  will  raise 

tbe  secondary  current.     As  the  secondary  current  increases  it 

Lcts  on  the  magnetic  circuit  to  reduce  the  flux.    A 

.blc  condition  will  be  reached  when  the  primary 

it  is  just  able  to  circulate  the  slightly  increased 

Box.     The  ratio  between  the  primary  and  secondary 

currents  will  remain  practically  the  same  as  before  the 

load  current  increased,  because  of  the  negligibly  small 

Iditional  magneto-motive-force  required.     There  is, 

course,  a  slightly  greater  resultant  masneto-motive- 

"ce  required  when  the  primary  current  increases  on 

■account  of  the  greater   secondary  e.m.f.  required  b>' 

the  greater  secondary  current. 

A  change  in  resistance  of  the  secondary  circuit   is      ^M^ 

le  cause  of   a  similar  change  in  conditions.     When      '        ' 

le  secondary  resistance   is   increased  the  secondary 

itarily  decreases  and  the  flux  increases, 

len  the    secondary  e.m.f.   increases,   and    likemse 

secondary  current.     When  equilibrium  is  finally 

,ched  there  is  a  greater  secondary  e.m.f.  and  a  very 

slightly  less  secondary  current.     Thus  two  ammeters 

may  be   put  in   series  on  the  secondary  of  a  series 

transformer,  and   the  indications  of  each  would  be 

.clically  the  same  as  though  but  one  were  connected 

circuit,  for  an  increase  in  secondary  resistance  does 

it  by  any  means  bring  about  a  proportionate  decrease 

in  secondary'  current,  as  would  be  the  case  with  a  shunt      '^"'' '™' 

transformer.-     It  merely  means  that  the  secondary  current  will 

decrease  by  the  amount  necessary  to  permit  a  sufficient  increase 

in  the  flux  and  therefore  in  the  secondary  e.m.f.  to  circulate  the 

current  through  the  increased  resistance. 

The  fact  that  the  current  ratio  is  not  appreciably  affected 
by  the  changes  within  certain  hmits  of  the  secondary  resistance 
and  primary  current  is  due  to  two  reasons. 
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First:  The  magnetization  is  very  small. 

Second:  The  magnetizing  current  is  not  in  phase  with  either 
the  primary  current  or  the  secondary  current,  but  is  out  of 
phase  with  each  by  nearly  90°.     Thus  in  Fig,  796,  0-M  repre- 
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i;  of  General  Electric  ci 


I  transform  IT 


yents  the  magnetizing  current,  0-P  the  primary  current  and  ■ 
OS  the  secondary  current. 

Fig.  797  shows  the  genera!  appearance  of  a  General  Electric 
current  transformer  insulated  for  a  15,000-voIt  circuit  and 
having  a  capacity  of  100  amperes  in  primary  and  20  amperes  is 


Fio.  m.- 


secondar>'.  Current  transformers  of  large  capacity,  however,  ' 
often  have  a  very  different  ajiitcarance.  Thus  the  primary 
may  consist  of  nothing  but  one  of  the  main  cables  or  bus  bars 
such  as  B,  Fig,  79.*.  passing  through  a  laminated  iron  ring  C 
which  surrounds  it.  Wound  on  this  ring  are  the  secondary  turns 
5,  which  lead  to  the  ammeter  A.     The  primary  winding  here 
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consists  of  a  straight  conductor  really  not  more  than  one-fourth 
of  a  turn  but.  if  carrying  100  amperes,  having  the  effect  of 
approximately  25  ampere-turns. 

Potential  Transformers 
Fig.  799  shows  the  general  appearance  of  a  General  Electric 
atcntial  transformer  for  operating  instruments  and  relays. 
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The  primary  is  wound  for  13,200  volts,  and  the  instrument  side 
for  1 10  volts. 
The  protecting  fuses  and  barrier  between  the  high  potential 
linals  are  shown  at  the  top. 
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Connection  of  Instrument  Transformers 


There  are  five  principal  mt.-thod.s  uf  grouping  the  secondaries 
of  series  transformers  on  three-phase  circuits  for  operating  the 
various  instruments  and  protective  devices. 
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First:  The  reversed  V.  This  connection  is  illustrated  in  Fig. 
800  and  is  the  one  commonly  used  for  the  operation  of  indicating 
meters. 

Second:  The  open  A  or  V.    This  connection  is  shown  in  Fig, 


801  and  is  the  most  suitable  for  operation  of  voltage  compensators 
and  voltage  regulators. 

Third:  The  A  connection. 

Fourth:  The  Z  connection.  This  connection  is  the  same  as 
the  A  except  that  one  of  the  secondaries  is  reversed  with  respect 
to  the  other  two  as  in  Fig.  802.  The  Z  connection  is  the  one 
preferred  in  order  to  obtain  the  best  protection  for  three-phase 
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orcuits  with  overload  relays.  The  connections  are  shown  in 
Fig.  803. 

Fifdi:  The  Y  connection,  shown  in  Fig.  804. 

Pig.  805  shows  the  various  instruments  which  may  be  operated 
from  current  and  potential  transformers  on  a  three-phase  system. 


of  three  transformers 


While  not  representing  the  arrangement  followed  in  actual 
practice,  it  gives  a  general  idea  of  the  positions  of  the  instru- 
ments and  transformers  necessary  to  operate  them.  A  three- 
phase  circuit  with  lines  1,  2  and  3  supply  power  to  a  load  situated 
at  A-B-C.     Two  potential  transformers  D  and   E  with  their 
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Fig,  804.— Y  connection  of  current  transfonners. 


primaries  connected,  one  across  each  of  two  phases,  supply 
the  potential  circuits  of  the  indicating  wattmeter  11^,  the  re- 
cording wattmeter  WH,  the  two  potential  circuits  of  the  power 
factor  meter  PF,  and  the  voltmeter  V. 

The  two  current  transformers  G-  H  have  their  primaries  in  two 
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of  the  three  phases  while  their  secondaries  are  connected  in 
reversed  V,  supplying  three  ammeters,  A,  A'  and  A",  the 
current  circuits  for  two  phases  in  the  indicating  and  recording 
wattmeters  \V  and  \VH,  the  R,  R',  energizing  coils  responsive 
to  the  line  current  in  the  rela>-s  R,  R',  the  current  coils  of  power 


^ 
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ee; 
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factor  meter  PF,  and  the  series  coils  of  the  compensating  device 
C  which  lowers  the  indications  of  the  voltmeter  V  in  proportion 
to  the  load  on  the  line,  thus  enabling  the  voltmeter  to  show 
the  voltage  at  the  load  instead  of  the  voltage  at  the  station. 
The  current  in  the  ammeter  A"  is  the  geometric  simi  of  the 
currents  in  the  meters  A  and  A'  and  consequently  indicates  the 
current  in  the  line  wire  2,  provided,  of  coiu^e,  the  load  is  bal- 
anced. This  line  2,  however,  does  not  pass  through  any  trans- 
former. Ordinarily  the  two  series  transformers  G-  H  would  not 
be  sufficient  to  operate  accurately  so  many  series  instrtmients. 
Another  pair  of  series  transformers  would  probably  be  required, 
their  primaries  would  be  connected  in  series  with  the  lines  1-3 
and  the  meters  divided  between  the  secondaries  of  the  two  sets 
of  transformers. 


SECTION  XV  CHAPTER  IX 

TRANSFORMERS 
INSTRUMENT  TRANSFORMERS 

1.  What  is  meant  by  the  terra  ''Instrument  Transformer?"  For  what 
and  why  are  they  used? 

2.  (a)  Can  a  power,  transformer  be  used  for  voltmeter  work? 
(b)  Wherein  do  potential  transformers  differ  from  them? 

3.  (a)  Explain  briefly  the  construction  and  operation  of  a  current 
transformer. 

{b)  Why  should  the  secondary  winding  never  be  open-circuited? 

4.  Sketch  line  connections  for  the  following  arrangements  of  instru- 
ment transformers :  Reversed  V ;  Open  ^  ;  and  Z.  For  what  class  of 
work  is  each  best  adapted? 

5.  What  is  the  effect  of  resistance  in  the  secondary  circuit  of  a  current 
transformer  upon  the  current  ratio  and  the  phase  relation  of  current 
and  potential?    Why  is  this  so? 

6.  What  is  the  effect  upon  the  ratio  of  currents  and  phase  relation 
of  current  and  voltage  in  a  current  transformer,  if  reactance  be  added 
to  the  secondary  circuit?    Why  is  this  so? 


A.  C.  MOTORS 
SYNCHRONOUS  MOTORS 

Broadly  there  are  two  classes  of  alternating-current  motois^ 
the  synchronous  and   the  non-synchronous  groups.     The  f 
includes  motors  running  the  same  number  of  revolutions  as  t 
alternator  supplying  them,  or,  more  accurately,  at  the  sam 
speed  pole  for  pole.     The  other  group  includes  a  variety  t 
alternating-current  motors  such  as  the  induction   motors  am 
other  types,  most  of  which  run  at  something  less  than  syi 
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chronous  speetl,  while  a  fon'  occasionally  run  at  or  slightly  abovfl 
synchronism,  ^ 

The  synchronous  motor  is  a  duplicate  of  the  synchronous 
generator.  It  usually  consists  of  a  revolving  field  structure 
and  a  stationary  armature  with  a  distributed  winding  and  is 
supplie<l  with  direct  current  through  brushes  and  slip  ringif 
from  a  separate  direcl-cxirrent  exciter. 
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An  illustration  of  the  practical  application  of  the  synchronous 
motor  is  given  in  Fig.  80S-A  which  shows  a  Westinghouse  450- 
horse  power,  2,300-volt,  three-phase,  60-cycle,  machine  of  this 
type,  operating  at  !00%  power  factor,  driving  a  Southwark  pump 
lOS  r.p.m.  in  the  city  of  Portland,  Oregon. 

The  armature  of  a  direct-current  motor  revolves  through  the 
reaction  between  the  current  in  a  moving  wire  and  a  station- 
ary magnetic  field.  In  the  generator  the  inherently  alternating 
current  is  led  through  a  commutator  to  the  external  circuit, 
thence  through  a  transmission  line  to  the  commutator  of  a  direct 
current  motor.  In  the  motor 
this  current  again  alternates. 
As  these  alternations  are  similar 
the  question  naturally  arises: 
Why  have  a.  commutator  on 
the  motor  to  undo  the  work  of 
the  commutator  on  the  genera- 
tor ?  As  the  current  is  to  alter- 
nate in  both  machines,  why  can 
it  not  be  permitted  to  alternate 
in  the  line  i  The  answer  may 
very  readily  be  found.  The  cur- 
rent in  the  generator  alternates 
with  a  firequency  determined  by 
the  speed  of  the  prime  mover 
which  drives  it.  The  current  in 
the  motor  alternates  with  a  fre- 
quency depending  upon  the  mo- 
tor's speed.  The  greater  the 
load  the  slower  the  motor  will  run  and  the  slower  the  frequency 
of  the  current  in  this  armature. 

In  order  that  both  the  commutators  may  be  abolished,  it  will 
be  necessary  for  the  armature  of  the  motor  to  run  in  exact 
synchronism  with  the  armature  of  the  generator  so  that  the 
arrival  of  the  current  in  the  motor's  armature  will  be  properly 
timed  to  suit  the  particular  position  of  the  armature  poles  at  a 
given  instant  with  respect  to  the  field  poles.  Any  variation  in 
speed  of  the  motor  with  respect  to  the  generator  would  therefore 
throw  the  two  out  of  step  and  the  motor  would  shut  down. 
In  Fig.  806  let  an  alternating  current  be  delivered  through 
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the  lead  wires  to  the  stationary  armature  of  a  synchronous  motor 
so  that  at  a  given  instant  the  polarity  produced  by  the  initial 
current  will  be  N-S  as  shown.  Consider  a  permanent  magnet 
pivoted  between  these  poles  in  the  position  shown  in  full  in  N'-S'. 
The  polarity  established  by  the  alternating  current  would  repel 
the  two  poles  of  this  field  magnet,  but  they  would  simply  exert 
a  direct  repulsion  which,  with  respect  to  the  pivoted  point,  would 
admit  of  no  motion.  Even  should  the  magnet  be  turned  into 
the  position  A'^ ''-5",  the  situation  would  not  be  improved,  for 
the  poles  N-5  would  first  repel  the  poles  N"-S",  and  with  a  60- 
cycle  circuit,  J^ao  of  a  second  later,  the  main  poles  N-S  would 
change  to  S-N.    These  would  attract  the  poles  N''-S"  so  that 


every  K20  of  ^  second  there  would  be  first  a  repulsion  and  then 
an  attraction  t>etween  a  given  armature  pole  and  a  certain  field 
pole  and  the  inertia  of  the  revolving  mass  would  prevent  the 
field  structure  from  moving  at  all.  If,  however,  the  frequency 
of  the  source  of  supply  were  reduced  or  if  the  revolving  member 
were  given  an  initial  impulse  so  as  to  rotate  it  to  the  position 
shown  in  full  in  the  figure,  reaching  this  position  at  the  exact 
instant  when  the  [wlarity  of  the  armature  was  rising,  the  mo- 
mentum of  the  field  member  would  carry  it  past  dead  center  and 
repulsion  would  ensue  between  .V  and  N',  and  5  and  S',  and  the 
field  structure  would  contiiuic  to  revolve  in  the  direction  of  the 
arrow.  If  the  initial  impulse  wtTC  sufficient  to  carry  the  field 
a  ha  If -re  volution  during  one  allvrnation  so  that  the  pole  JV' 
reached  the  armalurti  |Hi1e  5  and  the  field  pole  S'  reached  the 
armature  i>ole  .V.  just  as  the  armature  ])olarity  changed  to  S-N, 
then  each  i>o]e  of  the  field  would  receive  an  added  impulse  of 
repulsion  from  one  armature  pole  and  attraction  from  the  other 
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armature  pole,  and  the  rotation  would  continue  in  the  direction 
in  which  the  rotor  was  originally  started.  This  rotation  could 
only  be  kept  up  provided  the  field  structure  performed  a  half- 
revolution  for  every  alternation  of  the  armature  current. 

Fig.  807  shows  the  complete  circuits  for  an  alternator  and 
s>'Tichronous  motor.  Each  machine  is  provided  with  its  own 
exciter,  and  the  revolving  fields  receive  direct  current  through 
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Fig.  808. — Relation  of  e.m.fs.  in  a  direct  current  motor. 

slip  rings  and  brushes.  The  current  emanating  from  the  alter- 
nator, i4,  passes  through  the  connecting  line  to  the  stationary 
armature  of  the  motor.  At  a  given  instant  the  polarity  of  the 
motor  armature  is  N-S  as  shown,  while  the  polarity  of  the  field 
is  S-  *V.  The  inertia  of  the  motor's  field  structure  is  too  great  to 
allow  it  to  move  but,  if  once  started  and  brought  up  to  synchro- 


FiG.  809. — Relation  of  e.m.fs.  in  alternating  current  synchronous 

motor. 

nous  speed,  it  will  continue  to  run  in  the  direction  in  which  it 
is  started.     Such  a  motor  runs  equally  well  in  either  direction. 

If  a  synchronous  motor  must  run  at  absolutely  the  same  speed 
pole  for  pole  as  the  generator  which  supplies  it,  the  question 
naturally  arises:  How  can  it  get  the  necessary  current  under 
changes  in  load,  if  its  speed,  and  therefore  the  magnitude  of  its 
counter  e.m.f.,  cannot  alter  ? 

The  relation  of  the  various  voltages  to  one  another  in  a  direct- 
current  motor  are  shown  in  Fig.  808,  where  A-B  is  the  impressed 
e.m.f.,  B-C  the  counter  e.m.f.,  and  A-C  the  effective  e.m.f. 
In  a  synchronous  motor  the  relation  of  the  various  voltages  is 
shown  in  Fig.  809.     Here,  as  before,  A-B  is  the  impressed  e.m.f., 
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but  the  cotinter  e.m.f.  B-C  is  not  diametrically  opposed  to  the 
impressed  but  varies  therefrom  by  a  certain  angle  X  depending 
on  the  load.  The  effective  e.m.f.  as  before  is  A-C,  but  in  this 
case  it  is  the  geometric  difference  between  the  counter  and 
impressed  e.m.f.  instead  of  the  arithmetical  difference  as  in  a 
direct-current  motor. 

The  effect  of  varying  loads  in  a  synchronous  motor  may  be 
understood  from  an  analysis  of  Fig.  810.     This  analysis  will  be 


Fig.  810. — Change  in  phase  angle  of  counter  e.m.f.  in  synchronous 

motor  under  variations  in  load. 

based  on  the  assumption  that  the  armature  reaction  and  react- 
ance may  be  considered  as  equivalent  to  a  constant  armature 
reactance.  Suppose  the  armature  of  the  motor  in  Fig.  807  pas- 
sesses  5  ohms  resistance  and  10  ohms  synchronous  reactance. 
The  impedance  will  obviously  be 


Z  =  ^|R^  +  A'2  =  V52  +  102  =  11  ig  Qhms, 

Fig.  811.  The  angle  6  will  be  the  angle  between  the  current  which 
will  be  in  phase  with  the  energy  component  of  A-B  and  the 
effective  e.m.f.,  A-C,  which  overcomes  the  armature  impedance. 
Now  let  A'B,  Fig.  810,  represent  1,000  volts  impressed  on  the 
armature,  while  B-C  represents  800  volts  counter  e.m.f.  This 
counter  e.m.f.  bears  the  phase  relation  of  B-C  with  respect  to 
A'B,  because  under  the  particular  load  at  which  the  motor  is 
operating  the  armature  must  sag  back,  thereby  changing  the 
angle  of  the  counter  e.m.f.  from  direct  opposition  to  the  position 
B-C,  This  angle  A'  may  be  called  the  angle  of  sag.  The 
effective  e.m.f.  will  therefore  be  A-Cy  which  is  about  300  volts  in 
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this  particular  case.    The  current  which  the  armature  will  receive 

will  be 

300  ^.  g 

=  26.8  amperes. 


Z  11.18 


This  current  will  have  the  directional-/  displaced  from  A-C 
through  the  angle  By  established  by  the  impedance  of  the  arma- 
ture. The  input  to  the  armature  will  be  JE  X  /  X  cos  *,  where 
E  is  the  impressed  voltage,  I  the  armature  current,  and  ^  the 
angle  between  them.  The  power  utilized  by  the  armature  which 
measiu-es  the  output  will  be  £'  X  /  X  cos 
4>'  where  E'  is  the  counter '  e.m.f.  and  ^' 
is  the  angle  between  the  counter  e.m.f.  and 
the  current. 

Now  consider  what  happens  when  the 
load  upon  the  motor  is  increased.  The  first 
effect  is  for  the  rotor  to  react,  thus  sagging 
back  through  a  greater  angle  Y.  The 
counter  e.m.f.  swings  to  the  position  B-D. 
It  has  not  altered  in  magnitude,  but  it  is 
changed  in  phase  angle,  resulting  in  increas- 
ing the  effective  e.m.f.  from  A-C  to  A-D, 
which  now  becomes  about  425  volts.     As 


Z 


425 
11.18 


=  40 .  25  amperes 


R  =  5 

Fig.  811. — Imped- 
ance triangle  for  motor 
armature. 


and  the  phase  angle  of  the  current  swings  from  A-I  to  A-V,  still 
preserving  the  same  angle  B  between  the  effective  e.m.f.  and  the 
current.  An  increase  in  the  load  thus  results  in  an  improved 
power  factor,  for  the  angle  B-A-V  is  less  than  B-A-I.  If  the 
load  increased  still  further,  the  angle  B-A-I  would  evidently 
grow  less  and  less  until  A-D-B  became  a  right  angle.  In  the 
case  shown,  the  angle  at  that  time  between  the  impressed  e.m.f. 
and  the  current  would  be  very  small  and  the  power  factor  almost 
100%.  For  a  given  excitation  there  will  then  be  a  particular 
load  at  which  the  power  factor  is  a  maximum. 

It  has  been  assumed  that  the  impedance  of  the  armature  would 
be  the  same  imder  all  conditions.  As  a  matter  of  fact  it  changes 
slightly. 

Next  consider  what  will  happen  if  the  excitation  of  the  motor 
is  varied.     The  cotmter  e.m.f.  of  a  direct-current  motor  was  the 
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product  of  its  flux,  speed  and  conductors-  The  same  is  equally 
true  for  a  s\*nchronous  motor.  In  a  shunt  motor  the  speed 
varied  under  changes  in  load,  while  the  flux  and  conductors 
nemained  constant.  In  the  s\^chronous  motor  the  speed  can- 
not change.  The  niunber  of  conductors  remains  constant,  but 
the  flux  may  be  varied  by  inserting  resistance  between  the 
exciter  and  the  motor's  field.  In  a  direct-cturent  motor  the 
counter  e.m.f.  cannot  exceed  the  impressed.  In  a  synchronous 
motor  the  impressed  e.m.f.  reaches  zero  120  times  a  second  with  a 
60-cycle  supply,  and  there  is  nothing  to  hinder  the  counter  e.m.f. 
at  such  a  time  greatly  exceeding  the  impressed.  As  the  conduc- 
tors and  speed  are  constant,  the  counter  e.m.f.  may  be  governed 
solely  by  the  extent  of  the  field  excitation.  Take  the  same 
example;  0-J5.  Fig.  812,  represents  1.000  volts  impressed  on  the 


I 

Fic.  812. — Effevt  of  various  field  e.xcitations  upon  the  power  factor  of 

synchronous  motor. 

motor  amiature  as  l>etore,  but  let  the  fieicld  extation  be  lowered 
to  produce  B-C  or  about  500  volts  counter  e.m.f.  instead  of  800. 
The  effective  e.m.f.  \N*ill  now  be  0-C  or  about  528  volts  while 
the  current  will  be 

E        ,  528  .. 

"/  ~  11   m  ~  ^'  amperes. 

This  current  will  have  the  direction  O-I  and  the  angle  of  lag  # 
between  the  impressed  e.m.f.,  and  the  current  will  be  much 
greater  than  before.  Thus  a  lowering  of  the  field  excitation  is 
accompanied  by  an  increase  in  the  armature's  ampere  intake 
and  a  lowering  of  the  power  factor. 

Next  let  the  field  excitation  be  greatly  increased  tmtil  it  equals 
B-£,  or  1,100  volts.     The  effective  e.m.f.  \\'ill  now  be  0-£  and 
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the  current  will  swing  around  into  the  position  0-7",  always 
bearing  the  same  angular  relation  B  to  the  effective  e.m.f .  Now, 
instead  of  an  angle  of  lag,  *,  there  will  be  an  angle  of  lead,  *', 
and  the  current  will  be  approximately  25  amperes.  If  with 
under  excitation  the  current  lags  and  with  over  excitation  the 
current  leads,  it  must  be  evident  that  with  some  partictilar 
excitation  such  as  B-D  corresponding  to  about  910  volts,  the 
effective  e.m.f.  being  0-D,  the  current  O-I"  would  swing  back 
into  the  position  0-I\  where  it  would  be  exactly  in  phase  with 
the  impressed  e.m.f.  0-J5,  thus  giving  a  power  factor  of  100%. 
It  must  be  understood  that  this  variation  of  field  excitation  has 
been  brought  about  by  manipulation  of  the  field  rheostat  and 
without  any  change  in  load  whatever.  The  current  intake  for  a 
given  load  with  either  overexcitation  or  underexcitation  would 
be  greater  than  when  the  current  was  in  phase  with  the  impressed 
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Fig.  813. 


e.m.f.;  thus  the  rheostat  could  be  varied  until  for  a  given  load 
the  current  intake  was  a  minimimi.  This  would  then  indicate 
a  power  factor  of  100%. 

It  should  be  understood,  however,  that  the  field  flux  in  a 
synchronous  motor  does  not  vary  through  as  wide  a  range  as 
might  be  assumed  from  the  vector  diagrams.  Any  change  in  the 
field  current  tending  to  raise  or  lower  the  actual  flux  across  the 
windings  is  accompanied  by  a  change  in  the  value  and  phase 
relation  of  the  current  in  the  armature,  which  tends,  through 
armattire  reaction,  to  maintain  the  field  flux  constant.  Unfor- 
tunately it  is  not  possible  to  treat  of  these  two  conditions  simul- 
taneously with  a  single  vector,  it  being  necessary  to  consider  the 
motor  either  as  having  no  armature  reaction  or  as  having  no 
armature  reactance.  As  similar  conclusions  are  reached  in  either 
case,  this  fact  is  no  objection  to  the  treatment  of  the  subject. 

A  synchronous  motor  will  take  more  current  to  deliver  a 
given  amotmt  of  power  at  its  pulley  with  its  field  overexcited  or 
underexcited  than  it  will  when  its  field  is  excited  to  the  proper 
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amount  to  bring  the  line  current  and  e.m.f .  into  phase  with  each 
other.  Thus  if  a  certain  motor  required  100  amperes  at  100% 
power  factor  to  deliver  100  horse  power,  by  weakening  the  field 
excitation  a  certain  amount  or  strengthening  the  field  by  a  certain 
amount  the  motor  could  be  made  to  absorb  125  amperes  instead 
of  100  while  delivering  the  same  power  at  its  pulley. 

If  a  synchronous  motor  is  to  be  used  in  its  capacity  as  a 
condenser  for  improving  the  power  factor,  the  annature  must 
be  capable  of  carrying  the  extra  current  above  referred  to,  or 
the  load  upon  its  pulley  must  be  reduced.  In  other  words,  there 
must  be  a  certain  margin  between  the  real  energy  and  the  appar- 

100S6  P.F.  — ^  LAGGING 


LEADING 

Fig.  814. 

ent  energy  in  the  design  of  the  machine,  and  this  margin  repre- 
sents the  available  wattless  component  of  leading  current  which 
may  be  obtained  for  neutralizing  a  corresponding  component  of 
lagging  current  in  the  system.  Let  a  generating  plant  P,  Fig. 
813,  supply  power  over  a  transmission  line  to  an  induction  motor 
load  L,  of  71  horse  power.  Let  this  motor  require  100  amperes 
at  71  %  lagging  power  factor.  At  a  nearby  point  is  a  synchronous 
motor  load  5,  consisting  of  a  100  horse  power  machine  which  by 
means  of  an  over  excited  field  is  made  to  absorb  100  amperes  and 
deliver  71  apparent  horse  power  wattless  leading  current  and 
at  the  same  time  71  horse  power  energy  from  its  pulley.  The 
wattless  leading  current  of  5  will  neutralize  the  wattless  laggiiig 
current  of  L  so  that,  instead  of  the  transmission  line  being 
obliged  to  carry  200  amperes,  it  only  carries  141  amperes,  and  the 
wattless  lagging  current  of  L  and  the  wattless  leading  current 
of  5  oscillate  between  these  two  motors,  while  the  transmission 
line  carries  no  wattless  current  at  all.  Thus,  if  in  Fig.  814  the 
load  at  L  of  a  given  horse  power  had  a  71%  power  factor  lagging, 
then  an  equal  load  at  5  involving  a  71%  power  factor  leading 
current  would  produce  a  100%  power  factor  in  the  transmission 
line. 

The  most  advantageous  way  to  use  a  synchronous  motor  is  in 
its  combined  capacity  as  a  source  of  mechanical  energy  at  its 
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pulley  and  leading  current  to  the  line.  Thus,  if  a  machine  has 
a  total  apparent  capacity  of  100  kilowatts,  Fig.  815,  it  can  deliver 
71  kilowatts  of  real  energy  at  its  pulley  and  at  the  same  time 


71  K.W.  ENERGY 


Fig.  815. 

deliver  71  kilowatts  of  wattless  leading  current  to  the  line 
which  will  neutralize  71  kilowatts  of  wattless  lagging  current 
anywhere  else  in  the  system.    The  motor  would  then  operate  at 

Energy  kilowatts  71         ^.^  r    .      ,     j- 

Apparent kUowatts  =  100  =  ^^^'  ^"^^  ^^"'°^'  ^^^'''^- 

Consider  an  induction  motor  load  in  a  system  requiring  1,414 
apparent  kilowatts,  J5-C,  Fig.  816,  of  which  1,000  kilowatts 
is  real  energy,  the  power  factor  being 

Energy  kilowatts    _  1000  _  ^.^  . 
Apparent  kilowatts  ""  1414  "   '^/^  lagging. 

Now  let  synchronous  apparatus  be  added  capable  of  furnishing 
500  kilowatts  wattless  leading  current.  This  would  be  reckoned 
downward  from  C  to  D  and  reduce  the  apparent  input  for  the 
combined  loads  from  B-C  to  B-D,  or  1,120  apparent  kilowatts. 
The  saving  affected  would  thus  be  1,414  —  1,120  =  294  apparent 
kilowatts.     The  power  factor  would  be  raised  thus : 

Energy  kilowatts    _  1000 
Apparent  kilowatts       1120 


=  89%. 
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Now  let  more  synchronous  apparatus  be  added  to  the  system 
capable  of  supplying  500  additional  kilowatts  wattless  leading 
current.  This  would  be  reckoned  downward  from  D  to  A  and 
would  reduce  the  apparent  energy  from  B-D  to  B-A,  the  appar- 
ent kilowatts  now  being  the  same  as  the  real  energy.  The  saving 
effected  by  the  addition  of  the  second  500  kilowatts  leading 
current  is  1,120 —  1,000  —  120,  and  the  power  factor  would  be 
raised  to  100%. 

The  introduction  of  the  first  500  kilowatts  of  leading  current 
to  the  system  effected  a  saving  of  294  apparent  kilowatts,  while 
the  introduction  of  the  second  500  kilowatts  wattless  leading 


Fig.  81fi. 


current  to  the  system  effected  a  saving  of  only  120  apparent 
kilowatts.  The  conclusion  would  naturally  be  that  the  rotary 
condenser  saves  a  larger  amount  of  apparent  kilowatts  at  low- 
power  factor  than  it  does  at  high-power  factor.  Thus  the  poorer 
the  power  factor  to  begin  with  the  more  advantage  would  be 
derived  from  the  introduction  of  the  rotary  condenser. 

In  using  a  synchronous  machine  as  a  condenser,  the  field 
current  must  be  increased  to  produce  a  leading  current  in  the 
line.  The  machine  must  thus  be  designed  to  carry  this  additional 
field  ciurent  without  overheating  the  winding  and  usually  in- 
volves a  special  design  if  the  machine  is  to  be  worked  to  its  full 
capacity  as  a  condenser.  Thus  the  limit  to  the  use  of  an  alter- 
nator as  a  synchronous  condenser  is  often  reached  by  the  tem- 
perature of  the  field,  especially  if  it  is  carrying  a  load  on  the 
pulley  also. 


A.  C.  Motors 

Fig.  817  represents  a  250-horse  power,  2,200-voIt  synchronous 
motor  manufactured  by  the  General  Electric  Company.  Note 
the  slip  rings  for  supplying  direct  current  for  exciting  the  revolv- 
ing field;  also  the  field  coils  and  poles  of  this  structure,  and  the 
iverhanging  protection  for  the  stationary*  armature. 
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SECTION  XVI  CHAPTER  I 

ALTERNATING-CURRENT  MOTORS 
SYNCHRONOUS   MOTORS 

1.  Give  a  diagrammatical  sketch  of  a  synchronous  motor.  Explain  its 
construction  and  principle  of  operation. 

2.  What  are  the  various  methods  of  starting  a  synchronous  motor? 

3.  How  does  a  synchronous  motor  get  the  necessary  current  under 
variations  in  load  if  its  speed  does  not  ait^7 

4.  For  a  given  load,  what  is  the  effect  upon  the  line  current  both  as  to 
amount  and  phase  relation  with  respect  to  the  impressed  e.m.f.  when  the 
field  excitation  of  a  synchronous  motor  is  altered? 

5.  What  is  the  effect  of  a  synchronous  motor  load  operating  with  over- 
excited field  upon  the  power  factor  of  a  system  already  carrying  an 
induction  motor  load? 

6.  Does  the  addition  of  a  given  amount  of  synchronous  motor  load 
prove  most  useful  upon  systems  having  a  very  bad  or  a  moderately  good 
power  factor?    Explain  fully  why. 
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THE  ROTARY  MAGNETIC  FIELD  OF  FORCE 

The  rotary  magnetic  field  of  force  exists  in  both  synchronous 
and  induction  polyphase  motors.  The  discovery  of  the  prin- 
ciples of  this  rotary  field  and  the  design  of  the  first  motor  em- 
bodying it  are  attributed  to  Nikola  Tesla. 

To  produce  a  rotary  field  of  force  it  is  necessary  to  have  two 
or  more  alternating  currents  differing  in  their  phase  relation 


Fig.  819. 
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by  some  fixed  angle.  These  currents  cooperate  to  produce  a 
resultant  magnetic  field  which  may  be  rotated  in  either  direction 
desired  and  with  a  speed  de- 
pending upon  the  frequency 
of  supply. 

Consider  an  alternator.  Fig. 
818,  with  a  stationary  field 
N-S  and  a  revolving  armature 
A,  having  two  coils,  1  and  2, 
placed  mechanically  90°  afiart. 
These  two  coils  terminate 
upon  four  slip  rings,  Fig.  819, 
the  coil  1  connecting  to 
brushes  1-1,  and  coil  2  to 
brushes  2-2.  The  currents 
from  these  two  coils  will  ob- 
vipusly  be  90^  apart  in  phase 
because  of  the  fixed  angular 
relation  between  the  coils. 
The  two  currents  are  led  over 
separate  circuits  to  a  motor 
M,  having  four  stationary 
coils.  The  horizontal  coils 
2-2  are  supplied  from  phase  2 
of  the  alternator  and  the  ver- 
tical coils  1-1  from  phase  1. 
The  two  curves  1  and  2,  Fig. 
820.  show  the  instantaneous 
values  of  the  currents  in  the 
two  phases  of  the  alternator 
armature.  In  the  position 
shown  for  the  armature  in  Fig. 
818  coil  1  is  cutting  lines  of 
force  at  a  maximiun  rate  and 
therefore  generating  a  max- 
imum e.m.f .  supplying  a  max- 
imum current  to  coils  1-1  in 
the  motor.  This  current  is 
pictured  at  point  1',  Fig.  820, 
while  coil  2,  whose  conductors 
are*  parallel  to  the  flux  and 
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therefore  generating  no  current,  is  shown  at  point  2,  Fig. 
820.  As  the  coils  1-1  of  the  motor  are  energized,  a  magnetic 
flux  will  be  produced  vertically  between  these  poles,  while  the 
horizontal  poles  carrying  no  current  will  be  dead.  A  permanent 
magnet  or  piece  of  soft  iron  placed  in  this  field  will  assume  a 
vertical  position  parallel  to  the  lines  of  force.  If  the  armature  be 
advanced  one-eighth  of  a  revolution,  the  current  in  coil  1  of  the 
alternator  will  fall  and  the  current  in  coil  2  will  rise.  This  will 
energize  coils  1-1  in  the  motor  to  a  lesser  degree  and  coils  2-2  to 
an  equal  d^ree.  This  is  shown  at  point  A,  Fig.  820,  and  the 
resultant  magnetic  field  due  to  the  four  coils  of  the  motor  will  be 


Fig.  821.— lUustration  of  connections  from  a  two- 
phase  source  to  a  Gramme-ring  winding  to  produce 
a  rotating,  field  of  force. 

advanced  one-eighth  of  a  revolution  as  in  position  2'.  The 
permanent  magnet  will  then  advance  one-eighth  of  a  revolution 
to  place  itself  parallel  to  the  field  in  its  new  position.  If  the 
armature  of  the  alternator  is  successively  advanced  one-eighth 
of  a  revolution,  the  positions  3'-4'-5'-6'-7'-8'  and  1'  will  be  taken 
by  the  magnetic  field,  and  the  permanent  magnetic  needle  will 
move  with  it.  Thus  the  rotation  of  the  armature  of  the  alter- 
nator sets  up  two  alternating  currents  which  cooperate  with 
each  other  through  two  sets  of  magnetic  poles,  producing  an 
invisible  magnetic  field  in  the  space  between  these  poles  which 
rotates  in  synchronism  with  the  alternator  armature  itself. 
A  simple  apparatus  to  demonstrate  this  action  may  be  constructed 
as  in  Fig.  821,  where  a  Gramme-ring  winding  on  a  laminated 
core  tapped  at  two  diametrically  opposite  points  by  one  phase 
and  two  other  diametrically  opposite  points  90°  away  therefrom 
by  the  other  phase,  can  be  made  to  develop  a  rotating  field  of 
force  when  supplied  with  currents  from  a  two-phase  alternator. 
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Any  mass  of  soft  iron  susceptible  to  magnetic  induction  placed 
within  this  field  will  be  caused  to  rotate. 

Three  alternating  currents  differing  in  phase  by  120°,  as  in  Fig. 
822,  may  likewise  be  made  to  cooperate  to  produce  the  rotating 


Fig.  822.— Illustration   of   i 
three-phase  source  to  a  Gramme-ring  i 
produce  a  rotating  field  of  force, 

field  of  force  by  connecting  them  to  three  points  in  such  a 
winding  120"  apart.  While  Gramme-ring  windings  are  never 
used  in  actual  motors,  the  simple  connections  illustrated  show 
how  readily  the  rotary  magnetic  field  of  force  may  be  produced.. 


SECTION  XVI  CHAPTER  II 

ALTERNATING-CURRENT  MOTORS 

THE  ROTARY  MAGNETIC   FIELD  OF  FORCE 

1.  Explain    how    two    alternating   currents    difFcring    in    phase    relation 
by  90  degrees  can  comliiiie  to  prn<hicc  a  rotary  magnetic  field  of  force. 
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PRINCIPLES  OF  INDUCTION  MOTORS 
Polyphase  Induction  Motors 
The  rotary  magnetic  field  of  force  is  employed  in  both  poly- 
phase  synchronous   motors   and   polyphase   induction   motors, 
The  polyphase  synchronous  motor  with  its  field  structure  excited 
by  direct  current  would  not  start,  but  if  brought  up  to  approxi- 
mately synchronous  speed  before  the  exciting  current  was  thrown 
t  on.  it  would  run  in  the  same  direction  as,  and  in  synchronism 
*  with,  the  rotating  field.     The  sj-nchronous  motor  may  be  made 


r.  823. — "Cage  winding"  imbedded  in  the  pole  pieces  of  the  revolving  field 
Etnicture  of  a.  7S-K.W.  Wcstinghonse  synchronous  motor. 

self-starting. by  employing  the  induction-motor  principle.  Thus 
suppose  that  the  poles  of  the  field  structure  were  subjected  to  the 
rotating  magnetic  field  of  force.  As  this  field  of  force  sweeps 
past  them,  eddy  currents  would  be  induced  in  these  poles  and, 
provided  there  was  no  direct  current  in  the  winding  to  establish 
fixed  poles,  the  reaction  of  these  eddy  currents  on  the  revolving 
.field  wouJd  catise  the  field  structure  to  be  dragged  around  after 
[  the  rotating  field  of  force.     The  torque,  however,  would  be  feeble. 
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It  could  be  materially  increased  by  providing  the  field  poles 
with  a  short-circuited  w'inding  of  low  resistance  similar  to  that 
of  an  induction  motor.  Such  a  winding,  embedded  in  the  pole 
faces  of  the  revolving  field  structure  of  a  75-K.W  West- 
iiighouse  synchronous  motor,  is  pictured  in  Fig.  823.  The 
reaction  of  the  induced  currents  in  this  system  of  conductors 
prt)d\icfs  a  satisfactory  starting  torque.  When  the  revolving 
member  has  attained  full  speed  the  direct  exciting  current  is 
admitted  to  the  proper  winding,  and  definitely  established  poles 
appear  and  the  rotor  locks  into  step  at  synchronism.  Thereafter 
no  cumnts  are  induced  id  the  starting  winding  unless  the  rotor 
is  loaded  until  it  fa'ls  out  of  sfp. 

A  direct-current  motor  has  the  working  current  introduced 
into  the  revnlvinj;  member  by  a  pair  of  conducting  brushes,     In 
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induction  motor  the  working  current  is  produced  in  the  re- 
'olving   member   through   induction.     The   action  in  a  direct- 
rrent  motor  is  conductive.     In  an  induction  motor  it  is  indu:- 
In  this  machine  there  are  two  distinct  though   closely 
lated  functions:  First,  a  transformer  action;  second,  a  motor 
faction. 

The  terms  "armature"  and  "field,"  commonly  used  with  direct- 
1  current  motors,  are  abandoned  for  altemating-current  motors 
I  because  of  tht  similarity  of  the  two  members.      They  are  dis- 
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bgoished  as  "stator,"  the  stationary-  member,  and  "rotor,"  the 

rt'olving  member.     These  two  parts  bear  somewhat  the  same 

Kielalion  to  each  other  as  the  primary  and  secondary  of  a  trans- 

Ibrmer.     The  usual  practice  today  is  to  make  the  stator  the 

Rpriinary  and  the  rotor  the  secondary,  although  these  functions 

luid  readily  be  reversed.     The  stator  of  a  Westinghouse  type 

induction  motor  is  shown  in  Fig.  824.     A  wound  rotor 

r  large  and   medium  size  Westinghouse  induction   motors   is 

ihown  in  Fig.  825.     These  rotors  are  of  various  forms,  but  in 

meral  they  consist  of  an  iron   core  on  which  is  a  system  of 

Pconductors   connected   in    various   ways  but  always  with   the 

[  object  of  organizing  the  induced  currents  in  such  a  manner  as  to 

B  produce  the  required  magnetic  polarity. 
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The  theory  of  the  manner  in  which  current  is  induced  in  the 
rotor  may  be  understood  from  a  consideration  of  Fig.  826. 
Here  it  may  be  supposed  that  a  rotating  field  of  force,  due  to 
currents  in  a  stationary  winding,  rotates  from  polar  projections 
A  to  B  to  C  to  D  in  the  direction  of  the  arrow  K,  The  lines  of 
force  due  to  this  field  are  in  the  direction  D-S.  As  the  field 
rotates  it  cuts  squarely  across  the  conductors  E-F-G-H  of  the 
rotor,  which,  for  the  moment,  is  stationary.  This  direction 
of  cutting  will  induce  currents  which  will  flow  toward  the  ob- 
server in  the  conductors  H-G  and  away  from  the  observer  in  the 


Fig.  826. — Relative  directions  of  rotating 
field,  induced  currents  in  rotor,  and  resultant 
direction  of  rotation  of  rotor  in  induction  motor. 

conductors  E-F.  The  direction  of  the  magnetic  resultant  of 
these  induced  currents  will  evidently  be  C-A.  This  would  tend 
to  produce  a  north  pole  on  the  rotor  at  AT,  which  would  be 
attracted  by  the  south  pole  of  the  stator  S',  while  the  north 
pole  of  the  stator  A^'Jwould  repel  the  north  pole  N  of  the  rotor, 
urging  it  in  the  direction  of  the  rotating  field.  If  the  rotor 
traveled  as  fast  as  the  rotating  field,  there  would  evidently  be 
no  induced  voltage  or  current  and  therefore  no  torque,  for  in 
order  to  induce  voltage  there  must  be  relative  motion  between 
the  rotor  and  the  rotating  field.  It  is  therefore  necessary  that 
the  rotor  shall  run  at  a  speed  less  than  synchronism.   This  fall  in 
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speed  below  synchronism  is  technically  known  as  the  "slip." 
It  is  usually  quite  small,  varying  from  2  to  5  per  cent.  At  no 
load  the  rotor  travels  at  practically  synchronous  speed.  As  the 
load  increases  the  slip  increases.  The  greater  the  slip  the  greater 
the  rate  of  cutting  of  the  rotor  conductors,  the  greater  the  in- 
duced e.m.f.,  and  the  greater  the  secondary  current.  Up  to  a 
certain  point  the  torque  also  increases  with  the  increase  in  slip. 
If  the  rotor  stood  still  while  the  rotating  field  traveled  3,600 
r.p.m.  due  to  a  frequency  of  60  cycles  in  a  bipolar  field,  the  fre- 
quency of  the  induced  current  in  each  conductor  in  the  rotor 


Fig.  827. — Relative  magnitude  and  position 
of  currents  in  rotor  of  induction  motor  if  rotcjr 
possesses  resistance  only. 

would  likewise  be  60  cycles.  If  the  rotor  had  no  load,  it  would 
run  at  practically  synchronous  speed.  There  would  then  be 
practically  no  slip,  and  the  frequency  of  the  current  induced  in 
each  conductor  of  the  rotor  would  be  practically  zero.  If  the 
load  was  such  as  to  cause  the  rotor  to  slow  down  to  5%  below 
synchronous  speed,  the  frequency  of  the  currents  induced  in  the 
rotor  would  be  5%  of  60  cycles,  or  3  cycles  per  second. 

A  clear  conception  of  the  relation  of  the  current  in  the  rotor 
conductors  at  any  instant  with  respect  to  the  magnetic  polarity 
of  the  field  may  be  gained  from  an  examination  of  Fig.  827. 
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If  the  rotor  winding  possessed  no  inductance  but  merely  resist- 
ance, the  field  rotating  in  the  direction  given,  the  induced  voltage 
and  resulting  current  in  the  conductors  would  be  a  maximum 
when  under  the  center  of  the  stator  poles.  The  resulting  polarity 
of  the  rotor  would  then  be  as  shown.  These  poles  would  react 
with  a  maximum  effect  upon  the  poles  of  the  rotating  field  to 
produce  torque.  If,  on  the  other  hand,  the  rotor  winding  pos- 
sessed great  inductance  and  comparatively  little  resistance,  the 
currents  would  not  reach  their  maximum  value  in  the  conductors 


Fig.  828. — Relative  magnitude  and  position 
of  currents  in  rotor  of  induction  motor  if  motor 
possesses  inductance  only. 

until  located  as  shown  in  Fig.  828.  The  resulting  polarity  of  the 
rotor  would  now  be  in  line  with  the  poles  of  the  stator,  and  the 
torque  of  the  motor  would  be  zero.  As  the  frequency  of  the 
current  in  the  rotor  is  very  great  when  starting,  the  reactance  is 
great.  Hence  the  torque  is  comparatively  small.  As  the  rotor 
speeds  up,  the  frequency  of  the  current  in  the  rotor  and  conse- 
quently the  reactance  therein  go  down  and  the  angular  displace- 
ment between  the  poles  of  the  rotor  and  the  poles  of  the  stator 
increases  from  that  shown  in  Fig.  828  to  that  shown  in  Fig.  827, 
and  the  torque  increases. 
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As  already  explained,  there  will  be  no  slip,  no  induced  e.m.f., 
no  current  and  no  torque  when  the  rotor  runs  in  s3mchronism 
with  the  rotating  field.  If  a  load  is  applied,  the  rotor  conmiences 
to  slip.  As  the  slip  increases  the  induced  e.m.f.,  current  and 
torque  also  increase,  and  the  increase  in  torque  would  be  in 
direct  proportion  to  the  slip  were  it  not  for  the  demagnetizing 
effects  of  the  rotor  currents.  The  magneto-motive-force  of  the 
rotor  is  opposed  to  the  magneto-motive-force  of  the  stator, 
and  as  the  induced  currents  rise  the  reaction  causes  a  leakage 
flux  to  occur  in  the  gap  space  between  the  rotor  and  stator.  This 
is  similar  to  the  leakage  flux  between  primary  and  secondary 
windings  of  an  ordinary  transformer.  As  a  result,  when  the 
rotor  currents  increase,  the  demagnetizing  action  increases  and 
the  magnetic  leakage  rises  until,  when  the  rotor  current  is  large, 
the  flux  through  the  rotor  becomes  smaller  and  the  resultant 
torque  may  actually  fall  instead  of  rising  with  an  increase  in 
secondary  current.  Also,  as  explained  before,  the  rotor  react- 
ance increases  with  the  slip.  An  increase  in  reactance  affects 
the  time  phase  angle  between  the  currents  in  the  rotor  and  in 
the  stator  so  as  to  further  decrease  the  torque  between  the  two. 

For  every  particular  motor  there  is  a  certain  slip  at  which  the 
maximum  torque  is  exerted  and  beyond  which  point  the  reaction 
of  the  rotor  becomes  so  great  that  the  torque  decreases  with  an 
increase  of  slip.  The  actual  point  where  this  occurs  depends  on 
the  design  of  the  motor. 

The  starting  torque — that  is,  the  rotating  effort  with  100% 
slip,  as  when  the  motor  starts  from  rest — will  depend  very 
largely  on  the  resistance  of  the  rotor  winding.  If  the  secondary 
conductors  are  of  copper  and  therefore  have  a  very  low  resistance, 
the  current  at  start  is  very  large.  The  magnetic  reaction  will 
be  great  and  the  resulting  torque  small.  If,  on  the  other  hand, 
the  rotor  circuits  are  of  high  resistance,  the  current  induced  at 
a  standstill  will  be  limited  in  amount  by  the  resisfance  of  the 
rotor  winding  and  the  starting  torque  may  be  relatively  high. 
This  is  because  the  rotor  current  will  not  batter  down  and 
deflect  the  stator  flux  so  much  as  before.  Also  the  reactance  of 
a  rotor  at  a  standstill  is  practically  fixed  by  the  mechanical 
design  regardless  of  the  resistance  of  the  conductors.  If  these 
conductors  are  of  high  resistance,  the  power  factor  of  the  rotor 
current  is  higher,  and  the  phase  relation  between  the  rotor  and 
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stator  currents  improves  so  as  to  assist  in  increasing  the  starting 
torque,  although  the  current  in  the  rotor  has  decreased. 

The  torque  in  the  motor  depends  upon  the  actual  flux  which 
crosses  the  rotor. 

A  motor  with  a  high-resistance  rotor  will  develop  its  inaTimum 
torque  at  the  start  or  at  very  low  speed,  but  the  efficiency  and 
regulation  of  such  a  motor  would  be  very  poor  as  the  high 


STANDSTILL 


—  RUNNING  SPEED 


Ku;.  i42^>.    -Torque  characteristic  of  induction  motor  between  synchronous 

sj^et^i  and  standstill. 

resistance  wimiin^  would  produce  a  greater  slip  and  /*/?  loss  at 
Hi^niial  load. 

A  nu>tor  witli  a  low  resistance  rotor  would  exert  its  muTimnni 
torque  at  high  speed.  Such  a  machine  would  have  a  high 
olViciency  and  small  slip  at  nonnal  load  but  would  develop  a  very 
poor  starting  torque.  The  torque,  speed  and  general  perform- 
ance of  an  induction  motor  can  thus  be  changed  considerably  by 
observing  the  above-mentioned  points  in  design. 

Fig.  82^)  is  a  torque  curve  for  an  induction  motor.  The  line 
E'C  represents  variation  in  speed  from  standstill  to  synchronism. 
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vnism  C,  the  motor's  torque  is  zero.     From  this  point 

L  (alls  off  and  the  torque  rises  rapidly  as  the  slip  in- 

1,  reaching  a  maximum  at  the  point  A  with  a  slip  equal  to 

~-B.      This    particular    point    is 

Jled    the    "poU-out"    torque    or      |      W      p^     ^ 

^•break-dowii"    point.      If    loaded       1      f       I  I      [^ 

rther  the  motor  shuts  down,  the      d      L- — i      i      .i>t^ 

arque  curve  falling  rapidly  until,      ^••f   „1»»!       1»»L,'^ 

^t  the  point   D.  when  the  motor       P>'^rr///,^';7P7f///'>^'?Z7'//////, 

B  Standing  still,  there  is  very  little 
^_  FiG-  830. 

■torque. 

TTie    induction   motor   is   approximately   a    constant    speed 

^machine  resembling  in  this  particular  a  direct-current    shunt 

Its  starting  torque,  however,  is  smaller,  and  its  drop 


o 


SECONDARY 


speed   less  than  in  a  shunt  motor.     It  also  possesses  the 
ruliar  feature  of  pulling  out  and  shutting  down  at  a  critical 
nKiint,  which  is  unlike  a  shunt  motor. 

The  number  of  slots  in  the  rotor  should  never  be  equal  to 
T  a  multiple  of  the  number  in  the  stator  as  in  Fig.  830,  as  under 
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such  circumstances  the  rotor  teeth  and  stator  teeth  would  line 
up  so  as  to  make  the  magnetic  reluctance  less  in  the  position 
shown.  This  would  exert  a  force  opposing  rotation,  as  any 
effort  to  turn  would  increase  the  reluctance  of  the  path.  This 
would  prevent  smooth  operation,  as  the  flux  value  would  vary 
as  the  slots  passed  and  also  might  prevent  starting  the  rotor 
in  certain  positions.  The  number  of  rotor  slots  is  therefore 
always  made  prime  to  that  of  the  stator,  as  in  Fig.  831 ;  then 
the  reluctance  of  the  magnetic  circuit  across  the  span  of  one 
stator  pole  is  not  materially  altered  by  any  position  of  the  rotor. 

Three  forms  of  slot  construction  are  employed  for  induction- 
motor  stators.  In  section  I  of  Fig.  832  is  shown  an  open  slot 
construction  with  wooden  wedges  employed  to  hold  the  coils  in 
position.  This  permits  the  use  of  form  wound  coils  which  are 
the  strongest  mechanically  and  arc  well  insulated.  The  flux 
lines  passing  from  stator  to  rotor  concentrate  in  the  compara- 
tively narrow  tooth,  and  as  they  separate  in  the  air  gap  the 
average  length  of  the  path  is  increiL'sed,  necessitating  a  greater 
magnetizing  current.     This  involves  a  low  power  factor. 

Section  2  illustrates  the  partially  closed  construction.  Form 
wound  coils  completely  taped  up  cannot  Ix;  employed  here,  but 
the  pcnlion  which  is  placed  in 
the  slot  must  be  threaded  in, 
one  or  two  conductors  at  a 
time.  This  does  not  permit 
of  getting  as  much  wire  in  the 
slot  nor  of  insulating  it  as  well 
as  in  the  preceding  method. 
It  also  makes  it  more  difficult 
to  effect  repairs.  The  over- 
hanging edges  of  the  slot, 
however,  provide  a  greater 
tooth  area  through  which  the  flux  is  distributed.  This  enables 
the  lines  erf  force  to  travel  straight  across  the  gap  by  the  shortest 
possible  path.  As  a  result  the  magnetizing  current  is  lowered 
and  the  power  factor  is  improved. 

Section  3  illustrates  a  construction  that  embodies  both  the 
advantages  and  eliminates  the  disadvantages  in  the  two  other 
designs.  It  involves  the  use  of  a  magnetic  bridge,  E,  Fig.  833, 
which  coudsti  of  a  wedge  of  soft  steel  with  a  small  air  gap  in  the 
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center,  which  is  driven  into  place  after  the  formed  coil  has  fc 
placed  in  the  slot.  It  gives  the  advantage  of  the  open  slot  con- 
struction which  admits  of  better  insulated  and  more  easily  placed 
coils,  and  at  the  same  time  gives  the  high  power  factor  obtainable 
with  the  partially  closed  slot  but  is  a  more  costly  construction 
than  the  partially  closed  slot  type. 


Induction  motors  are  usually  provided  with  a  stator  of  the 
general  appearance  of  Fig.  834,  which  pictures  the  General 
Electric  type  K.T.  construction.  For  these  stators  three  forms 
of  rotors  are  available.  The  General  Electric  Company  desig- 
nate these  as  the  forms  K,  I.  and  M.  The  form  K  rotor  is  pic- 
tured in  Fig.  835.  It  consists  of  a  number  of  parallel  conductors 
placed  in  slots  in  a  laminated  core,  the  ends  of  these  conductors 
in  the  rotor  pictured  being  welded  to  massive  copper  rings  which 
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mnect  the  entire  number  in  parallel.  In  the  absence  of  the 
iron  core  such  a  winding  would  resemble  in  appearance  the  well- 
known  squirrel  cage.  It  has  therefore  been  named  the  squirrel- 
cage  rotor  or  the  cage-wound  rotor.  The  conductors  are  usually 
massive  bars  of  copper,  either  round  or  square  in  cross-section. 
Bare  conductors  are  frequently  employed,  it  not  being  necessary 
to  insulate  them.  The  reason  is  that  the  induced  voltage  is 
nceedingly  small,  and  the  difference  of  potential  between  any 


wo  points,  such  as  the  middle  of  one  conductor  and  the  middle 
of  an  adjacent  conductor  in  front  of  one  pole,  is  practically 
zero.  The  current  therefore  is  urged  in  a  sheet  from  one  end  of 
the  rotor  to  the  other  across  the  entire  space  of  one  polar  area 
unlit  it  reaches  the  connecting  ring  on  the  end,  whence  it  divides 
and  returns  in  series  with  the  conductors  in  front  of  opposite 
slator  poles  adjacent  thereto. 

Various  methods  of  connecting  the  conductors  to  the  end  rings 
have  been  employed.  As  the  currents  are  large  and  the  voltage 
small,  the  resistance  of  the  connection  must  be  a  minimum.     In 
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small  rotors  the  connection  is  sometimes  riveted  and  soMere 
In  large  types  the  end  ring  has  been  connected  by  a  bolt  and  nut 
to  each  conductor.  In  still  other  types  the  end  ring  has  been 
welded  or  brazed  to  each  conductor.  Finally  the  end  ring  has 
been  cast  from  molten  metal  directly  onto  the  conductors  them- 
selves, thus  insuring  perfect  contact  at  all  times.  Rotors  have 
also  been  made  in  which  the  conductors  and  end  rii^s  are  of 
fthUQisunit  all  being  cast  in  ^oH^  after  a—gnbting  tJbe  inm 
•tracttm  of  th*  rotAr. 


I'lU.  Sift.—- liencral  Electric  K 
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The  form  K  rotor  represents  the  most  rugged  possible 
struclion.  With  no  insulation,  with  no  soldered  joints,  with 
massive  conductors  and  no  commutator,  slip  rings  or  brushes, 
there  is  practically  nothing  to  get  out  of  order.  The  rotor  is 
virtually  indestructible  and  will  last  indefinitely.  Its  chief 
disadvantage  is  that  it  is  not  capable  of  developing  a  high  start- 
ing torque  unless  high  resistance  conductors  or  end  rings  are 
employed,  wilh  consequent  poorer  efficiency  and  regulation. 

Because  of  the  small  load  which  the  form  AT  rotor  is  able  ta'i 
stRrl,  the  load  is  often  attached  to  the  pulley,  which  includes  a 
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friction  dutch,  enabling  the  rotor  to  start  freely.  An  expanding 
ring  within  the  clutch,  operating  by  centrifugal  force,  gradually 
comes  in  contact  with  an  outer  band  which  it  grips  by  friction 
and  thus  starts  the  load  smoothly. 

In  the  form  K  rotor  the  currents  flow  rather  promiscuously, 
and  the  magnetic  polarity  is  not  as  sharply  defined  as  could  be 
desired. 

The  form  L  rotor.  Fig.  836,  is  wound  with  definite  poles  estab- 
lished by  formed  coils  placed  in  the  rotor  slots  and  constituting 
a  winding  which  may  be  practically  a  duplicate  of  the  stator 
winding.  The  currents  induced  therein  flow  in  definitely  organ- 
ized paths,  and  as  the  winding  is  well  insulated  the  poles  are 
more  sharply  defined  and  a  better  starting  torque  is  developed. 


Fig.  837. 

Within  the  rotor,  however,  there  is  mounted  a  three-phase 
rheostat  R,  Fig.  837,  connected  in  cither  Y  or  A  and  tapped  to 
the  three  terminals  A,  B,  C  oi  the  rotor  winding.  This  resist- 
ance is  sufficient  in  amount  to  limit  the  induced  currents  in  the 
rotor  winding  at  the  start  to  full-load  value.  Under  these  con- 
ditions the  motor  is  enabled  to  develop  full-load  torque  at  the 
start.  This  is  a  decided  advantage  over  the  cage-wound  rotor, 
which  would  require  approximately  four  times  full-load  current 
to  produce  full-load  torque  when  starting.  When  the  motor  is 
up  to  speed,  a  button  operating  a  rod  through  the  center  of  the 
rotor  shaft  is  arranged  to  connect  all  three  segments  of  the  switch 
5,  together,  which  short-circuits  the  starling  re^sistanco  and  con- 


138 


Theoretical  and  Practical  Electrical  Enginetring 


verts  the  rotor  into  the  equivalent  of  a  cage  winding.  In  som 
types  of  motors  employing  this  style  of  rotor  the  switch  S  operates 
automatically  by  centrifugal  force  when  the  motor  approaches 
synchronism.     Thus'fi  constitutes  a  nne-step  starting  box  which 


I 


Fig.  838.— G I 


very  effectively  reduces  the  initial  current  in  the  rotor  and  there- 
fore in  the  stator.  Where  it  is  important  that  the  line  voltage 
should  not  be  affected  by  heavy  starting  currents  or  where  the 
generator  capacity  is  limited,  the  form  L  rotor  may  be  used  to 
advantage. 


Fig.  839. 

The  form  M  rotor,  Fig.  838,  is  practically  identical  in  con- 
struction with  the  form  L,  except  that  the  starting  resistance  is 
externally  placed  instead  of  internally.  In  Fig.  839,  5  is  the 
stator  winding  and  R  the  rotor  winding.     The  three  terminals 
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of  the  rotor  lead  to  three  slip  rings,  A-A-A,  from  which  brushes 
B-B-B  conduct  the  current  to  an  externally  placed  Y-connected 
rheostat  T,  having  three  arms.  The  advantage  of  this  arrange- 
ment is  the  great  flexibility  permitted.  The  three  arras  of  this 
rheostat  are  all  connected  to  one  handle  as  in  Fig.  840,  which 
[lennits  of  any  adjustment  of  the  secondary  current  desired. 
The  current  enters  through  the  leads  A-B-C  and  the  main  line 
switch  and  passes  thence  to  the  stator.  The  induced  currents 
from  the  rotor  are  led  out  from  the  shp  rings  and  thence  through 
the  starting  rheostat.  By  manipulation  of  the  rheostat  the 
rotor  can  be  made  to  start  any  load  within  reasonable  limits, 
requiring  either  less  or  more  than  full-load  torque,  with  a  mini- 
mtun  of  current.  The  form  M  rotor  is  preferable  for  cranes, 
hoists  and  electric  elevators. 


DC 


m 


SL 


Fig.  840. 

If  the  external  rheostat  has  sufficient  carrying  capacity,  it 
may  be  arranged  to  remain  continually  in  circuit  and  thus  give 
speed  control  under  various  loads  similar  to  that  which  would 
be  obtained  from  a  shunt-wound  direct-current  motor  with  a 
regulating  rheostat  in  its  armature  circuit. 

Polyphase  motors  employing  the  form  K  cage-wound  rotor 
are  often  thrown  directly  across  the  line  without  any  starting 
device  whatever  in  sizes  up  to  5  horse  power.  Above  this  size  a 
starting  compensator  is  emijloyed.  This  is  in  effect  a  three- 
phase  auto  transformer,  Fig.  841,  of  the  core  type,  each  leg  hav- 
ing a  single  winding.  The  lower  ends  of  these  windings  connect 
to  a  common  point,  while  the  upper  ends  extend  to  the  source 
of  supply.     Taps  are  taken  off  from  the  winding  at  various 


Theoretical  and  Practical  Electrical  Engituering 
LINE    SIDE 

100E 


points  according  to  the  voltasc,  current  and  torque  required  by 
the  rotor  whrii  starlinj;.  Fi;;.  842  shows  the  arrangement. 
Here  A-B-C  represent  the  three 
windings  of  the  compensator. 
Let  100  volts  be  applied  across 
each  phase  of  the  line  side.  As- 
suming a  current  of  60  amperes 
to  flow  through  each  line  wire 
into  the  compensator,  taps  could 
be  taken  off  at  E,  F  and  C  , 
which  would  supply  60  volts  on 
llie  motor  side  and  100  amperes 
in  each  line  wire.  Thus,  by  the 
tnm.'jformer  action  effected,  a 
comparatively  high  voltage  and 
small  current  is  changed  into  a 
■  coiiip;,raiivcly  low  voltage  and 
larijc  current,  with  practically 
m  1  loss.  This  j;ives  the  large  cur- 
rent (HI  the  motor  side  reqtiircd 
i(j  produce  the  necessary  start- 
ing torque.  Compensators  are 
generally    provided    with    taps 
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which  will  furnish  the  motor  with  40  to  60  or  80%  of  the  line 
voltage.  The  general  relations  between  full-load  current  and  full- 
load  torque  are  shown  in  the  following  table: 


Per  cent  of 
rated  E.M.F. 

Per  cent  of  full  load 

Up  to  IS  H.  P. 

Current 

Torque 

1st  tap 

40 

60 

80 

100 

112 
250 
450 
700 

32 

2nd  tap 

72 

3rd  tao 

128 

No  compensator. ...... 

200 

The  above  represents  the  percentage  of  line  voltage  and 
current  on  the  line  side.  Between  the  compensator  and  the 
motor  the  current  is  correspondingly  more  and  the  voltage  corre- 
spondingly less.  These  values  vary  somewhat  with  the  design 
of  the  motor. 

The  actual  appearance  of  a  General  Electric  Compensator  is 
shown  in  Fig.  843.  The  throw-over  switch  for  changing  from 
intermediate  to  line  potential  is  shown  at  the  top.  The  no- 
voltage  release  coil  is  shown  on  the  side  at  the  left. 

In  place  of  a  compensator  a  three-phase  starting  rheostat 
could  be  employed  which  would  lower  the  voltage  and  improve 
the  power  factor  under  which  the  starting  current  was  drawn. 
With  such  an  arrangement,  however,  the  gain  in  current  due  to 
transformer  action  of  the  compensator  would  be  lost. 

It  must  be  borne  in  mind  that  the  object  of  the  compensator 
is  to  reduce  the  current  drawn  from  the  line  at  start  by  reducing 
the  potential.  Without  the  compensator,  the  current  taken  by 
the  motor  at  start  would  be  approximately  seven  times  normal 
as  indicated  in  the  above  table. 
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SECTION  XVI  CHAPTER  III 

ALTERNATING-CURRENT  MOTORS 
PRINCIPLES  OF  INDUCTION  MOTORS 

1.  Is  the  rotary  magnetic  field  produced  in  polyphase  synchronous 
motors?    Is  it  essential? 

2.  What  is  the  direction  of  rotation  of  the  rotor  of  an  induction 
motor  with  reference  to  the  rotating  field.  Explain  fully*  by  means  of 
sketch. 

3.  What  would  be  the  amount  of  current  induced  in  the  rotor  at  synchro- 
nous speed? 

4.  What  is  meant  by  the  "slip"  in  an  induction  motor?  What  deter- 
mines the  amount  of  slip?  What  effect  has  the  slip  on  the  torque  and 
secondary  current? 

5.  Why  is  the  torque  of  an  induction  motor  so  poor  when  starting? 
How  can  it  be  improved? 

6.  With  what  D.  C.  motor  does  the  regulation  of  an  A.  C.  induction 
motor  compare?  Which  regulates  the  better?  What  points  in  the  design 
of  an  induction  motor  would  improve  its  regulation? 

7.  What  are  the  relative  effects  of  low  resistance  and  high  resistance 
rotors  upon  the  starting  torque,  efficiency  and  regulation  of  induction 
motors. 

8.  What  relation  should  exist  between  the  number  of  slots  in  the 
rotor  and  the  number  in  the  stator?    Why? 

9.  What  are  the  relative  advantages  of  open  slots  and  partially  closed 
slots  for  induction  motors? 

10.  Explain  the  construction  of  the  "cage- wound"  rotor.  What  are 
its  advantages  and  disadvantages?    How  are  the  end  rings  attached? 

11.  Explain  the  construction  of  the  "form-wound"  rotor  with  internally 
located  starting  box.  What  are  its  advantages  and  disadvantages?  How 
is  the  starting  resistance  cut  out? 

12.  Explain  the  construction  of  the  form-wound  rotor  with  slip  rings 
and  externally  located  starting  box.  What  are  its  advantages  and  dis- 
advantages. 

13.  Explain  the  principle  and  advantages  of  the  inductive  compensator 
for  starting  induction  motors  with  cage-wound  rotors.    Sketch. 

14.  How  may  the  starting  torque  of  an  induction  motor  employing  the 
compensator  be  altered? 
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A.  C.  MOTORS 

PRINCIPLES  OF  INDUCTION  MOTORS 

Single-Phase  Inductioii  Motors 

The  rotating  field  produced  in  polyphase  motors  is  inherently 
present  in  such  machines  and  is  symmetrical  in  form  and  mag- 
nitude, and'  if  the  motor  travels  at  synchronous  speed  there 
will  be  no  current  induced  in  its  conductors. 

Pure  single-phase  motors  have  but  a  single  winding,  which 
may  be  connected  up  for  any  desired  number  of  poles.  Such  a 
motor  is  not  self-starting.  If  it  is  provided  with  a  cage-wound 
rotor  and  once  started  or  brought  up  to  approximately  s>ti- 
chronous  speed,  it  will  continue  to  run  in  the  direction  in  which 
it  was  started  because  of  a  rotating  field  that  is  induced  by  the 
reaction  of  induced  currents  in  the  rotor. 

A  single-phase  motor  would  have  current  in  its  rotor  at  prac- 
tically synchronous  speed,  this  current  being  necessary  to  produce 
the  magnetism  required  for  the  rotating  field.  The  field  of  the 
single-phase  motor  is  elliptical  in  form  instead  of  circular,  the 
actual  shape  of  the  ellipse  being  determined  by  the  speed  of  the 
rotor  compared  with  synchronous  speed.  As  it  approaches 
synchronism  it  becomes  more  and  more  nearly  circular. 

Consider  a  bipolar  field,  Fig.  844,  excited  by  an  alternating 
current,  having  at  a  particular  instant  the  polarity,  N-S,  the 
resultant  flux  being  shown  by  the  vertical  arrow.  Let  the  rotor 
R  be  forcibly  driven  by  mechanical  means  across  this  field  in  the 
direction  of  the  curved  arrow.  The  direction  of  the  e.m.f.  gen- 
erated in  the  conductors  A-B  will  be  as  shown. 

As  this  is  a  rotational  voltage  its  maximum  values  will  coincide 
with  the  maximum  value  of  the  main  field  flux — that  is,  it  will 
be  in  time  phase  with  it.  But  as  this  voltage  produces  a  ciurent 
which  tends  to  produce  a  flux  along  an  axis  at  right  angles  to  the 
main  field,  there  is  no  stator  winding  with  which  it  can  interact. 
Thus  the  circuit  for  this  current  will  possess  a  high  reactance. 
Any  current  that  will  circulate  due  to  this  rotational  voltage 
will  therefore  lag  behind  the  e.m.f.  causing  it  by  approximately 
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90°.  This  current  tends  to  produce  a  flux  along  the  dotted  line 
N'-S'  at  right  angles  to  the  main  field,  and  as  the  currents 
lag  nearly  90**  due  to  the  reactance  of  this  circuit  it  is  evident 
that  this  second  flux  will  be  out  of  phase,  both  electrically  and 
in  mechanical  position,  by  90°. 

The  generated  e.m.f.  of  this  circuit  is  in  time  phase  with  the 
main  field,  and  the  rate  of  change  of  induced  magnetism  is  equal 
to  that  of  the  generated  e.m.f.  Therefore  the  secondary  field 
A-'-S'  will  have  a  value  that  is  proportional  to  the  rate  of  change 
of  the  current  in  the  conductors  A-B,  which  in  turn  is  propor- 
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Fig.  844. — Principle  of  single-phase  in- 
duction   motor. 


tional  to.  the  e.m.f.  induced  therein,  which  in  turn  is  proportional 
to  the  rate  of  change  of  the  main  flux. 

These  two  fields  will  obviously  interact  to  produce  a  rotary 
field  of  force  in  which  the  rotor  will  continue  to  revolve.  For  all 
speeds  under  synchronism  the  secondary  field  will  be  less  in 
value  than  the  main  field,  and  above  synchronism  it  will  be 
greater.  This  causes  the  resultant  field  to  assume  an  elliptical 
form,  as  in  Fig.  845,  which  at  synchronism  becomes  practically 
circular. 

At  no  load  the  rotor  must  carry  a  sufficient  current  (mag- 
netizing current  plus  a  small  energy  component)  to  produce  the 
induced  field.  This  current  must  not  be  confused  with  the 
energy  current  which  flows  in  the  rotor  when  a  load  is  applied. 
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In  general  it  may  be  stated  that  the  rotational  voltage  caused 
by  cutting  the  main  field  and  the  transformer  voltage  due  to  the 
secondary  field  are  nearly  180*"  out  of  phase  and  interact  to 

produce  the  exciting  current  of  the  sec- 
ondary  field.     This    current  does   not 
interact  in  any  way  to  produce  motor 
torque  but  produces  the  secondary  flux 
only  and  varies  with  the  si)eed.     The 
voltage  generated  in  the  rotor  due  to 
the  cutting  of  the  secondary  field  inter- 
acts with  the  transformer  voltage  due 
to  the  main  field  to  produce  the  working 
current  in  the  rotor.     This  current  is 
produced  in  the  same  space  position  with 
the  secondary  field  with  which  it  inter- 
acts to  produce  the  motor  torque.  While 
this  current^  and  flux  are  not  in  time 
phase,  being  90**  apart,  at  synchronous 
speed,  their  phase  position  improves  as  the  motor  approaches 
full-load   conditions.     The    resultant  voltage   which    produces 
this  working^current  is  caused  by  two  components  which  are 
nearly  180°  out  of  phase  yrith  each  other.     As  one  of  these 
varies  nearly  as  the  square  of  the  speed,  it  is  evident   that 
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Fig.  845.— EUiptical  ro- 
tating field  in  a  single- 
phase  induction  motor. 


Fig.  846. — Method  of  starting  polyphase 
induction  motor  on  single-phase  circuit  by 
means  of  resistance  in  shunt  with  one  phase. 


a  small  decrease  in  the  speed  will  bring  about  a  considerable 
increase  in  resultant  voltage  and  current.  This  results  in  a 
slightly  smaller  slip  in  a  single-phase  than  in  a  polyphase  motor 
of  the  same  rated  capacity, 

External  Phase  Splitters  for  Starting. — Three-phase  motors 
may  be  operated  with  reduced  output  upon  single-phase  circuits 
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of  the  same  voltage.  Such  motors  will  not  start  unless  pro- 
vided with  means  for  bringing  them  up  to  about  20%  of  their 
synchronous  speed  or  unless  they  are  provided  with  some  external 
phase  splitter.  The  latter  is  the  commonest  method.  If  the 
stator  of  a  three-phase  motor,  A-B-C,  Fig.  846,  is  connected  to 
a  single-phase  source,  D-E,  the  rotor  will  not  start.  If,  however, 
a  resistor,  R,  is  connected  between  the  points  C  and  A,  a  voltage 
will  be  impressed  upon  A-C  which  is  out  of  phase  with  that  on 
A'B.  The  angle  will  not  be  great  but  will  be  sufficient  to 
enable  the  motor  to  start  without  load  if  the  resistance  of  jR  is 
properly  proportioned.  The  phase  displacement  so  obtained 
produces  a  rotating  field,  somewhat  distorted  but  sufficient  to 
start  the  motor.  As  the  motor  gets  up  to  speed  it  induces  its 
own  rotating  field  and  the  resistor  R  may  be  disconnected.     If 
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Fig.  847. — Resistance  and  inductance  em- 
ployed for  external  phase-splitting  to  start  a 
three-phase  motor  on  a  single-phase  circuit. 

the  wire  at  A  is  switched  to  the  point  B,  the  phase  displacement 
is  in  the  other  direction  and  the  field  of  force  rotates  in  reverse 
order.  The  change  would  cause  the  motor  to  start  in  the  oppo- 
site direction.  External  phase  splitting  may  be  obtained  with  a 
resistor,  an  inductor  or  a  condenser.  A  resistance  unit  is  the 
most  readily  obtained  and  is  widely  used.  Inductance  is  rarely 
used  by  itself  because  the  motor  circuit  is  already  highly  induc- 
tive and  an  additional  inductance  does  not  cause  much  further 
phase  displacement.  A  condenser  would  be  the  best  but  is  com- 
paratively expensive.  If,  instead  of  employing  resistance  alone, 
a  resistor  jR  and  an  inductor  L  be  employed,  as  in  Fig.  847,  the 
current  is  made  to  lag  more  in  B-C,  and  less  in  A-C,  than  in  A^B. 
The  motor  would  thus  start  even  more  readily  than  when  con- 
nected as  in  Fig.  846.     External  phase  splitters  of  this  type  are 
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in  no  sense  starting  boxes.  They  do  not  reduce  the  applied 
voltage  but  simply  bring  about  a  rotating  field  while  the  motor 
takes  its  customary  large  starting  current. 

A  method  of  reducing  the  voltage  on  each  phase  when  starting 
in  combination  with  an  external  phase  splitter  is  illustrated  in 
Figs.  848  to  850.  In  Fig.  848  the  three  phases  of  the  motor 
stator  are  connected  in  Y.  Across  phases  1  and  2  a  resistor,  /?, 
is  connected.  Across  phases  2  and  3  is  a  reactor,  L,  while  the 
line  voltage  is  impressed  across  phases  1  and  3.     The  phase 


LINE 


Fig.  848. — Y  connection  for  limiting  starting 
current  in  an  induction  motor  with  external  phase- 
splitting. 


INNING 
LINE 


Fig.  849. — ^  connection  for  running  after  preced- 
ing motor  has  been  started. 


displacement  obtained  by  these  two  devices  enables  the  motor 
to  start  quickly.  As  each  phase  of  the  stator  is  wound  for  full- 
line  voltage  this  pressure  is  reduced  nearly  one-half  on  account 
of  the  Y  connection.  When  the  motor  has  nearly  reached 
synchronous  speed  a  switch  is  thrown  which  changes  the  connec- 
tions from  Y  to  A  as  in  Fig.  849  and  at  the  same  time  disconnects 
the  resistor  and  reactor.  The  motor  then  produces  its  own 
rotating  field  and  continues  to  run  in  the  direction  in  which  it 
was  started. 
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A  phase-splitting  and  connection-changing  device  used  by  the 
General  Electric  Company  for  accomplishing  the  above  is 
illustrated  in  Fig.  850.  It  involves  a  three-blade  switch  mounted 
on  the  top  of  a  box  containing 
the  resistor  and  reactor.  The 
box  requires  six  wires  for  the 
two  terminals  of  each  phase  of 
the  motor  M  which  must  be 
led  into  the  box.  Tracing  the 
circuit  between  the  line  and  the 
motor  with  the  switch  in  the 
upper  position  will  show  that 
the  connections  are  established 
as  in  Fig.  848.  When  the 
switch  is  thrown  to  the  lower 
position  the  connections  in  Fig. 
849  are  obtained.  To  reverse 
the  direction  of  rotation  of  such 
a  motor  it  is  only  necessary  to 
reverse  the  connections  A-B — 
that  is,  reverse  the  terminals  of 
the  resistor  and  reactor  with 
respect  to  the  binding  screws 
on  the  switch  on  the  top  of  the  box. 

Self-Starting  Single-Phase  Motors. — In  the  absence  of  an 
external  phase-splitting  device  for  starting  three-phase  motors  on 
a  single-phase  circuit,  there  are  three  plans  for  rendering  single- 
phase  motors  inherently  self-starting.  They  are:  The  repulsion 
method,  the  condenser  method,  and  the  auxiliary  winding 
method. 

The  RepulsioQ-Stut  Type  Induction  Motor.— This  method 
employs  the  repulsion  principle  illustrated  diagrammatically  in 
Fig.  851.  ■  Here  a  single-phase  alternating  current  is  introduced 
into  a  bipolar  stator  winding  in  which  is  located  an  armature  with 
a  winding  hke  that  on  a  direct-current  machine  and  provided  with 
a  commutator.  On  this  commutator  are  a  pair  of  brushes  dis- 
posed at  an  angle  with  respect  to  the  normal  position  for  direct- 
current  brushes  and  short  circuited  on  themselves.  When 
single-phase  alternating  current  is  introduced  into  the  stator 
winding  the  armature  rotates  because  of  a  repulsion  which  sets 


Fig.  850. — Wiring  diagram  for 
making  connections  shown  in  Fig. 
848  and  Fig.  849. 
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in  between  closely  approaching  poles  of  like  sign  on  the  rotor  and 
stator. 

To  understand  the  way  in  which  the  rotor  currents  are  pro- 
duced, consider  Fig,  852.  Here  the  brushes  are  placed  in  what 
would  correspond  to  the  neutral  position  in  a  direct-current 
machine  and  are  short  circuited.    If  an  alternating  flux  be 


projected  through  the  armature  in  the  direction  N-S,  an  induced 
e.m.f.  would  be  set  up  in  the  upper  and  lower  branches  of  the 
winding  which,  according  to  Lenz's  Law  would  oppose  this 
flux.  A  Gramme  ring  winding  is  shown  although  the  actual 
construction  consists  of  a  drum  winding  Assmnmg  the  arma- 
ture to  be  motionless,  the  induced  e.m  f  will  be  as  in  a  trans- 


.  Fic.  852. — With  short-circuited  brushes  in  posi- 
tion shown,  no  current  will  be  induced  in  armature 
winding. 

former,  and  the  armature  winding  will  act  as  a  secondary  with 
respect  to  the  flux  supplied  by  the  stator  primary.  Examining 
the  induced  e.m.fs.  which  will  occur  at  the  instant  pictured,  it 
will  be  observed  that  an  e.m.f.  will  be  produced  which  will  tend  to 
luge  a  current  from  C  to  A  and  from  Dto  A,  the  e.m.fs.  in  these 
two  circuits  being  equal  and  opposite  to  each  other,  no  current 
will  result.     For  similar  reasons  the  e.m.f.  from  B  to  C  opposes 
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that  from  B  to  D,  and  no  current  will  be  produced  between  the 
short-circuited  brushes  at  C-D.  Should  the  brushes  be  turned 
through  an  angle  of  90"  to  the  position  shown  in  Fig,  853,  the 
induced  e.ni.fs.  between  B-C-A  will  now  be  all  in  one  direction 
and  those  between  B-D-A  likewise  in  the  same  direction.  These 
e.m.fs,  will  combine  at  the  proper  point,  A,  to  produce  two  cur- 
rents in  parallel,  which  will  flow  through  the  short  circuit  from 
A  to  B,  developing  a  magneto-motive-force  in  the  direction 
N'-S',  diametrically  opposed  to  the  main  flux  N-S.  The  arma- 
ture poles  being  on  dead  center  with  respect  to  the  stator  poles, 
no  torque  can  repult.  If,  however,  the  brushes  are  placed  at 
some  intermediate  position  between  that  shown  in  Fig.  852, 


Frc,  8SJ.— With  short-circuited  brushes  in 
position  sho#n,  curfenti  will  be  induced  but  no 
torque  will  be  developed  by  the  armature. 

where  there  is  no  current,  and  Fig.  853,  where  there  is  no  torque, 
it  is  evident  that  there  will  be  some  current  induced  and  some 
torque.  Such  a  condition  is  illustrated  in  Fig.  851.  Repulsion 
ensuing  between  N  and  N'  and  between  5  and  S',  the  rotor 
trarels  in  the  direction  of  tbe  brush  displacemeat  from  the 
stator  poles.  Should  the  brushes  be  shifted  anti-clockwise  in- 
stead of  clockwise  from  the  plane  of  main  flux,  N-S,  rotation 
would  ensue  in  the  reverse  direction.  Such  a  motor  starts  with 
a  large  torque,  very  much  superior  to  that  of  an  ordinary  in- 
duction motor.  Sparking,  however,  would  prevent  the  brushes 
being  left  in  this  position  permanently.  Therefore,  when  the 
motor  has  been  brought  up  to  speed,  a  centrifugally  operated 
lever  is'made  to  remove  the  brushes  from  the  commutator  and 
at  the  same  time  throw  a  short-circuiting  ring  around  the  com- 
mutator which  connects  all  the  segments  ^together  and  converts 
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the  winding  into  the  equivalent  of  a  squirrel-cage  rotor.  There- 
after the  motor  continues  to  run  as  a  single-phase  induction 
motor.  If  loaded  below  a  certain  point,  the  brushes  auto- 
matically come  on  the  commutator  and  the  short-circuiting  ring 
is  removed  from  the  segments  and  the  motor  operates  on  the 
repulsion  principle,  with  its  correspondingly  large  torque.  The 
carrying  capacity  of  its  winding  would  not  permit  its  being 
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Pig.  854.— Westinghouse  10  h.p.  type  A,  R.  single-iihase 
repulsitm  start  induction  motor.  The  commutator  is  short- 
circuited  by  centrifugal  force  after  the  motor  has  been 
brought  up  to  speed. 


operated  permanently,  however,  with  the  brushes  on  the  com- 
mutator. Fig,  854  illuslrates  a  10-horse  power  Westinghouse 
type  A-R  motor  operating  on  this  principle. 

A  plan  has  been  de\-ised  for  compensating  the  repulsion  motor 
which  improves  commutation  so  as  to  obviate  the  necessity  for 
removing  the  bntshes  and  short-circuiting  the  commutator  and  at 
the  same  time  raises  the  power  factor  at  full  load  to  practically 
100%.  Two  general  plans  of  compensating  such  a  motor  are  in 
use.    Fig.  855  represents  the  series  compensated  type  and  Fig. 
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856  the  inductively  conqtensated  motor.  In  Fig.  857  an  e.m.f,, 
E,  is  impressed  upon  the  stator  winding  and  a  pair  of  auxiliary 
brushes  A-A  connecting  the  armature  in  series  with  the  stator 
winding.     At  right  angles  thereto  are  the  energy  brushes,  B-B, 


on  short  circuit.  By  a  transformer  action  the  stator  winding, 
acting  as  a  primary,  induces  in  the  stationary  armature  a  second- 
ary current  which  passes  through  the  short  circuit  from  B  to  B 
the  same  as^in  Fig.  853.     The  reaction  of  this  secondary  current 
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opposing  the  primary  flux  practically  neutralizes  the  self-induc- 
tion of  the  stator  winding  so  that  the  drop  Ei,  is  merely  due  to 
resistance,  while  the  drop  Ea  is  practically  wholly  inductive. 
Thus  the  Une  drop,  £,  Fig.  858,  is  separated  into  two  components, 

A'B,  due  to  the  stator  winding,  and  B-C,  due 
to  the  armature  winding.  The  current  led  con- 
ductively  through  the  armatiu-e,  A- A,  produces 
a  secondary  flux  $a  in  the  direction  shown. 
The  interaction  of  the  current  in  B-B  and  the 
flux  in  ^a  produces  a  resultant  flux  displaced 
mechanically  from  the  main  flux  ^  and  torque 
ensues.  When  the  armature  revolves,  two  rota- 
tional e.m.fs.  arc  generated,  one  appearing  at 
A' A  due  to  cutting  of  the  primary  flux  *6, 
which  opposes  the  inductive  drop  across  the 
armature,  A- A.  The  voltage  Ea  is  thus  re- 
duced and  the  applied  voltage  E  being  constant, 
the  drop  across  the  stator  Eb  rises.  The  rota- 
tion of  the  armature  also  generates  another 
voltage  across  the  brushes  B-B  due  to  cutting 
of  the  flux  $a.  This  is  in  opposition  to  the 
former  flow  of  current  across  B-B  due  to  trans- 


FiG.  859, 


former  action  therein.  As  the  secondary  current  through  B-B 
due  to  transformer  action  falls,  its  tendency  to  neutralize  the 
stator's  self-induction  lessens  and  the  drop  Ei,  increases  in  pro- 
portion to  the  speed.     Fig.  859  shows  how  the  drop  A-B  rises 
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and  the  drop  B-C  falls.  When  the  motor  reaches  synchronism 
the  drop  Ea  across  the  armature  is  very  small,  and  the  drop  £» 
is  practically  the  entire  line  voltage.  This  is  represented  in 
Fig.  860.     The  power  factor  is  then  nearly  100%. 

If  the  number  of  turns  in  the  armature  and  stator  are  equal, 
the  motor  will  operate  at  100%  power  factor  at  sjmchronous 
speed.  If  the  auxiliary  brushes  A- A  are  supplied  by  an  induced 
current  derived  from  a  series  transformer  or  from  a  separate 
winding  surrounding  the  stator  poles,  as  shown  in  Fig.  856,  the 
current  impressed  may  be  made  anything  desired,  depending  on 
the  ratio  of  transformation.  By  varying  the  ratio,  the  motor 
may  be  compensated  to  operate  at  100%  power  factor  at  any 
desired  speed. 

An  unusual  form  of  repulsion  motor  is  built  by  the  Wagner 
Company.  Two  windings  are  used  on  the  rotor.  In  the  bottom 
of  the  slots  is  placed  an  ordinary  squirrel-cage  winding.     This 


is  covered  by  a  magnetic  separator  of  soft  iron.  In  the  top 
of  the  slot  is  placed  the  usual  formed  coil  winding  which  con- 
nects to  the  commutator.  On  the  commutator  are  placed  four 
brushes.  The  first  set  are  in  series  with. the  stator  winding, 
and  across  the  latter  brushes  the  compensating  winding  is  placed 
in  the  circuit  after  the  motor  reaches  speed.  The  compensating 
winding  is  placed  in  slots  in  the  stator,  and  the  amount  required 
is  experimentally  determined.  The  performance  of  the  motor  is 
similar  to  that  of  any  other  compensated  repulsion  motor  with 
the  exception  that  the  tendency,  which  is  characteristic  of  a 
series-woimd  motor,  to  race  at  light  load  is  checked  by  the 
squirrel-cage  winding  which  causes  it  to  run  more  like  a  shunt- 
wound  motor,  that  is,  at  a  constant  speed. 

Condenser-Start  Type  Induction  Motor. — Motors  may  be 
started  and  operated  upon  single-phase  circuits  without  a  com- 
mutator by  employing  a  three-phase  stator  winding  as  shown 
in  Fig.  861,  and  squirrel-cage  rotor.  Single-phase  currents  are 
admitted  at  the  points  A-B,     A  condenser,  jRT,  is  connected 
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Fig.  861. — Position  of  condenser 
for  splitting  the  phase  to  make  a 
polyphase  induction  motor  self- 
starting  on  a  single-phase  source. 


across  a  portion  of  the  main  winding  B-C.  This  condenser  is  of 
sufficient  capacity  to  supply  this  section  with  its  proper  current 
differing  in  phase  by  a  considerable  angle  from  that  admitted  to 

A-B.  Connected  as  shown,  the 
condenser  is  smaller  and  less 
troublesome  than  when  con- 
nected across  the  main  terminals 
of  the  motor.  The  machine  now 
becomes  self-starting  on  single- 
phase  circuits  and  operates  with 
a  high  power  factor.  In  large 
sizes  a  power  factor  of  100%  is 
often  obtained.  The  condenser 
is  mounted  in  an  hermetically 
sealed  brass  case  and  placed  in 
a  cast-iron  base  under  the  mo- 
tor. It  may  be  left  in  circuit 
permanently.  If  desired,  the 
rotor  may  be  of  the  coil-wound  type  with  an  internally  placed 
starting  box  which  is  cut  out  automatically  by  a  centrifugal  switch 
when  the  motor  reaches  full  speed.  A  friction  clutch  pulley  is 
desirable  to  allow  the  motor  to  start  without  load. 

Auxiliary  Winding  Type  of  Induction  Motor. — Another  and 
less  expensive  type  of  single-phase  motor  is  one  that  divides  the 

winding  into  two  Parallel  paths.     nA^MAWWWWWW 

as  shown  m  Fig.  862.  Wmdmg 
A  is  of  high  resistance  and  small 
inductance.  The  impedance  of 
this  is  illustrated  at  A,  Fig.  863. 
The  winding  B  is  of  high  induct- 
ance and  low  resistance.  The 
impedance  for  this  winding  is 
illustrated  at  B,  Fig.  863.  These 

two  T^indings  are  displaced  me-       p,^,  862.-<:entrifugal  switch  for 
chanically  from   each   other  by   disconnecting  auxiliary  winding  of 
about  90°.     On  account  of  the   ^P^^^-P^^^^  "^^^^  ^^^  starting, 
difference  in  their  design,  the  currents  in  the  two  windings  are 
made  to  differ  by  a  considerable  angle,  <I>,  Fig.  863.     A  rotating 
field  is  thus  set  up  which  interacts  with  the  cage  winding  on  the 
rotor.     When  the  motor  has  once  started,  the  auxiliary  winding 
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A  is  no  longer  necessary  and  may  be  cut  out.  This  is  done  by 
means  of  an  automatic  switch.  In  the  end  of  the  stator  are  two 
stationary  segments  or  half  circles,  C-D,  Fig.  862.  On  these 
rest  three  brushes,  E-F-G.  The  three 
brushes  are  all  connected  together  and 
attached  to,  and  rotate  with,  the 
rotor.  The  two  segments,  C-D,  are 
thus  connected  with  each  other,  and 
the  winding  ;4  is  in  parallel  with  the 
winding  B  across  the  source  of  sup- 
ply. When  the  motor  approaches 
synchronism,  the  three  brushes  are 
thrown  off  the  segments  by  centrifugal 
force  and  the  winding  A  is  cut  out. 
The  motor  then'  continues  to  run  as  a 

pure  single-phase  machine.  The  disconnecting  of  the  auxiliary 
winding  effects  an  economy,  as  the  power  absorbed  by  that 
winding  is  not  necessary  for  its  continuous  operation.  To 
reverse  the  direction  of  such  a  motor  the  terminal  connections  of 
either  the  winding  A  or  B  must  be  reversed. 

Shading-Coil  Type  of  Induction  Motor. — An  ingenious  type  of 
single-phase  induction  motor  which  has  a  definite  direction  of 
rotation  employs  the  shading  coil,  Fig.  864.  The  main  field 
winding,  M,  is  supplied  with  a 
single-phase  alternating  current 
through  the  lines  A-B.  An  al- 
ternating fiux  is  established  by 
this  winding  through  the  rotor 
in  the  direction,  C,  shown.  If 
at  a  given  instant  this  flux  is 
downward,  there  will  be  induced 
by  the  rotor  a  counter  magneto- 
motive-force upward  in  the  op- 
posite direction,  N.  The  main 
pole  is  separated  into  two  por- 
tions. Upon  one  of  these  sections 
a  small,  bare  copper  short- 
circuited  winding  B  is  placed.  This  coil  is  subjected  to  the 
same  main  flux  as  the  rotor.  The  secondary  current  in  the 
shading  coil  rises  in  phase  with  the  secondary  current  in  the 
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rotor.  The  shading  coil,  however,  is  oflE  dead  center  with  re- 
spect to  the  main  fltix,  while  the  secondary  current  in  the  rotor 
is  symmetrical  with  respect  to  the  main  field  poles.  Thus,  when 
these  two  secondary  currents  rise  in  the  same  time  phase,  they 
are  relatively  displaced  mechanically  in  position.  The  shading 
coil  tends  to  produce  poles  5-n,  as  shown.  The  rotor  tends  to 
produce  a  north  pole  N  as  shown.  The  rotor's  N  pole  is  thus 
repelled  from  n  and  attracted  by  5,  and  moves  toward  the 
shading  coil  in  the  direction  £. 

In  larger  machines  the  shading  coils  are  wound  with  insulated 
wire  and  all  such  coils  connected  in  series.    An  automatic 

centrifugal  switch  could  then  be 
provided  to  cut  the  shading  coils 
out  of  circuit  at  fidl  speed.  For 
fan  motors  these  machines  are  pro- 
vided with  four  main  stator  poles 
and  four  shading  coils,  each  of  the 
latter  being  individually  short  cir- 
cuited upon  itself  as  shown. 

The  objection  to  the  small  shad- 
ing coil  motor  was  that  it  ran  only 
in  one  direction,  a  reversal  being 
impossible  without  placing  the 
shading  coil  on  the  other  pole  tip. 
Furthermore,  it  left  the  shading 
L  coil    in    the  circuit  continuously, 

^  "  thus  involving  a  certain  amount  of 

lost  power  after  the  motor  was 
started. 

Later  Types  of  A.  C.  Fan  Mo- 
tors.— The  majority  of  alternating- 
current  fan  motors  are  now  pro\-ided  with  a  distributed  winding 
resembling  that  of  a  three-phase  machine.  Fig.  865.  Two  of 
these  windings,  A-D  and  B-D,  are  highly  inductive,  while  a 
third,  D'C,  is  of  high  resistance.  The  single-phase  source  sup- 
plies current  from  the  mains  E-F  to  the  points  A-B.  In  series 
with  the  line  F-B  there  is  connected  a  small  adjustable  reactance, 
L\  located  in  the  base  of  the  motor.  Bv  means  of  a  commutat- 
ing  switch  >\  the  phases  A-D  and  D-C  are  placed  directly  across 
the  lino,  while  the  inductance  //  is  connected  in  series  with  phase 


Fk;.  865. — Si'hoinc  iximnionlv 
employed  for  sinRlo-phase,  self- 
sturting,  variable-spoetl,  induc- 
tion-type fan  motors. 
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B-D,  thereby  causing  a  maximum  displacement  o£  current  in 
this  phase  when  the  highest  speed  is  obtained;  or  the  inductance 

L'  may  be  shifted  until  it  is  in  series  with  the  entire  motor, 
when  the  lowest  speed  would  be  obtained.  Such  motors  are 
invariably  provided  with  cage-wound  rotors. 

Small  single-phase  commutating  fan  motors  have  been  designed 
which  are  similar  to  direct-current  motors — that  is,  they  are 
provided  with  a  direct-current  armature  and  commutator  and 
their  fields  are  connected  in  series  with  the  armature.  A  direct- 
current  motor  would  run  on  an  alternating  circuit  provided  the 
field  structure  was  laminated  to  prevent  the  induction  of  eddy 
currents  therein.  It  would  be  necessary,  however,  to  also 
reduce  the  number  of  convolutions  in  the  field  to  avoid  the  high 
If-induction  which  would  be  encountered.     When  these  pre- 


cautions are  taken  the  motor  will  run  on  alternating  as  well  as 
direct  ciurent.  It  is  often  termed  a  universal  motor.  Such 
motors  have  been  built  in  large  sizes  and  are  used  for  railroad 
work,  of  which  the  most  conspicuous  example  is  the  type  used  in 
connection  with  the  electrification  of  the  New  York.  New  Haven 
and  Hartford  Railroad.  There  the  field  reactance  is  reduced  by 
operating  the  motor  on  low  frequency  as  well  as  by  reducing  the 
number  of  convolutions  in  the  field  winding.  The  magnetic 
reluctance  is  made  low  by  using  a  very  small  air  gap.  The 
inductance  of  the  armature  is  decreased  by  the  use  of  a  com- 
pensating winding  which  neutralizes  the  magneto-motive-force 
of  the  armature  and  reduces  the  flux  which  the  armature  itself 
tends  to  produce.  The' field  frame  is  well  laminated  and  the 
flux  density  employed  quite  low.  These  features  in  design  make 
the  series  motor  for  A.C.  circuits  heavier  and  more  costly  than 
for  direct-current  motors  of  the  same  type  and  horse  power. 
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Phase  Converter. — A  single-phase  source  may  be  made  to 
deliver  three-phase  currents  through  the  medium  of  a  three- 
phase  induction  motor.  If  in  Fig.  866  the  phase  C-D  of  such  a 
motor  is  connected  to  a  single-phase  source,  A-B,  and  the  cage- 
wound  rotor  is  started  mechanically  or  by  some  phase-splitting 
arrangement,  it  will  continue  to  run  as  already  explained.  Being 
a  pure  single-phase  machine  it  will  set  up  its  own  rotating  field 
and  the  currents  induced  in  the  rotor  from  C-D  will,  in  their 
reaction,  induce  currents  back  into  the  stator  sections  C^E  and 
E'D,  each  of  which  is  out  of  phase  with  the  other  and  both  out 
of  phase  with  C-D.  From  the  points  F-G-H  three  alternat- 
ing currents  differing  in  phase  and  varying  S3rmmetrically 
may  be  obtained.     This  is  the  basis  of  the  design  of  the  phase 

converter  employed  on  the 
3  Norfolk  and  Western  electric 
locomotives  for  converting  the 
single-phase  supply  into  poly- 
phase ciurents  for  operation 
of  induction  motors  therein. 

Polyphase  Series  Motors. — 
The  General  Electric  Com- 
pany manufactures  a  poly- 
phase series  motor  in  which 
speed  control  is  obtained 
through  a  wide  range  merely 
through  shifting  the  position 
of  the  brushes.  For  certain 
classes  of  work  such  as  the  operation  of  centrifugal  fans,  cen- 
trifugal i)umps  and  cloth-printing  presses,  this  motor  possesses 
some  novel  and  desirable  features.  The  motor  was  originally 
developed  in  Germany  and  has  been  operated  successfidly  abroad 
for  several  years.  In  its  performance  it  resembles  the  series 
direct-current  motor,  but  has  the  advantages  of  requiring  no 
separate  controlling  device  and  of  operating  at  a  high  power 
factor  and  efficiency.  The  motor  consists  essentially  of  a  three- 
phase  distributed  winding  placed  in  a  stator  identical  with  that 
commonly  used  for  a  standard  polyplia'se  induction  motor.  It 
has  a  standard  direct-current  armature  with  a  commutator.  The 
arrangement  of  the  windings  is  shown  diagrammatically  in  Fig. 
867.  For  commercial  voltages  the  current  passes  through  a 
«]l{«e-t)ole  single-throw  disconnecting  switch  and  thence  through 


Fig.  867. — Klcctrical  circuits  of 
three-phase  variable-speed  commuta- 
tor motor  built  by  the  General  Electric 
Company. 


wotors 

the  three  stator  windings.  The  three  brushes,  B-B-B.  are  either 
supplied  directly  from  the  line  as  sliown  or  with  separate  currents 
supplied  from  the  secondaries  of  series  transformers  Y  connected. 
The  latter  plan  is  often  of  advantage  in  enabling  a  reduction  of 
pr.ipnM;d  to  about  f*0  or  90  volts  which  is  dclivorci!  to  the  bnishcs 


I  insures  better  commutation.  The  most  strikinj;  feature  of 
i  machine  is  the  entire  absence  of  any  external  starling  or 
speed-control  device.  The  motor  is  started,  accelerated,  stopped 
and  reversed  by  shifting  the  brushes.  With  the  brushes  in  the 
same  axis  as  the  stator  winding,  no  field  is  produced  by  the  line 
current,  for  the  ampere  turns  of  the  rotor  are  equal  in  amount 
and  opposite  in  direction  to  those  on  the  stator.     If  the  brushes 
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are  shifted  through  an  angle  A,  the  balance  between  rotor  and 
stator  windings  no  longer  exists  and  the  restiltant  ampere-turns 
produce  an  excitation  proportional  to  the  current  in  both  wind- 
ings and  to  the  angle  of  brush  shift.  The  motor  will  now  develop 
a  torque  which  is  proportional  to  the  square  of  the  line  current 
and  the  angle  of  brush  shift.  If  the  brushes  are  shifted  gradually 
backward,  the  Hne  ciurent  and  motor  torque  increase  slowly  tmtil 
the  motor  comes  up  to  a  speed  depending  on  the  load.  Commu- 
tation is  sparkless  from  about  10%  above  sjmchronism  to  70% 
below  synchronism.  These  motors  have  been  operated  success- 
fully in  sizes  up  to  100  horse  power.  Fig.  868  shows  the  appear- 
ance of  a  complete  440-volt  brush  shifting  motor  of  this  type,  the 
hand  wheel  being  employed  for  starting  and  adjusting  of  speed. 
The  various  types  of  alternating  current  motors  available  and 
the  kind  of  work  for  which  they  are  adapted  may  be  briefly 
summarized  as  follows : 

1.  Synchronous  Polyphase  Motors. — Self-starting  only  as  in- 
duction motors;  require  an  exciter;  cannot  be  changed  in  speed; 
employed  usually  in  sizes  above  100  horse  power  only;  high 
power  factor. 

2.  Polyphase  Induction  Motors. — Self-starting;  adapted  for 
all  classes  of  work;  comparatively  low-power  factor;  available 
with  three  types  of  rotors;  squirrel-cage  tjrpe,  rugged,  practically 
indestructible,  with  low  starting  torque  and  low  power  factor; 
internal  resistance  type  improved  starting  torque  and  better 
power  factor;  slip-ring  type,  greater  flexibility  in  starting  and 
operating;  employing  minimum  current  under  all  conditions;  may 
be  operated  on  single-phase  circuits  by  use  of  external  phase 
splitters. 

3.  Repulsion  Motor. — Employs  commutator  and  brushes;  a 
very  satisfactory  single-phase  motor  in  sizes  up  to  20  horse  power; 
high  starting  torque  and,  when  compensated,  operates  at  high 
power  factor. 

4.  The  Auxiliary  Winding  Type. — Has  a  main  winding  and  an 
auxiliary  winding,  the  latter  having  a  high  resistance  which  is  cut 
out  by  a  centrifugal  switch  at  slightly  below  sjnichronous  speed; 
low  starting  torque  and  power  factor. 

5.  The  Condenser  Type. — ^A  single-phase  self-starting  motor 
with  a  condenser  for  splitting  the  phase;  condenser  permanently 
in  circuit;  small  starting  torque;  operates  at  high  power  factor 
and  is  high  in  first  cost. 
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6.  Shading  cott  and  other  split-phase  types  for  fan  motors  and 
other  very  small  work  only. 

7.  Universal  Motors. — Series  wound,  with  laminated  field 
structure;  similar  to  direct-current  machines,  having  armatiures, 
conmiutators  and  brushes;  operate  on  both  A.C;  and  D.C.  Have 
characteristics  of  series  direct-current  motor.  Used  considerably 
in  very  small  sizes  for  fans,  vacutmi  cleaners,  buffing  machines, 
and  in  very  large  sizes  for  railway  work. 

8.  Brush  Shifting  Motor. — Polyphase  series  wound,  with 
commutator  and  brushes;  started,  stopped,  reversed  and  ad- 
justed in  speed  throughout  entire  range  by  shifting  of  brushes. 

SECTION  XVI  CHAPTER  IV 

ALTERNATING-CURRENT  MOTORS 
PRINCIPLES  OF  INDUCTION  MOTORS 

1.  Explain  how  the  rotating  field  of  force  is  induced  in  the  pure  single- 
phase  induction  motor. 

2.  Explain  how  a  three-phase  induction  motor  may  be  made  self- 
starting  on  a  single-phase  circuit  by  the  aid  of  an  external  phase  splitter. 

3.  What  are  the  relative  advantages  of  resistance,  reactance  and  capacity 
or  combinations  thereof,  for  externally  splitting  the  phase  when  starting 
a  polyphase  induction  motor  on  a  single-phase  circuit? 

4.  With  an  external  phase  splitter,  what  is  the  advantage  of  starting 
such  a  motor  in  Y  and  rtmning  it  in  ^  ? 

5.  Explain  the  fundamental  principle  in  the  "repulsion-start"  type  of 
induction  motor. 

6.  What  is  the  starting  torque  and  general  characteristic  of  the  repulsion- 
start  induction  motor.    What  are  its  advantages  and  disadvantages? 

7.  Explain  the  advantages  of  the  "series-compensated"  and  "inductively- 
compensated"  repulsion  induction  motors. 

8.  Explain  the  principle  and  advantages  of  the  "condenser  method" 
of  starting  an  induction  motor  on  a  single-phase  circuit. 

9.  Explain  the  construction  and  advantages  of  the  "auxiliary-winding" 
tjrpc  of  induction  motor. 

10.  Explain  the  principle  of  construction,  advantages  and  disadvantages 
of  the  "shading  coil"  type  of  induction  motor. 

11.  Explain  the  general  plan  of  modern  self -starting,  adjustable  speed, 
induction  fan  motors. 

12.  Explain  the  construction  of  the  "universal"  motor  for  use  on  either 
A.  C.  or  D.  C.  circuits. 

13.  Explain  the  principle  by  which  an  induction  motor  may  be  used 
as  a  "phase  converter."    Sketch. 

14.  Explain  the  principle  of  construction  of  the  three-phase,  series, 
commutating,  adjustable  speed,  brush  shifting  motor. 


SECTION  XVI  CHAPTER  V 

A.  C.  MOTORS 

PRINCIPLES  OF  INDUCTION  MOTORS 

Induction  Motor  Winding 

The  winding  of  an  induction  motor  stator  as  a  whole  is  divided 
up  into  sections  called  phase  poles.  This  is  a  group  of  coils 
connected  in  series  and  constituting  the  polar  group  for  one 
phase.  The  number  of  coils  for  each  phase  pole  is  found  by 
dividing  the  total  nimiber  of  coils  by  the  product  of  the  number 
of  poles  in  the  motor  and  the  number  of  phases.  Pig.  869  repre- 
sents the  layout  for  a  stator  winding  having  24  slots,  each  con- 
taining two  half-coils  or  an  average  of  one  coil  per  slot.  The 
spread  of  the  coils  is  such  as  to  develop  four  polar  regions,  each 
coil  occup>'ing  a  space  represented  by  the  distance  between  1  and 
2 — that  is,  the  two  halves  of  one  coil  occupy  slots  one  and  six. 
As  the  full  polar  span  would  be  represented  by  slots  one  and 
seven,  this  is  a  "fractional  pitch"  winding.  A  "phase-pole"  for 
this  machine  will  therefore  consist  of 

3  phages  x' 4  poles  =  ^  coils  per  phase  per  pole. 

That  is,  a  phase  pole  would  consist  of  two  coils. 

A  four-pole  induction  motor  would  have  a  synchronous  speed 
of  1,800  r.p.m.  If  such  a  machine  were  required  for  a  three- 
phase  circuit,  the  us-.ial  number  of  coils  wotdd  then  be: 

3  phases  X  4  poles  X  2  coils  per  phase  per  pole  =  24  coils, 

or  3  phases  X  4  poles  X  3  coils  per  phase  per  pole  =  36  coils, 

or  3  phases  X  4  poles  X  4  coils  per  phase  per  pole  =  48  coils, 

or  3  phases  X  4  poles  X  6  coils  per  phase  per  pole  =«  72  coils. 

Thus  for  a  fixed  number  of  phases  and  speed  the*  motor  must 
have  a  definite  number  of  coils. 

Induction  motor  windings  for  four-pole  machines  are  frequently 
designed  so  that  if  it  is  desired  to  operate  the  motor  on  a  110-volt 
source,  all  the  ])hase-pole  groups  for  each  phase  are  connected  in 
parallel.  If  it  is  to  be  used  on  220  volts,  two  phase-pole  groups 
are  connected  in  series  and  this  combination  connected  in  parallel 
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with  a  similar  group  of  the  same  phase.  If  the  motor  is  to  be  used 
on  440  volts,  four  phase-pole  groups  are  connected  in  series.  If 
the  motor  is  designed  with  more  than  four  poles  the  combina- 
tions are  correspondingly  varied.  Windings  of  this  character 
are  designated  as  four-parallel-star,  two-parallel-star,  series-star 
or  foiu'-parallel-A,  etc.,  the  number  indicating  the  number  of 
ptirallel  paths  in  each  phase.  In  all  cases  it  is  of  course  neces- 
sary that  the  proper  polarity  be  preserved  in  the  connection  of 
the  coils.     The  voltage  per  turn  is  the  same  in  all  cases. 

In  Fig.  869,  conductors  1,  of  the  first  coil,  will  occupy  the  upper 
half  of  the  first  slot,  and  conductors  2  of  the  same  coil  will  occupy 

the  bottom  half  of  another  slot, 
these  two  slots  being  separated 
by  the  pitch  of  the  winding. 
The  terminal  of  this  coil  joins  at 
3  with  the  first  end  of  another 
coil  occupying  positions  3  and  4. 
These  two  coils,  in  series  ter- 
minating at  e  and  /,  constitute  a 
phase  pole.     Similarly  o-fe   and 

^p^^'j^lXjEL  STAr/^        ^'^  represent  the  terminals  of  the 

other  two  sets  of  phase  poles. 
Now  the  group  e-f  is  connected 

Fig.  870.— Relative  position  of        ^^  ^^le  points  A-B  in  parallel  with 
parallel  circuits.  '^  ,.  -     ^       ^ 

the  corresponding  group  m  front 

of  the  other  north  pole  A' '  at  the  point  F-E.  The  corresponding 
groups  in  front  of  the  two  south  poles  are  likewise  connected 
in  parallel,  but  as  the  windings  surround  poles  of  reversed  sign 
the  connections  C-D  and  G-H  are  reversed  with  respect  to  those 
surrounding  north  poles.  In  a  similar  manner  the  phase  pole 
terminals  c-d  are  paralleled  at  I-Z  with  the  corresponding  group 
in  front  of  the  other  pole  of  the  same  sign  at  Af-iV,  while  the 
corresponding  coils  surrounding  the  two  south  poles  are  paralleled 
with  reversed  connections  at  K-L  and  0-P.  The  terminals  of  the 
phase  pole  a-b  are  paralleled  at  Q-R  ^^ith  a  similar  set  at  U-J, 
while  the  corresponding  connections  from  opposite  poles  are 
paralleled  with  these  two  but  with  reversed  connections  at  S-T 
and  X'W.  In  a  certain  motor  the  windings  so  connected  are 
adapted  for  a  110- volt  circuit  when  the  three  separate  phases 
are  connected  in  Y.     This  is  done  by  connecting  the  points  /?-/ 
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together  with  B  by  the  conductor  Y.  These  points  are  120 
apart  in  electrical  phase.  Connections  to  the  external  circuit 
then  lead  from  the  three  terminals  7,  8  and  9,  which  are  likewise 
120®  apart  in  phase.  The  effect  of  this  winding  is  as  though  four 
sections  of  one  phase  were  placed  in  parallel  as  at  il,  Fig.  870. 
The  four  sections  of  the  second  phase  are  in  parallel  as  at  B  and 
the  four  sections  of  the  third  phase  are  in  parallel  as  at  C,  these 
sections  being  then  placed  in  Y. 

An  alteration  of  the  terminal  connections  which  will  not  inter- 
fere with  the  spacing  or  connecting  of  the  coils  themselves  is  shown 
in  Fig.  871.  Here  the  terminals  of  the  phase  pole  e-f  leading  to 
A'B,  instead  of  being  placed  in  parallel  with  the  group  under 

the  other  north  pole  at  F-£,  are 
placed  in  series  therewith,  the 
wire  E  leading  to  the  middle 
point  of  the  Y.  Likewise  the 
phase  pole  c-d  is  placed  in  series 
with  the  corresponding  group 
under  the  other  pole  of  like  sign 
and  the  phase  pole  a-b  likewise 
in  series  with  its  corresponding 
2  PARALLEL  STAR /'  group.  This  altered  arrangement 

^'^-^^  /^  of  the  polar  group  is  shown  in 

""' ""  Fig.  872.     Here  two  sets  of  coils 

Fig.  872.— Relative  position  of        belonging  to  each  phase  are  con- 
parallel  circuits.  °  .  .  -    -  ,        , 

nected  m  senes  and  then  placed 

in  parallel  with  two  other  sets.  This  is  done  for  all  three  phases. 

The  three  resulting  groups  are  then  placed  in  Y.    The  result  will 

be  to  double  the  voltage  to  which  the  stator  is  adapted  and 

halve  the  current  for  a  given  output.     Such  a  connection  will 

adapt  the  motor  for  220  volts. 

Finally,  instead  of  connecting  the  phase  poles  of  each  phase  in 
parallel,  they  may  be  connected  wholly  in  series.  This  is  illus- 
trated in  Fig.  873.  This  will  result  in  adapting  the  winding  for 
440  volts  with  l.)ut  one-fourth  of  the  current  required  in  the  first 
place.  This  is  as  though  the  entire  groups  belonging  to  one 
phase  pole  were  a)n nected  in  series  with  the  similar  groups  tmder 
the  other  three  poles  as  in  Fig.  874. 

Extra  insulation  should  be  placed  between  the  various  polar 
groups,  in  the  stator  winding,  as  the  voltage  between  the  various 
polar  groups  will  be  high  with  certain  connections. 
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Some  idea  of  the  flux  distribution  in  such  a  stator  will  be 
obtained  from  Fig.  875,  where  the  stator  is  shown  divided 
into  four  equal  parts  as  with  a  fotu--pole  winding.  The  intro- 
duction of  three  phase  currents  into  this  distributed  winding 
will  give  a  maximtun  magnetic  flux  at  the  center  of  the  pole  with 
weaker  poles  of  like  sign  inmiediately  adjacent  on  either  side, 
and  will  cause  the  points  of  maximtun  magnetic  polarity  to 
rotate. 

If  a  motor  is  desired  for  a  slower  speed  such  as  1,200  r.p.m. 


Fig.  874. — Relative  position  of 
series  circuits. 


Fig.  875.— Relative  polarities  of 
interior  of  stator  surface  produced 
by  currents  in  distributed  windings. 


six  poles  will  be  required  in  the  stator.     A  commonly  used 
arrangement  employs  72  slots  and  coils. 


72  coils 


=  4  coils  per  phase  per  pole. 


3  phases  X  6  poles 

Such  a  stator  could  also  be  wound  with 

72  coils  .      .,  , 

3  phases  X  4  poles  =  6  coils  per  phase  per  pole, 

and  would  then  give  1,800  r.p.m. 

To  produce  a  symmetrical  connection  of  coils  the  number  of 
slots  must  be  evenly  divisible  by  the  product  of  the  nimiber  of 
poles  and  the  number  of  phases,  and  therefore  must  be  a  whole 
number. 

In  some  small  motors  the  number  of  coils  in  the  winding  is  not 
evenly  divisible  by  the  product  of  the  number  of  poles  and  the 
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number  of  phases.  Thus  consider  a  machine  with  24  coUs  wotmd 
for  six  poles  and  three  phases.  The  number  of  coils  per  phase 
per  pole  would  be : 

^^««'^  =  IK  

3  phases  X  6  poles 

In  order  that  there  may  be  an 
equal  number  of  coils  per  phase 
it  is  necessary  to  effect  some 
combination  in  which  the  num 
ber  of  coils  in  the  polar  groups 
differ  and  yet  which  will  give 
approximately  equal  impedances, 
resistances  and  reactances  for 
each  phase.  Pig.  876  shows  such 
a  combination. 

It  will  be  noted  that  while 
the  nimiber  of  coils  comprising  a 
phase-pole  group  is  not  the  same, 
the  total  number  of  coils  per 
phase  is  the  same  and  that  the 
odd  coils  are  placed  symmetri- 
cally around  the  stator  so  as  to 
balance  the  effect  inductively  and 
magnetically. 

After  connecting  up  a  stator 
winding  it  should  be  tested  to 
ascertain  whether  or  not  the 
connections  are  correct.  If  the 
winding  is  to  be  placed  in  A 
the  three  separate  phases  should 
be  connected  as  in  Fig.  877,  the 
A  opened  and  a  testing  battery 
introduced  in  series  with  a  resist 
ance  box  R  to  limit  the  cur 
rent.  If  the  windings  are  to 
be  connected  in  Y,  the  testing 
circuit  should  be  introduced  at 
the  middle  point  of  the  \ 
and  the  three  outside  ends  should 
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be  connected  in  parallel  as  in  Fig.  878.     If  the  connections  are 
correct,  there  will  appear  in  the  rotor  space  around  the  inside  of 

the  stator  as  many  poles  as 
the  number  of  poles  for  which 
the  rotor  is  wound,  times  the 


Fig.  877.— Method  of  testing  A- 
connected  stator  to  determine 
whether  polarity  of  all  coils  in 
winding  is  correct. 


Fig.  878.— Method  of  testing  Y- 
connected  stator  to  determine 
whether  polarity  of  all  coils  in 
winding  is  correct. 


number  of  phases,  alternating  aroimd  the  circumference.  To 
explore  the  rotor  a  compass  needle  may  be  placed  on  a  piece  of 
iron  as    in    Fig.    879.   the    projecting  end  being    more    readily 

approached  to  the  stator  iron  and 
thus  concentrating  the  fltix  gen- 
erated beneath  the  needle.  For 
a  fotu*-pole  three-phase  winding 
the  needle  would  reverse  its  in- 
dications at  regular  intervals  4 
times  3,  or  12  times  in  one  cir- 
cumference of  the  stator.  Any 
other  result  indicates  a  wrong 
connection.  Dry  cells,  storage 
batteries  or  direct-current  light- 
ing circuits  with  a  rheostat  in 
series  may  be  used  for  this  test. 
In  motors  arranged  for  parallel 
connections  of  the  polar  groups, 
like  poles  may  be  connocled  together  in  series  to  allow  for  un- 
balancing of  the  magnetic  circuit  in  case  the  bearings  wear 
and  the  rotor  settles,   thus   gi\'ing   unequal  air  gaps.     Small 


Fig.  87Q. — .\rranKoment  of  com- 
pass lo  detect  i^Kilarity  of  stator 
sections. 
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motors  are  not  usually  so  connected  as  all  of  the  poles  of  each 
phase  are  in  such  cases  connected  in  series. 

Elementary  Induction  Motor  Design 

The  weight  of  iron  and  copper  required  to  build  an  induction 
motor  of  given  output  and  given  speed  is  fairly  well  established. 
As  in  direct-current  machines,  the  capacity  of  such  a  motor 
depends  on  the  area  of  active  surface  of  the  stator  iron  and 
the  speed  of  the  rotor.  As  the  area  of  iron  in  the  stator  actually 
effective  on  the  rotor  is  proportional  to  the  square  of  the  diam- 
eter of  the  bore  and  the  length  of  the  bore,  an  equation  may  be 
written  expressing  the  relation  of  output  to  these  quantities  which 
is  fairly  accurate.     The  expression  may  be  written  as  follows : 

H.  P.   =   D2  X  L  X  r.p.m.   X  k. 

Where  D    =  diameter  of  the  bore  in  inches. 
L    =  length  of  the  bore  in  inches. 
k    =  "output  coefficient.'* 

The  value  of  the  output  coefficient  for  various  conditions  may 
be  found  in  tabular  form  in  the  Standard  Handbook  and  other 
publications. 

The  permissible  flux  density  at  which  the  iron  may  be  worked 
lies  within  fairly  close  limits.  The  density  in  the  stator  teeth 
ranges  somewhere  in  the  neighborhood  of  110,000  lines  per 
square  inch,  and  the  density  in  the  yoke  back  of  the  teeth  is 
usually  between  80,000  and  100,000  lines. 

The  fundamental  formula  for  the  expression  of  the  relation 
between  flux,  turns,  voltage  and  frequency  is  similar  to  that  for 
transformers,  the  only  changes  being  those  to  take  care  of  the 
distribution  of  the  conductors  through  the  iron  and  overlapping 
of  the  polar  areas.  The  equation  as  applied  to  induction  motors 
may  be  written  as  follows : 

^        ^  T  n  4.44  k  k' 
^  =  10^ 

Where   E  =  applied  voltage  per  phase  of  motor  winding. 
T  =  number  of  turns  in  series  per  phase. 
n   =   frequency  in  cycles  per  second. 
*  =  total  flux  per  pole. 
k  =  "distribution  factor,*'  0.955  for  three  phase,  0.905 

for  two  phase. 
k'  =  chord  factor. 
C  =  number  of  conductors  in  series  per  phase. 
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The  chord  factor  is  numerically  equal  to  the  sine  of  one-half  the 
electrical  angle  spanned  by  a  single  coil,  a  full-pitch  winding 
being  considered  as  spanning  180  electrical  degrees,  the  sine  of 
one-half  of  180  degrees  being  unity. 

Since  the  value  4.44  is  true  for  all  conditions  and  10*  is  constant, 
the  above  equation  may  be  written: 

F  =  •*■  C  nkk' 
45  X  10* 

The  cross-sectional  area  of  the  conductors  depends  on  the 
current  and  on  the  means  for  dissipating  the  heat  in  those  con- 


Fic.  880. 
ductors  and  usually  falls  somewhere  between  400  and  900  cir- 
cular miUs  per  ampere,  the  average  being  perhaps  about  700  cm. 

An  illustration  of  the  use  of  these  formulas  may  be  given  in 
connection  with  the  design  of  a  certain  motor.  This  motor  was 
designed  as  a  one-half  H.  P.,  200-volt,  60-cycle,  three-phase 
machine. 

The  area  of  the  iron  back  of  the  teeth  as  measured  in  Fig.  880 
was  iJ4  inches  wide,  B,  by  Kc  inch  deep,  A,  giving  a  cross- 
section  of  0.82  square  inch.  Since  the  flux  from  each  pole 
divides  in  the  yoke,  the  actual  area  available  for  each  pole  is 
0.82  times  2  or  1.64  square  inches. 

Assuming  a  flux  density  of  80,000  lines  per  square  inch,  the 
otal  flux  per  pole  would  be  80,000  times  1.64  or  131,200  lines 

(T  pole. 
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As  the  stator  has  24  slots,  a  throw  of  1  to  7  would  be  full 
pitch  for  a  smgle  coil.  For  convenience  in  winding  and  to  im- 
prove the  performance,  it  is  sometimes  desirable  to  use  a  fractional 
pitch  winding.  In  this  case  a  throw  of  1  to  6  was  used.  In 
a  full-pitch  winding  for  this  motor,  6  slots  would  be  passed 
over,  and  since  in  this  design  but  5  slots  are  passed  over,  each 
coil  will  span  %  of  180  or  150  electrical  degrees.  The  sine  of 
one-half  of  150  or  75  degrees  is  0.9659,  which  is  the  chord  factor 
used  in  the  calculation  as  indicated. 

The  motor  windings  are  to  be  connected  in  series-star,  and 
the  volts  per  phase  will  be: 

200 


1.732 


=  115.5  volts. 


All  values  have  now  been  assumed  with  the  exception  of  the 
nimiber  of  tiuns  per  coil.  Since  there  are  to  be  one-half  as 
many  coils  as  slots,  the  number  of  conductors  per  slot  will  be  the 
same  as  the  niunber  of  turns  per  coil.  Substituting  the  known 
values  in  the  equation  and  transposing  for  the  number  of  turns : 

45  X  10«  X  £  45  X  10«  X  115.5 


C  = 


nX*XJkX*'        60X  131,200  X  0,955  X  0.9659 
C  =   714  conductors  per  phase. 


Since  there  are  24  slots  and  3  phases,  there  will  be  24  divided 

by  3,  or  8  slots  per  phase,  and  the  number  of  conductors  in  each 

slot  will  be: 

714 


8 


=  89. 


•    Thus  there  will  be  89  turns  per  coil. 

The  current  for  a  one-half  H.  P.  200-volt  motor,  designed  for 

three-phase   operation,    will    be   obtained   from   the   following 

formula: 

H.P.  X  746 


/   = 


1.732  X  £  cos  4>  X  Eff. 


Where    /   =  current  in  amperes  per  phase. 

H.  P.   =  horse  power  of  motor. 

E  =  terminal  e.m.f. 

Cos  ^  =  full  load  power  factor  of  motor. 

Eff.   =  full  load  commercial  efficiency. 
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Assuming  a  power  factor  of  77%  and  an  eflBdency  of  78%. 

J   _  0.5  X  746 _ 

^    ~  1.732  X  200  X  0.77  X  0.78  "  ^'^  amperes 

per  terminal  at  full  load.  The  ventilation  provided  in  small 
motors  is  usually  limited,  radiation  being  relied  upon  to  care  for 
a  considerable  portion  of  the  heat.  For  a  safe  temperature  rise, 
700  cm.  per  ampere  would  be  a  fair  allowance.  Then  700  times 
1.8  would  give  1,260  cm.,  which  would  be  the  required  cross- 
sectional  area  of  the  conductors.  This  corresponds  fairly  closely 
to  No.  19  wire.  A  check  also  shows  that  the  slots  are  of  ample 
dimensions  to  permit  89  turns  of  this  size  wire  and  the  required 
slot  insulation. 


SECTION  XVI  CHAPTER  V 

ALTERNATING-CURRENT  MOTORS 
PRINCIPLES  OF  INDUCTION  MOTORS 

1.  What  is  meant  by  "phase-pole"  in  a  stator  winding? 

2.  What  is  meant  by  "full-pitch"  winding? 

3.  What  is  meant  by  "fractional-pitch"  winding? 

4.  Explain  the  relation  existing  between  the  total  number  of  coils,  the 
number  of  phases,  the  number  of  poles  and  the  number  of  phase-poles 
in  an  induction  motor  winding.  What  variations  are  possible  and  what 
are  the  limitations? 

5.  Explain  what  is  meant  by  the  following  kinds  of  windings,  and  the 
voltages  for  which  they  are  adapted : 

4-parallel-star,  2-parallel-star,  Series-star. 

6.  What    is    the    relation    existing   between    the    number   of    poles,   the* 
frequency  of  supply  and  the  r.m.p.  in  an  induction  motor? 

7.  Explain  the  method  of  testing  a  stator  winding  connected  in  either 
y  or  A  to  ascertain  whether  the  connections  between  the  various  phase- 
poles  have  been  correctly  arranged. 
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CONTROL  OF  VARIABLE  SPEED  INDUCTION  MOTORS 

Induction  motors  without  load  will  run  at  practically  syn- 
chronous speed,  this  speed  being  determined  solely  by  the  fre- 
quency of  supply.  At  full  load  the  speed  drops  2%  or  3%, 
which  is  much  less  than  that  encountered  in  direct-current  shunt 
motors. 

Control  by  Resistance  in  Secondary. — The  commonest  and 
most  flexible  method  of  var3dng  the  speed  of  a  polyphase  induc- 
tion motor  is  by  inserting  resistance  in  the  secondary  circuit. 
This  involves  a  polar  wound,  formed  coil  rotor  with  three  slip 
rings  as  shown  in  Fig.  881.  Brushes  B-B-B  on  these  rings 
lead  to  an  externally  located  speed  regulating  rheostat  or  con- 
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Fig.  881. — Wiring  cxmnections  for  speed  control  of  induction   motor 

by  rheostat  in  secondary  circuit. 

troller,  usually  Y  connected.  The  stator  is  supplied  with 
line  voltage  and,  like  the  primary  of  any  transformer,  absorbs 
current  in  proportion  to  the  demands  on  the  secondary.  By 
vsLTying  the  position  of  the  three  rheostat  arms  R-R-R,  the 
current  in  the  rotor  may  be  adjusted  to  any  desired  value.  With 
the  secondary  circuit  open  and  no  current  in  the  rotor  the  stator 
will  absorb  only  the  exciting  current  plus  that  necessary  to 
supply  the  mechanical  losses.*  As  an  increasing  current  is  allowed 
to  flow  in  the  rotor  by  moving  the  points  R-R-R  toward  the 
center  of  the  Y  with  increase  in  load,  the  reaction  on  the  stator 
lowers  its  opposition  to  the  Hne  voltage  and  the  stator  absorbs 
current  in  proportion  to  that  in  the  rotor.  This  is  in  effect  the 
equivalent  to  the  control  of  speed  of  a  shunt-woimd  direct- 
current  motor  by  inserting  a  rheostat  in  the  armature  circuit. 
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It  has  the  same  flexibUity,  and  both  torque  and  speed  can  be 
varied  over  the  widest  range.  It  has  the  same  low  efficiency. 
Thus  if  a  motor  developed  90%  efficiency  at  full  speed,  it  would 
develop  approximately  only  45%  efficiency  at  half  speed.  It 
has  the  disadvantage  of  very  low  efficiency  for  large  torque  at 
low  speed  aird,  for  a  fixed  setting  of  the  rheostat,  is  subject  to 
wide  variations  in  speed  imder  changes  in  load  at  low  speed.  It 
is  quite  commonly  used  for  mine  hoists,  steel  mills  and  elevators. 
The  load  may  be  rapidly  accelerated  with  a  small  current  in  the 
stator.  This  method,  however,  deprives  the  motor  of  its  great 
advantage,  namely,  the  simple  construction  embodied  in  a  cage- 
wound  rotor." 

There  is  no  method  of  speed  control  for  an  induction  motor 
corresponding  to  a  rheostat  in  the  field  circuit  of  a  shunt-wound 
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Fig.  882. — Wiring  connections  for 
speed  control  of  induction  motor  by 
rneostat  in  primary  circuit. 

direct-ciurent  motor  as  it  is  impossible  to  separate  in  the  stator 
winding,  the  magnetizing  current  which  produces  the  field  flux, 
from  the  rotor  current  which  flows  in  the  same  winding  and  is 
inductively  transformed  to  the  rotor  circuit. 

Control  by  Rheostat  or  Compensator  in  Primary.-^Another 
method  of  varying  the  speed  of  an  induction  motor  is  to  vary 
the  e.m.f.  on  the  primary.  This  is  accomplished  by  inserting  a 
reactive  compensator  or  rheostat  R-R-R  in  the  line  between  the 
source  of  supply  and  the  stator  winding  S  as  in  Fig.  882.  This 
method  of  control  admits  of  the  use  of  a  cage-wound  rotor  C, 
which  is  simple  and  reliable.     In  order  to  obtain  a  large  starting 
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;  with  this  method  of  control,  the  rotor  conductors  and 

rt-drcuiting  end  rings  are  usually  made  of  high  resistance 

Pm&teria].     This  will  of  course  give  a  considerable  percentage  of 

tHp  at  full  load  and  maximum  voltage.     If  a  rheostat  is  employed 

D  reduce  the  line  voltage,  the  motor  will  require  approximately 

[two  to  four  times  full-load  current  in  order  to  produce  fuU-load 

vtorque  at  start.     If  a  compensator  is  employed,  the  same  full-load 

i'torque  will  be  obtained  at  start  ivith  1.4  times  full-load  current. 

■If  the  preceding  method  of  control  employing  a  rheostat  in  the 

Brotor  circuit  is  used,  full-load  torque  at  start  may  be  obtained 

tirith  exactly  full-load  current.     The  emplo>-ment  of  a  rheostat 

Fin  the  rotor  circuit  has  a  much  better  inherent  regulation  over  the 

Flatter  method  of  control  as  when  the  load  is  changed  from  full 

load  to  50%  overload,  the  speed  variation  of  the  slip-ring  type  of 

rotor  is  approximately  but  2J^%,  while  in  the  second  method  of 

control  with  a  high  resistance  rotor,  the  same  change  in  load 

would  cause  a  10%  change  in  speed. 

As  to  the  relative  advantages  of  the  resistance  type  of  con- 
troller and  the  autotransformer  or  compensator  type  for  starting 
and  speed  control,  the  following  points  should  be  considered. 
With  the  resistance  type  the  voltage  is  brought  gradually  up  to 
the  value  required  to  start  the  motor  and  then  continually 
increased  as  the  motor  speeds  up  until  full  potential  is  reached 
at  full  speed.  This  is  because  the  drop  in  the  starting  resistance 
depends  upon  the  current  therein,  and  with  a  large  current  the 
drop  is  large  and  the  difference  between  this  drop  and  the  line 
e.m.f..  which  reaches  the  motor  is  small.  As  the  motor  rises  in 
speed  the  counter  e.m.f.  rises  and  reduces  the  intake.  The 
current  through  the  starting  resistance  thus  falls  and  the  drop 
across  it  falls.  Therefore  the  voltage  at  the  motor  rises. 
Now  the  torque  of  a  motor  is  proportional  to  the  square  of  the 
applied  e.m.f.  Therefore,  as  the  motor  accelerates,  there  is 
automatically  applied  a  rising  e.m.f.  which  assures  a  very  rapid 
acceleration.  With  the  compensator  type  a  certain  reduced 
voltage  is  applied  to  the  motor  terminals  by  means  of  an  auto- 
transfonner.  This  voltage  depends  upon  the  tap  of  the  trans- 
former utilized  and  is  independent  of  the  current  which  the  motor 
demands.  This  voltage  remauis  constant  until  the  motor  has 
reached  its  full  speed  or  until  it  is  switched  to  a  higher  potential 
tap  in  the  controller. 
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From  the  standpoint  of  operating  cost  the  cage-wound  rotor 
and  compensator  control  is  the  more  expensive  and  the  form- 
woirnd  rotor  with  externally  placed  rheostat  is  the  cheapest. 
This  is  because  the  losses  encountered  with  the  cage-wound  high- 
resistance  rotor  are  greater  and  a  larger  motor  is  therefore  neces- 
sary to  obtain  the  reduction  in  speed  required,  while  with  the 
form-woimd  rotor  and  externally  placed  rheostat,  the  losses  are 
external  to  the  machine.  Ftuthermore,  the  compensator  method 
of  control  is  complicated,  due  to  the  fact  that  the  compensator 
coils  must  be  cut  out  one  after  another  and  cannot  be  short- 
circuited  as  may  be  the  separate  coils  of  a  rheostat. 

With  resistance  in  the  primary  circuit  there  is  nothing  in  the 
motor  to  get  out  of  order.  It  may  be  therefore  located  in  an 
inaccessible  place.  This  plan  of  control  is  especially  useful 
in  powder  mills  and  oil  refineries  where  arcing  must  be  made 
impossible.  There  is  nothing  in  the  motor  to  spark,  and  the 
control  contacts  can  be  operated  under  oil  if  required.  The 
speed  is  liable  to  change  widely  under  changes  in  load,  especially 
if  the  speed  for  which  the  rheostat  is  set  is  low.  The  efl&dency 
and  power  factors  are  both  slightly  lower  than  in  the  preceding 
method. 

Standard  induction  motors  must  be  operated  at  approximately 
the  frequency  for  which  they  are  designed.  A  variation  of  10% 
is  usually  the  maximum  permissible.  A  60-cycle  motor  on  a 
25-cycle  circuit  would  have  its  magnetizing  current  increased  to 
such  an  extent  as  to  make  operation  impossible  and  the  output 
would  be  reduced  in  proportion  to  the  frequency.  On  the  other 
hand  a  25-cycle  motor  on  a  60-cycle  circuit  woxdd  not  be  mechan- 
ically strong  enough  to  withstand  the  increase  in  speed,  which 
would  be  240%  of  normal. 

Control  by  Changing  Frequency. — Motors  may  be  Uberally 
designed  so  as  to  permit  of  a  limited  number  of  speeds  by  chang- 
ing the  frequency  of  supply.  The  various  frequencies  are  ob- 
tained from  several  alternators,  and  a  cable  connects  the  motor 
with  the  source.  The  plan  is  similar  to  the  Crocker-Wheeler 
multi- volt  age  direct-current  system.  Two  wires  are  generally 
used  for  each  frequency  and  one  common  return  for  all  frequen- 
cies. It  has  been  used  occasionally  in  machine  shops  with 
fair  results.  The  speed  varies  directly  with  the  frequency  of 
supply. 
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Contro  by  Different  Polar  Combinations. — Motors  may  have 
their  windings  reconnected  for  different  numbers  of  poles,  but 
they  will  not  operate  satisfactorily  unless  the  pitch  of  the  coils 
is  changed.  Leaving  the  coils  as  originally  placed  will  work  the 
iron  to  a  very  high  density  in  portions  of  certain  magnetic 
circuits.  This  will  result  in  an  increased  exciting  current,  a 
reduction  in  power  factor  and  efficiency,  and  noisy  operation. 

Additional  insidation  must  be  placed  between  adjacent  coils, 
where  altered  connections  bring  about  increased  potentials. 

Motors  may  be  designed  for  operation  with  different  numbers 
of  poles,  by  supplying  the  stator  with  two  separate  windings, 
each  connected  for  a  different  number  of  poles  and  having  sepa- 
rate terminals.     This  arrangement  would  of  course  increase  the 


Fig.  883. — Cascade  connection  of  induction  motors. 


size,  weight,  and  cost  and  decrease  the  efficiency  and  power 
factor  of  the  machine. 

A  single  winding  may  be  arranged  to  be  reconnected  for  two 
or  three  different  numbers  of  poles.  Under  these  circumstances 
cage- wound  rotors  only  can  be  employed,  as  a  polar  winding 
could  not  be  readily  readapted  for  different  numbers  of  poles. 
Where  battleships  are  electrically  propelled,  a  few  fundamental 
speeds  have  been  obtained  by  connecting  the  stators  of  the 
propelling  induction  motors  for  various  numbers  of  poles  and 
thus  avoiding  rheostatic  losses  in  the  circuit. 

Control  by  Cascade  Connections. — Where  high  operating 
efficiency  and  constancy  of  speed  under  load  changes  are  desired, 
the  cascade  connection  of  motors  may  sometimes  be  employed 
to  advantage.     The  scheme  is  illustrated  in  Fig.  883.     Here  the 
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stator  winding  of  motor  No.  1  is  connected  to  the  source  of 
supply.  This  motor  must  be  furnished  with  a  wound  rotor 
having  slip  rings.  The  current  from  these  slip  rings  is  led  to 
the  stator  of  motor  No.  2,  which  is  also  supplied  with  a  polar 
woimd  rotor.  The  slip  rings  of  this  rotor  are  short-circuited  or 
the  rotor  cage-wound.  The  two  motors  are  wound  for  different 
numbers  of  poles  and  their  shafts  are  rigidly  connected.  With 
two  such  machines,  four  fundamental  speeds  can  be  obtained. 
If  motor  No.  2  has  four  poles  and  is  designed  for  25  cycles,  its 
speed  when  running  alone  will  be 

Alternations  per  minute  3000        ^  -^ 

X? r 7 ; =  r.p.m.   =   — z —  =    /OU. 

Number  of  poles  4 

If  the  motors  are  connected  as  shown  in  the  figure  and  the 
direction  of  phase  rotation  is  the  same,  they  will  tend  to  revolve 
in  the  same  direction  and  are  then  said  to  be  connected  in  direct 
concatenation.  If  any  two  of  the  wires  between  the  two  motors 
are  cross  connected,  the  direction  of  phase  rotation  will  be 
reversed  and  one  motor  will  tend  to  run  in  an  opposite  direction 
to  the  other.  They  are  then  said  to  be  connected  in  differential 
concatenation.  Assuming  these  two  motors  to  be  thus  differ- 
entially connected,  the  speed  will  be  equal  to  the  alterations  per 
minute  divided  by  the  difference  in  the  number  of  poles.     Thus: 

Alternations  per  minute         3000  ,^- 

P,-P, iT^^  =  ^"  ^•P'"- 

Moto|;  No.  1  running  single  would  revolve 

3000        ^-^ 

— ry    =  250  r.p.m. 

If  the  motors  were  connected  in  direct  concatenation,  the 
speed  would  be : 

Alternations  per  minute  3000  .^^  . 

F»  +  F, =  im  =  ^^^-^  ^•p"'- 

If  motor  No.  1,  having  the  greater  number  of  poles,  is  con- 
nected to  the  line,  then  motor  No.  2  produces  a  rotating  field  in 
the  secondary  of  motor  No.  1,  opposite  to  that  of  its  primary. 
If  motor  No.  2  is  connected  directly  to  the  line,  the  effect  is  to 
boost  the  frequency  in  the  circuit  connecting  the  two  motors. 
This  makes  it  possible  to  obtain  a  speed  which  is  higher  than  the 
speed  of  motor  No.  1  running  as  a  single  motor. 
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The  torque  developed  by  each  motor  of  a  cascade  connection 
is  proportional  approximately  to  the  ratio  of  its  ntmiber  of  poles 
to  the  total  niimber  of  poles  in  the  set,  mxdtiplied  by  the  total 
torque.  Thus  with  two  motors  connected  up  in  direct  concate- 
nation, one  having  twelve  poles  and  the  other  four,  the  torque 
developed  by  the  first  motor  will  be  ^^e  of  the  total  torque  of  the 
set,  while  that  of  the  second  motor  will  be  ^e-  With  differential 
concatenation  the  torque  of  each  motor  will  be  the  same,  but  as 
they  act  in  opposition  the  total  resultant  torque  will  be  propor- 
tional to  the  ratio  of  the  difference  of  the  number  of  the  poles. 
Thus,  with  the  motors  considered  above,  the  total  torque  with 

12  —  4        1 

differential  concatenation  would  be  — r-z —  =  ^  of  the  torque 

lo  ^ 

developed  by  the  motors  when  connected  in  direct  concatenation. 
The  differential  concatenation  gives,  in  general,  the  lowest 
starting  torque  and,  if  the  motor  having  the  greatest  number  of 
poles  is  connected  to  the  line,  the  set  will  not  come  up  to  syn- 
chronism by  itself.  It  will  rise  to  the  synchronous  speed  of  the 
single  motor,  which  is  connected  to  the  line,  but  will  not  exceed 
this  speed.  Therefore  it  is  necessary  to  connect  the  motor  having 
the  smaller  number  of  poles  to  the  line,  and  when  the  set  has 
nearly  reached  full  speed  for  differential  concatenation,  to  switch 
over  to  normal  connection — that  is,  having  the  motor  with  the 
greater  number  of  poles  connected  to  the  line. 

Slip  Regulator. — When  discussing  the  reversing  mill  motor  it 
was  explained  that  some  method  of  regulating  the  input  into 
the  induction  motor  which  operated  the  fly  wheel  and  generator 
was  necessary  in  order  to  prevent  great  fluctuations  in  load.  The 
way  in  which  this  is  accomplished  is  illustrated  in  Fig.  884. 
The  current  from  the  main  motor  operating  the  fly  wheel  and 
generator  is  taken  through  series  transformers  T-T-T.  The 
secondaries  of  these  transformers  are  connected  in  Y  and  supply 
a  small  three-phase  induction  motor  A  with  current.  This  latter 
is  called  a  torque  motor,  for  it  does  not  revolve  but  simply  exerts 
a  torque  in  a  definite  direction.  Rigidly  attached  in  a  locked 
position  to  its  shaft  is  a  lever  on  one  end  of  which  are  supported 
three  electrodes  arranged  to  move  in  a  vertical  plane  in  three 
liquid  rheostats  B-B-B.  The  remaining  three  electrodes  of 
these  rheostats  connect  to  the  slip  rings  R-R-R  of  the  main 
motor's  rotor.     At  normal  load  the  torque  of  the  locked  motor, 
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aided  bv  :he  ooun:er  vrei^h:  H*.  sustains  the  movable  electrodes 
a:  3.  denni:e  level.  Wler.  a  hea\->-  load  comes  on  the  generator 
i:  reacts  <?t.  :'r.e  fly  wheel  and  main  motor  if  to  slow  them  down. 
Tr.e  ir.vTVJse  in  cuiren:  now  taken  by  the  main  motor  supplies 
:hc  ;f>rq"^e  n".o:or  with  an  increasing  current  also.  This  motor 
r^-«ta:e5  it?  riitor  in  a  direction  to  raise  the  electrodes  in  the 
ii.-jiid  rhi-oitatj.  thereby  inserting  additional  resistance  in  the 
rotor  cir>?uit  of  the  main  motor  and  checldng  the  increase  of 
inirron:  therein.  This  check  is  inductively  handed  back  to  the 
stator.  and  the  main  motor  is  thus  prevented  fircm  taking  in 


llic  l;iri;c  iiuToasf  of  current  which  the  load  demands.  When 
the  niiiiii  mciinr  is  thus  prevented  from  developing  additional 
powLT,  ihf  i\y  wliccl  delivers  to  the  load  a  part  of  the  energ}' 
.store'!  therein. 

As  ;in  illustnitinn  of  the  practical  Iwncfit  derived  from  such 
a  device,  the  fhutuiitions  in  load  ujKin  a  certain  main  motor 
varifil  from  WHl  ;in(l  1,200  kilowatts  when  no  regulator  was  in 
cirt-uii.  When  the  n'^ulaior  was  introduced  the  peaks  were 
reducx'il  lo  a  maximum  of  800  kilowatts  with  an  averse  of  about 
.SOO  kilowatts.  The  averafie  was  thus  reduced  from  1.000  tc 
500  kilowatts  and  the  maximum  load  from  1,200  to^SOO  kilowatts. 
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SECTION  XVI  CHAPTER  VI 

ALTERNATING-CURRENT  MOTORS 
CONTROL  OF  VARIABLE  SP££D  INDUCTION  MOTORS 

1.  What  determines  the  speed  of  an  induction  motor  without  load? 
What  determines  its  speed  when  loaded? 

2.  Explain  the  method  of  varying  the  speed  of  an  induction  motor  by 
inserting  resistance  in  the  secondary  circuit.  What  type  of  rotor  is 
required  ? 

3.  Explain  the  method  of  varying  the  speed  of  an  induction  motor  by 
varying  the  e.m.f.  of  the  primary  circuit.  What  type  of  rotor  may  be 
employed  ?    Sketch. 

4.  Explain  the  method  of  varying  the  speed  of  an  induction  motor  by 
varying  the  frequency  of  supply. 

5.  What  will  be  the  effect  upon  the  speed  of  an  induction  motor  if 
the  number  of  poles  in  the  primary  winding  are  altered.  How  may  this 
be  done? 

6.  Explain  the  method  of  varying  the  speed  of  an  induction  motor  set 
by  "cascade"  connection.    What  kind  of  rotors  are  required? 

7.  What  is  meant  by  "direct  concatenation**?  What  is  meant  by  "dif- 
ferential concatenation"?  What  are  the  relative  effects  upon  the  speed 
of  a  motor? 

8.  Explain  the  principle  of  the  "slip  regulator"  for  limiting  the  power 
input  to  an  induction  motor.    Sketch. 


SECTION  XVI  CHAPTER  VII 

A.  C.  MOTORS 

THE  CIRCLE  DIAGRAM  FOR  THREE-PHASE  INDUCTION 

MOTORS 

The  circle  diagram  is  a  method  for  graphically  indicating  the 
performance  of  induction  motors.  This  diagram  is  constructed 
in  various  ways,  among  which  are  forms  devised  by  Heyland, 
McAllister  and  Specht.  The  following  explanation  is  based  on  the 
McAllister  method  as  applied  to  three-phase  motors. 

The  circle  diagram  is  one  in  which  there  is  but  a  single  line  or 
vector  to  represent  the  current  in  the  machine  at  any  given  load. 
Inasmuch  as  there  are  three  separate  line  currents  in  a  three-phase 
motor,  it  is  necessary  to  combine  these  currents  into  a  single  re- 
sultant value,  which  will  represent,  at  the  stated  line  voltage,  the 
same  power  and  losses  as  in  a  three-phase  machine.  This  value 
is  called  the  "equivalent  single-phase  current." 

To  represent  the  same  total  losses  in  a  three-phase  motor  based 
upon  this  equivalent  single-phase  current,  the  motor  must  be 
assumed  to  have  an  **equivalent  single-phase  resistance." 

In  the  following  equations, 

I  =  current  in  any  line  conductor. 

I  =  current  in  each  phase. 

R  =  resistance  measured  between  two  terminals. 

r  =  resistance  per  phase. 

/V3  =  "equivalent  single-phase  current." 

•y  =  "equivalent  single-phase  resistance." 

Equivalent  Single-Phase  Current 

In  any  three-phase  circuit,  the  current  in  any  line  conductor 
times  the  square  root  of  three  is  called  the  equivalent  single-pluise 
current  or  total  current. 

Since  /  X  V3  X  £  =  P  for  any  balanced  load,  at  100% 
]^o\ver  factor,  if  the  voltage  remains  constant,  the  first  member 
of  the  equation  may  be  combined  into  two  factors,  as: 

(7V3)   X   E  =   P  (1) 

/V3  being  the  ^'equivalent  single-phase  amperes." 
186 
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Equivalent  Single-Phase  Resistance 

In  any  three-phase  receiver,  the  resistance  between  any  two 
terminals  divided  by  two  is  the  equivalent  single-phase  resist- 
ance. 

For  any  symmetrical  Y  connection,  the  copper  loss  per  phase 
is  t*  X  r;  and  the  total  loss  for  the  three  phases  is  i{i^r). 

I  ^  i   and    R  =  2r,    therefore    ^  =  -9  (2) 

By  substitution,  the  total  copper  loss  is : 

3  (/«   X   f )  or  (Hiy  X   f  (3) 

For  any  symmetrical  A  connection,  the  total  copper  loss  as  for 
Yis3(f«r). 

I   =   tV3,  and,  by  transposition,  %   =   ~7=^  (4) 

In  accordance  with  the  laws  of  parallel  circuits,  the  resistance 
between  terminals  is : 

E,        2r  X  r       2r«        2  ,  3R  ... 

R  =  27+-^  "  37  =  r  ^^^  ^  =  T         (^^ 

By  substitution,  the  total  copper  loss  is: 

<[IJxf)-<M)-3('=xf)o.av5).xf<.) 

as  in  Y  connection. 

To  illustrate  the  application  of  these  formulas,  assume  a  three- 
phase  Y-connected  winding  having  a  resistance  of  2  ohms  per  phase 
and  carrying  a  current  of  10  amperes  in  each  line  wire.  The  total 
losses  will  be  3  ( t  *r  ),  therefore  3(10*  X  2)  equals  600  watts  total 
copper  loss.  As  the  resistance  of  one  phase  is  2  ohms,  the  meas- 
ured resistance  between  any  two  terminals  is  2r  or  4  ohms. 

Substituting  in  formula  (1) : 

2  -^ 

and  in  formula  (2) : 

3(lO«  X  Ij  or   (10V3)*  X  1  =  600  watts. 
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Assuming  the  same  machine  to  be  A-connected,  the  terminal 
resistance,  as  in  formula  (5),  would  be 

2 

^  X  2  =  IK  ohms, 

and  the  phase  resistance  would  be 

4 
3  X  ^ 

2   =  ;r^ 


The  line  current,  as  in  formula  (4),  would  be 

10V3  or  17.32  amperes. 
Substituting  in  formula  (6), 

4  4 

3  (  17.32«  X  -|-)  or  (17.32  X  1.732)«  X  -^  =  600  watts. 

Using  the  '^equivalent  single-phase  current**  and  "equivalent 
single-phase  resistance,"  the  circuit  may  now  be  calculated  as  a 
single-phase  circuit,  the  line  voltage  being  used  in  all  cases. 

Rotor  Current 

The  current  in  the  rotor  of  an  induction  motor  may  be  accu- 
rately represented  under  all  load  conditions  by  a  straight  line  such 
as  0-7.  Fig.  885,  drawn  within  a  circle,  one  end  being  constantly  at 

a  given  point  in  the  circumference 
as  0,  and  the  other  end  in  the 
circle  at  a  point  as  7,  the  location 
^  yy  "\.  N.  of  which  depends  on  the  charac- 

teristics and  load  of  the  motor. 

As  the  currents  under  various 
conditions  may  be  represented 
by  vectors  starting  at  the  point 

i"  IG.   oo5.  /^  J,  ...  ^  . 

O,  and  terminating  at  various 
points  along  the  circumference  of  the  circle  07/?,  it  is  generally 
stated  that  the  terminals  of  these  current  vectors,  commonly 
called  the  "current  locus,"  alwavs  lie  in  a  circle. 
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It  is  a  well-known  theorem  in  geometry  that  any  triangle  in- 
scribed within  a  semicircle,  the  diameter  of  which  is  the  hypothe- 
nuse,  will  be  a  right  triangle. 

Since  01 R  is  always  a  right  angle  and  OR  is  constant,  the  point 
/  must  trace  the  outline  of  a  semicircle  for  any  value  of  01.  This 
proves  that  the  current  locus  lies  in  a  circle. 

Since,  for  a  given  voltage,  the  flux  of  an  induction  motor  is 
practically  fixed,  the  rotor  may  be  considered  as  an  A.  C.  gen- 
erator having  a  variable  speed  (slip)  and  a  constant  field  strength, 
the  inductance  and  resistance  also  being  constant. 

In  Fig.  885,  let  OX  equal  the  rotor  reactance  in  ohms  at  some 
given  slip,  and  OR  at  right  angles  thereto,  equal  the  rotor  resist- 
ance. Lay  off  the  rotor  induced  voltage,  e,  along  OX.  Since  e 
varies  directly  with  the  slip  and  also  OX  varies  directly  with  the 
slip  (for  X  =  6.28  nL)  then  OX  varies  directly  with  e. 

e  =  k  (OX),  where  fe  is  some  constant,  and  since: 


/  = 


Vox*  +  OR^  (7) 

then 

k(OX) 

<0X*  +  OR^  (8) 

Since  the  line  XR,  Fig.  885,  represents  the  impedance  of  the 
rotor,  XR  =  VOX^  +  O/?*  and  /  varies  directly  with 

OX 

(9) 


VOX'  +  0/?«' 

OX 
then   I  varies  directly  with  -y^  and  0. 

Therefore  the  rotor  ciurent  varies  directly  with  sin  6.  Draw- 
ing 01  perpendicular  tQ  XR  and  constructing  a  semicircle  OIR 
upon  the  diameter  OR,  we  have  two  similar  triangles  OIX  and 
OXR,  in  which  the  angle,  ^   =  angle  B. 

This  may  be  proven  as  follows : 

Since  the  sum  of  the  angles  of  OIX  and  OIR  is  180°, 

$  +  $'  =  90°      and      6  +  ^'  =  90°. 

Therefore 

$  +  $'  =  ^  +  $'       and      ^  =  6.  (10) 

This  may  be  proven  for  any  value  of  OX  in  a  similar  manner. 
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Sin  0  =  jyD  ^^d  OR,  representing  the  rotor  resistance,  is  con- 
stant, therefore  /  varies  directly  with  01  since  /  varies  with  sin  B, 
and  by  selecting  a  suitable  scale  the  line  01  may  accurately  re- 
present the  rotor  current. 

OR 

-yT^  =  cos  ^  =  cos  ^  (see  formula  10)  =  cos  angle  of  lag,  and  if 

e  be  drawn  to  represent  volts  along  OX,  the  angle  *  represents 
the  phase  angle  between  the  rotor  current  and  rotor  voltage  for 
any  slip  and  consequently  any  load. 

The  fact  that  the  slip  equals  ^ — '—, 1?  may  be  shown  in  the 

^    ^         Sec,  mput         "^ 

following  manner: 

75    =  secondary  amperes. 

Es  =  secondary  volts  at  100%  slip. 

X    =  secondary  reactance  at  100%  slip. 

Wo  =  secondary  watts  output. 

5  =  %slip. 

Rs  =  secondary  resistance. 
Ws  =  secondary  watts  input. 

6  =  secondary  angle  of  lag. 

It  is  evident  that 

J  S  X  Es 

Rotor  impedance 

Since  the  rotor  impedance  equals  Rs  times  -t 

cos  6 

r  S  X  Es 

Is  =  


Rs  X      ^ 


cos  6 

Transposing  for  the  value  of  S; 

c  Is  X  Rs 

Es  X  cos  d 

Multiplying  the  numerator  and  denominator  by  Is, 

5  =         /5^  X  Rs 

Is  X  Es  X  cos  6 

Since  Is  X  Es  X  cos  d  =  Ws,  and  Ws  ^  Wo  +  Is^s: 

^  Is^Rs  Secondary  copper  loss 

Wo  +  Is^Rs        Secondary  watts  input 
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Obtaittiog  Data  for  Circle  Diagram 

To  secure  the  data  for  constructing  the  circle  diagram  run  the 
motor  without  load  at  nonnal  volts  and  read  the  total  watts 
intake,  volts  across  terminals  and  amperes  per  terminal.  A 
series  of  these  readings  beginning  with  about   120%  normal 
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voltage  and  decreasing  in  steps  of  about  10%  (taking  one  reading 
at  exactly  nonnal  voltage)  until  the  speed  "breaks"  and  plotting 
the  results  in  curves  will  be  most  satisfactory,  as  the  curves 
eliminate  all  chance  of  erratic  values  at  normal  voltage.     If  the 
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motor  has  a  wound  rotOr,  the  rotor  windings  should  be  short  cir- 
cuited at  the  rings.  The  correctness  of  the  results  obtained  in 
this  test  determine  largely  the  accuracy  of  the  diagram  and  great 
care  must  be  taken  in  getting  the  no  load  losses.     Curves  are  then 
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plotted  as  in  Fit;.  J^f*6,  usint;  terminal  volts  as  abscissas  and  equiv- 
alent single-phase  amperes  as  ordinates  for  one  curve  and  temjinal 
volts  as  absci-ssas  with  lotal  wans  as  ordinates  for  the  other. 
This  constitutes  the  running  saturation  test. 
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Next  block  the  motor's  rotor  by  a  brake  or  bar  and,  beginning 
at  about  50%  normal  voltage,  read  the  total  watts,  volts  across 
terminals  and  amperes  per  terminal.  Repeat  the  operation, 
decreasing  the  applied  voltage  in  even  steps  to  zero,  so  as  to 
obtain  at  least  5  of  6  readings.  Two  curves  are  plotted  from 
these  values  as  in  Fig.  887,  one  using  terminal  volts  as  abscissas 
and  equivalent  single-phase  amperes  as  ordinates,  the  other 
using  terminal  volts  as  abscissas  and  total  watts  as  ordinates. 
If  the  current  is  not  the  same  in  all  phases  for  any  step,  the 
average  amperes  are  used  in  computing  the  equivalent  single 


Fig.  888. 

phase  amperes.  These  curves  should  be  projected  by  calculation 
or  graphically  to  normal  voltage  values,  bearing  in  mind  that  the 
current  varies  directly  with  the  voltage,  and  the  watts  as  the  square 
of  the  voltage.  The  watt  curve  may  be  determined  logarithmically 
as  it  is  a  section  of  a  true  parabola.  This  constitutes  the  locked 
saturation  test,  and  judgment  must  be  used  as  to  the  maximum 
voltage  applied  to  prevent  burning  up  the  motor. 

Next,  measure  the  terminal  resistance  of  the  motor  stator  be- 
tween all  terminals  and  average.  If  the  rotor  is  of  the  wound 
t>T)e,  measure  its  resistance  at  the  rings  in  the  same  way.  Reduce 
all  resistance  readings  to  the  equivalent  single-phase  resistance 
by  dividing  by  two. 

Construction  of  the  Diagram. — Referring  to  Fig.  888,  lay  off 
two  Hnes  OE  and  OB  at  right  angles  to  each  other.  Lay  off  OR 
to  a  convenient  scale  representing  the  no-load  amperes  in  the 
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stator  (equivalent  single-phase  values)  and  at  such  an  angle  to 
OE  that  cos  *j  is  equal  to  the  no-load  power  factor. 

Lay  off  (to  the  same  cturent  scale)  line  OL  at  an  angle  *i 
representing  the  stator  current  and  its  phase  angle  with  the  rotor 
locked,  at  normal  voltage.  Lay  off  the  line  RC  through  R  parallel 
to  OB  and  connect  R  and  L  by  a  straight  line. 

RL  represents  the  current  in  the  rotor  with  the  rotor  locked, 
being  the  vector  difference  between  OR,  the  no  load  stator  current 
and  OL,  the  locked  stator  current.  Bisect  RL  and  continue 
bisector  to  cut  line  RC,  This  intersection  at  Q  will  be  the  center 
of  the  circle  between  the  circumference  of  which  and  Ry  lines  may 


Fig,  889. 

be  drawn,  representing  the  rotor  amperes  at  any  load.     Draw 
this  circle  as  shown  in  Fig.  888. 

Wien  the  motor  is  running  idle,  the  power  consumed  is  shown  by 
the  line  OM,  Fig.  889.  which  is  the  energy  component  of  the  no- 
load  current  OR.  This  power  is  simply  that  required  to  overcome 
the  losses  due  to  friction,  windage,  hx-steresis,  eddy  currents  and 
a  small  stator  copper  loss.  Since  the  motor  is  running  at  prac- 
tically s\^lchrL1nous  speed,  there  is  no  \'ariation  of  flux  in  the  rotor 
iron  and  consoquently  no  voltage  or  current  in  the  rotor  windings. 
Since  thoR^  is  no  flux  variation,  there  is  practically  no  iron  loss  in 
the  rotor  at  no  kxid. 

When  the  rotor  is  looked,  the  frequency  of  the  rotor  currents  i 
that  of  the  line  and  the  flux  in  the  rotor  reverses  with  the  frequenc; 
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of  the  supply.  This  fltix  variation  produces  a  loss  due  to  hystere- 
sis and  eddy  currents  in  the  rotor  which  is  added  to  the  no-load 
loss.  At  the  same  time  the  friction  and  windage  have  become 
zero  since  rotation  has  ceased.  It  may  thus  be  seen  that  as  the 
friction  and  windage  decrease  with  the  load,  the  iron  losses  in  the 
rotor  increase,  tending  to  maintain  the  no-load  losses,  OAf ,  con- 
stant. This  is  so  nearly  true  that  it  is  the  custom  to  assiime  that 
OM  is  constant  in  value  for  all  loads  and  speeds.  Since  MC,  Fig. 
889,  is  parallel  to  OB,  NP  is  also  equal  to  these  constant  losses. 

When  the  rotor  is  locked,  there  is  no  speed  and  consequently  no 
output.  It  is  obvious  that  under  this  condition  all  of  the  power 
input  to  the  motor  must  be  lost  within  the  machine  itself.     As 
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OL,  Fig.  889,  represents  the  current  input  to  the  motor,  the. line 
NL  must  represent  the  energy  component  of  that  current,  since 
it  is  parallel  to  OE.  Then  the  line  NL  is  proportional  to  the 
power  input  to  the  machine  and  also  to  the  power  lost  in  the 
machine  when  the  rotor  is  locked  and  normal  voltage  applied  at 
the  terminals  of  the  stator.  Now  the  power  lost  in  an  induction 
motor  is  composed  of  three  parts,  that  lost  in  the  stator  copper, 
that  lost  in  the  rotor  copper  and  the  constant  loss  mentioned 
above.  Then  the  line  NL  may  be  divided  so  as  to  represent  these 
three  losses. 

Since  NP,  Fig.  890,  is  the  constant  loss,  PL  must  represent  the 
copper  losses  of  the  rotor  and  stator  combined.  It  is  possible  to 
determine  the  location  of  a  point  5  so  as  to  di\nde  the  line  NL  into 
two  parts  where  PS  represents  the  stator  copper  loss  and  SL  the 
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rotor  copper  loss.     The  point  S  may  be  found  by  one  of  the  three 
following  methods: 

If  the  motor  has  a  wound  rotor,  then, 

Rotor  resistance  :  Stator  resistance  :  :  SL  :  PS        (11) 

Or.  if  the  motor  has  a  cage  rotor,  the  point  S  may  be  located 
as  follows: 

The  energ\'  component  of  the  stator  current  in  amperes  is 
obviously  equal  to  the  watts  lost  in  the  stator  divided  by  the  rated 
voltage.  Since  the  stator  current  squared,  multiplied  by  the 
stator  resistance  equals  the  watts  lost  and  both  of  these  values 
are  known,  the  following  formula  may  be  applied : 

(0-LY  X  Stator  resistance  _   ^^^ 

Rated  voltage  ~        *  (12) 

which  is  the  energ>'  component  of  the  stator  current. 

Still  another  method  may  be  used  which  is  called  the  * 'cotangent 
method." 

The  line  ON,  Fig.  890,  represents  the  reactive  component  of  the 
stator  and  rotor  current  with  the  rotor  locked  and,  for  the  current 
OL,  is  proportional  to  A'l  +  A't.  where  A":  is  the  reactance  of  the 
stator  and  A'l  is  the  reactance  of  the  rotor.  This  is  the  combined 
reactance  of  the  stator  and  rotor  because  the  phase  angle  of  the 
current  OL  depends  on  the  reactance  of  both,  the  lag  of  the  rotor 
current  being  transferred  into  the  stator  by  the  magnetic  linkage 
between  the  two.  The  energy  component  of  OL  is  represented 
by  the  line  XL,  as  has  Ix^n  stated.  Wherever  the  point  S  may 
be,  it  is  e\ndent  that  the  line  A'5  represents  the  total  energy  loss 
in  the  stator.  The  part  of  A'5  as  shown  by  NP  has  already  been 
accounted  for  as  lx?ing  representative  of  the  constant  losses, 
lea\nng  PS  as  being  proportional  to  the  stator  copper  loss.  Then 
the  line  PS  represents  the  energ\'  component  of  OL,  which  may  be 
attributed  directly  to  the  stator  resistance. 

It  is  obWous  now  that  the  ratio  of  the  energy  component  of 
the  stator  current  to  the  reactive  com|X)nent  is  the  cotangent  of 
the  angle  B.  If  the  cotangent  is  kno\\ii.  the  angle  B  may  be  found 
and,  knowing  this  angle,  the  line  OY  may  be  drawn  terminating 
at  V,  which  re])rcsents  the  current  which  would  flow  in  the  stator 
with  the  rotor  loc^ked,  and  normal  voltage  applied,  if  the  rotor 
had  zero  resistance,  but  \\\\\\  stator  resistance  and  stator  and  rotor 
reactance  remaining  unchanged. 
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The  semicircle  RLYC  is  the  path  of  the  current  locus  of  stator 
current  as  well  as  rotor  current.  Since  the  value  of  the  line  PS, 
representing  the  stator  copper  loss,  is  dependent  on  the  **added 
current'* — that  is,  the  current  drawn  over  and  above  that  at  no- 
load — the  point  5  must  be  located  by  a  line  within  the  semicircle. 
Then  if  a  line  is  drawn  connecting  R  and  V,  the  point  S  where  it 
intersects  the  line  PL  will  be  the  desired  dividing  line  between  the 
stator  and  rotor  copper  losses. 

The  cotangent  of  the  angle  6  may  be  found  as  follows: 

V     I    V         £  sin  *2 
^'  +  ^' 0L~ 

because  the  combined  reactance  of  the  stator  and  rotor  is  equal 
to  the  reactive  voltage  divided  by  the  current,  and  E  (the  normal 
voltage)  multiplied  by  the  sine  of  the  angle  ^2  is  this  reactive 
voltage. 
If  R  is  used  to  denote  the  stator  resistance,  then 

^°^  ^  =  X,  +  X,' 

as  shown  by  the  preceding  discussion. 

Substituting  the  value  of  Xi  +  X2,  as  first  found,  in  this 
equation  we  have: 

R  X  OL 


Cot  d  = 


E  sin  4>2  (13) 


Having  thus  found  the  cotangent  of  6,  the  angle  itself  may  be 
ascertained  from  a  table.  The  line  OY'  mav  now  be  constructed, 
diverging  from  the  line  OE,  by  the  angle  B. 

As  will  be  stated  later,  the  values  measured  vertically  between 
the  line  R  Y  and  the  semicircle  represent  the  energ>'^  component  of 
the  current  input  into  the  rotor.  This  is  also  proportional  to  the 
torque,  as  will  be  shown  and  for  this  reason  this  line  RY  is  known 
as  the  torque  line.  Since  the  stator  and  rotor  losses  will  always 
bear  the  same  relation  to  each  other  regardless  of  the  load,  the 
vertical  values  between  line  RY  and  line  RL  represent  the  rotor 
copper  loss  and  those  between  line  RY  and  line  RC  the  stator 
copper  loss  for  any  value  of  current  between  no  load  and  locked 
values. 
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It  should  be  mentioned  that  the  point  5  cannot  be  located 
exactly  by  any  of  these  methods,  but  that  they  are  sufficiently 
accurate  for  the  great  majority  of  cases,  the  error  introduced  being 
so  small  as  to  be  negligible.  In  motors  where  the  no-load  cunent 
is  a  considerable  proportion  of  the  full-load  current  some  modifica- 
tion of  this  diagram  is  necessar\\ 

The  diagram.  Fig.  890,  is  now  complete  and  may  be  analyzed. 
Since  the  line  OE  represents  in  direction,  the  applied  voltage,  it 
follows  that  all  values  measured  vertically  (parallel  to  OE)  are 
energy  values  and  all  those  measures  horizontally  (parallel  to  OB) 
represent  wattless  values. 


Fio.  8Q1. 

Sck'Ciiiij:  I  lie  Liiuivalcni  sinj^le-phase  current  01,  Fig.  891. 
which  would  1)0  roquireil  fur  full  load,  a  vertical  line  as  DI  is 

m 

<lra\ni  from  P  lo  I.  Ii  is  obxnous  that  line  DK  will  represent  the 
cunstani  Inssos.  As  has  been  staled,  the  Une  KF  will  represent 
iho  L'oml>intd  rou»r  aiul  siator  losses  for  this  value  of  current 
and  IF  rtprosciits  the  roior  loss.  Then  DF  represents  the  total 
lossos  for  full  loail  and  DI  the  injmt.  Consequently,  the  output 
must  \k'  iho  ditToroniv  Ixnwi^^Mi  those  two  values  or  FL  If  FI 
is  xhv  (»ut|»u:  i-.T'.d  PI  the  in] nil.  llu-n 

Fl 

.-,  X  KM)  =  tlu' fiill-li»ad  i-ffidoncy  in  per  cent. 

A-  < '/  roTTi^s^nis  \\w  ^laior  ».'um-ni.  in  phase  tiirection  as  well 
.ts  in  valuo.  \hc  anj^lc  *i  must  Iv  of  such  a  value  that  its  cosine 
is  ihv  full-load  p<nvor  factor. 
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Since  the  slip,  as  expressed  in  per  cent,  is  the  ratio  of  the  rotor 
losses  to  the  power  input  to  the  rotor, 

IF 

jj  X  100  =  per  cent  slip  at  full  load. 

Then  100,  minus  the  per  cent  slip,  equals  the  per  cent  of  syn- 
chronous speed  at  which  the  motor  runs  at  full  load.  The  syn- 
chronous speed  as  calculated  from  the  number  of  poles  of  the 
motor  and  the  frequency  of  supply,  multiplied  by  the  per  cent 
of  synchronous  speed,  is  the  actual  speed  at  full  load.  The  power 
factor  for  any  load  may  be  determined  by  obtaining  the  cosine 
of  the  angle  between  the  stator  current  line  01  and  the  reference 
line  OE.  This  value  may  be  obtained  from  any  set  of  trigone - 
metric  tables. 

The  output  of  a  motor  may  be  expressed  by  the  following 
formula: 


nXT  ^  rr  p    _  _:? 
5252     -  "•  ^-       746 


Where: 


n  =  r.p.m. 

T  =  torque  in  pound-feet. 

P  =  watts. 

By  transposition  the  formula  becomes : 

^  =       St  A  A  X  5252  =  ^  X  7.04  and  ^i=^  =  P. 
n  X  746  fi  7.04 

Now  J  I,  Pig.  891,  in  amperes  multiplied  by  the  rated  voltage, 
gives  the  watts  input  to  the  rotor.  If  the  rotor  ran  at  synchronous 
speed,  the  torque  would  be  found  by  substituting  these  values  in 
the  above  equation.  The  watts  input  to  the  rotor  is  sometimes 
called  * 'synchronous  watts,"  which  is  a  term  used  to  express  the 
output  of  the  machine  if  it  ran  at  synchronous  speed  instead  of 
actual  speed,  the  torque  remaining  the  same.  Thus  if  the  torque 
of  a  motor  is  known,  this  value,  multiplied  by  the  known  syn- 
chronous speed  and  divided  by  7.04,  will  give  the  synchronous 
watts  or  power  input  to  the  rotor. 

It  is  apparent  then  that,  for  any  load,  the  torque  of  a  motor 
is  proportional  to  the  line  JI.  Now  the  line  //,  Fig.  891-A.  will  be 
a  maximum  when  it  is  drawn  from  a  point  marked  **maximimi 
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torque"  on  the  circle  which  is  touched  by  a  tangent  drawn  paralld 
to  line  RS.  This  point  fixes  the  pull-out  or  maximum  torque  point 
of  the  motor. 

Since  the  output  of  the  motor  is  proportional  to  the  line  FI 
it  is  evident  that  this  hne  will  have  its  maximum  length  when 
drawn  from  a  point  marked  "maximum  output,"  in  the  cirde 
touched  by  a  tangent  drawn  parallel  to  line  RL.  This  p<rint  will 
evidently  be  the  point  of  maximum  output. 

Maximum  power-factor  will  occur  at  such  a  load  that  the  line 
01.  which  represents  the  stator  current,  lies  tangent  to|.the  cirde 


Fig.  a91-A. 


as,  at  this  point  marked  "maximum  power  factor,"  the  angle  $■ 
is  a  minimum. 

Since  the  line  DI  is  proportional  to  the  input,  maximum  input 
will  occur  when  /  is  at  the  point  in  the  drde  marked  "maximum 
input,"  touched  by  a  tangent  drawn  parallel  to  RC. 

From  the  foregoing  it  will  appear  endent  that  the  performance 
of  the  motor  may  be  determined  for  any  value  of  load  and  stator 
current. 

,.  The  motor's  ptTformance  may  be  more  easily  analyzed  by  the 
diagram  shown  in  Fig.  891-A,  which  is  more  complete  than  Fig.  891, 
in  that  lines  have  been  addwl  for  the  graphic  determination  of 
power  factor,  efficiency  and  slip. 
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Using  O  as  a  center,  draw  the  power-factor  quadrant  GT  with  a 
radius  of  100  units  and  divide  OG  into  100  equal  parts.  Extend 
RL  back  to  A  and  erect  a  line  AH  B.t  that  point  parallel  to  OE. 

Now  draw  a  line  sp,  anjrwhere  in  the  diagram  between  RR' 
and  RL,  but  parallel  to  RS,  in  such  a  position  that  it  may  be 
conveniently  divided  into  100  equal  parts.  This  will  be  called 
the  "slip  line." 

It^has  been  stated  that  the  per  cent  slip  for  a  given  load  is 

IF 
equal  to  y^  X  100.     If  a  line  is  drawn  between  RL  and  RR' 

(which  is  a  line  erected  perpendicular  to  RC  at  /?),  and  parallel 
to  line  R  V,  and  this  line  intersected  by  another  straight  line 
drawn  from  K  to  /,  it  can  be  proven  that  the  point  of  intersection 
divides  this  first  line  into  two  parts  one  of  which  is  proportional 
to  the  slip,  the  other  to  the  per  cent  synchronous  speed  and  the 
whole  line  to  the  synchronous  speed.  Such  a  line  is  shown  in 
Fig.  891-A  as  sp.  This  line,  which  is  called  the  "slip  line,"  need  not 
be  any  given  length,  so  it  is  usual  to  select  some  value  that  is 
easily  divisible  into  100  equal  parts,  the  only  requisites  being  that 
it  extend  from  line  RR'  to  RL,  and  that  it  be  parallel  to  line  R  Y, 
An  easy  method  of  locating  this  line  is  to  select  the  desired  value 
for  the  length  and  then  slide  the  scale  along  the  diagram,  keeping 
it  always  parallel  to  R  V,  imtil  the  required  location  is  found. 
Nimierals  designating  the  divisions  (0  to  100)  are  placed  on  this 
line  with  the  zero  value  at  the  point  where  ss'  intercepts  line  RR', 
If  now  the  line  RI  is  drawn,  intersecting  sp  as  at  5',  it  only 
remains  to  be  proven  that  the  following  proportion  is  true,  to  show 
that  the  numeral  at  the  intersecting  point  s'  is  the  slip  in  per  cent. 

ss'  :  sp  :  :  JF  :  JI 

This  is  true,  because  triangles  FRJ  and  Rsp  are  similar,  as  are 
also  triangles  RIJ  and  s'sR. 
This  similarity  may  be  shown  as  follows: 

JF  :  Rs  :  :  RJ  :  sp  and  Rs  :  JI  :  :  s's  :  RJ 

.     JF       RJ         ,  Rs       s's 


Combining  these  two  equations,  we  have 


Il^Ei  ^^ 


X  -7;  =  ^  X 


s's 


Rs        JI        sp        RJ 
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Bv  cancellation: 

JF  ^s^s 

jr      sp 

IF  s's 

Since  jj  X  100  equals  the  per  cent  slip,  then  —  X   100  also 

equals  the  per  cent  slip. 

As  the  line  sp  is  100  units  long, 

s's 
the  per  cent  slip  =  j^  X  100  =  s's, 

FI 
It  has  been  shown  that  yry  X  100  equals  the  per  cent  eflRdency. 

If  now  some  line  may  be  drawn  which  may  be  divided  graphically 
in  the  same  ratio  as  FI  to  DI,  the  effidency  may  be  determined 
as  readily  as  the  slip. 

If  the  line  RL  is  extended  back  to  cut  the  line  OB,  as  at  A,  and 
a  perpendictdar  as  AH  erected  at  that  point,  a  line  ef  may  be 
drawn  between  A  H  and  RL,  parallel  to  RC,  This  line  may  be 
to  any  convenient  scale  which  is  easily  divisible  into  100  equal 
parts.  It  may  be  located,  as  was  the  sUp  line,  by  first  sdecting 
some  suitable  scale  and  sliding  the  scale  along  the  diagram  imtil 
the  proper  location  is  reached,  keeping  it  always  paralld  to  OB. 

If  now  a  line  is  drawn  connecting  A  and  /  it  will  intersect  line 
ef  at  some  point  as  e\  We  now  have  two  similar  triangles,  ADF 
and  Aef.     Triangles  .4  ID  and  e'Ae  are  also  similar. 

It  then  follows  that : 

DF  :  Ac  :  :  AD  :  cf     and      DI  :  Ae  :  :  AD  :  e'e 

^,  DF  ^    Ae        AD  ^    e'e  .       DF       e^e         ,,., 

then        -J-  X  j^  =   —7-  X  -T-TS       and       -—  =  --•        (14) 

Ae         DI         cf         AD  DI        ef 


Since, 

DI  ^  ef 
DI        ef 

subtracting  (14)  from  (15) 


(15) 


(DI)  -  (DF)  ^   (et)  -  (e'e) 
(DI)  '       (ef) 

from  the  diagram,  (DI)  -  (DF)  =  FI  and  (ef)  -  (e'e)   =  e'f. 


Then  bv  substitution, 
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EL  ^(l 
DI        ef 


FI  e'f 

Since  -^  X  100  equals  the  per  cent  eflSciency,  -j  X   100  also 

equals  the  efficiency. 

The  line  ef,  being  100  units  long,  numerals  should  be  placed  on 
the  line  designating  these  units  with  the  zero  value  at  f.     Then 

^  X  100  =  ey 

which  is  the  efficiency  in  per  cent. 

From  the  above  formulas  and  diagram,  the  efficiency,  torque, 
slip,  power  factor  and  primary  and  secondary  amperes  for  any 
load  may  be  found  as  well  as  the  ratios  between  them,  with  an 
accuracy  well  within  commercial  limits. 

For  motors  under  5  horse  power  this  diagram  is  not  accurate, 
and  for  motors  imder  50  horse  power  the  Specht  and  some  other 
diagram,  which  tilt  the  base  line  of  the  circle,  are  somewhat 
more  correct.  Above  50  horse  power,  this  diagram,  based  on 
the  McAllister  diagram,  is  about  as  satisfactory  as  any,  and 
forms  the  basis  of  practically  all  similar  graphic  solutions. 


SECTION  XVI  CHAPTER  VII 

ALTERNATING-CURRENT  MOTORS 
THE  CIRCLE  DIAGRAM 

1.  Explain  the  method  of  performing  the  three  tests  required  and  state 
data  obtained  from  each,  that  will  be  used  in  drawing  a  circle  diagram 
for  an  induction  motor. 

2.  Sketch  a  circle  diagram  and  designate  the  lines  which  indicate  the 
following  quantities: 

(a)  No  load  stator  current.  (/)   Stator  ccpper  losses. 

ib)  Locked  stator  current.  (g)  Motor  constant  losses  (or 

(c)  Current  locus.  stray  power). 

(d)  Output  of  motor  at  some  load  point,  (h)  Efficiency  of  motor. 

(e)  Rotor  copper  losses.  (i)  Torque   of   motor. 
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SPECIAL  A.  C.  GENERATORS 
INDUCTION  GENERATORS 

As  already  explained,  the  synchronous  generator  must  run 
in  exact  synchronism  with  all  generators  with  which  it  is  con- 
nected in  parallel  and  with  all  motors  of  the  same  type  which 
it  supplies. 

The  induction  generator  does  not  need  to  run  in  synchronism 
with  other  machines  with  which  it  is  connected  in  parallel  or 
with  its  load.  It  is  simply  an  induction  motor  driven  mechani- 
cally at  a  speed  above  synchronism.  Its  output  depends  solely 
upon  its  speed  above  synchronism.  The  possibility  of  so  operat- 
ing this  machine  has  been  known  for  a  number  of  years,  but  only 
comparatively  recently  has  the  industry  developed  so  as  to 
warrant  its  introduction  on  a  large  scale.  In  certain  circum- 
stances it  is  now  preferable  to  the  synchronous  generator. 

The  stators,  or  stationary  members  of  both  types  of  alterna- 
tor, are  usually  identical  in  construction.  This  structure 
carries  the  armature  winding  of  the  generator,  which  is  usually 
polyphase  in  character.  The  electro-motive-force  generated  in 
this  winding  is  induced  by  a  revolving  magnetic  field  internally 
located. 

The  chief  difference  between  the  two  types  of  machines  is  in 
the  revolving  member,  or  rotor.  In  the  synchronous  machine 
the  field  structure  has  clearly  defined  magnetic  poles  excited  by 
direct  current  supplied  through  slip  rings  at  110  or  220  volts. 

The  field  structure  of  the  induction  generator  contains  a 
short-circuited  winding,  the  same  as  that  found  on  the  rotor  of 
an  induction  motor.  The  magnetic  field  in  these  two  types  of 
machines  is  produced  in  distinctly  different  ways.  In  the  s>ti- 
chronous  generator,  as  explained  above,  it  is  brought  about  by 
the  direct  action  of  continuous  current  in  the  field  coils.  But  in 
the  induction  generator  the  field  is  produced  by  the  very  alternat- 
ing current  which  flows  in  the  stator  winding.  This  current, 
by  its  reaction,  induces  current  in  the  rotor,  which  in  turn  pro- 
duces the  magnetic  field  upon  which  the  generator  depends  foxr 
its  electro-motive-force. 

204 
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As  is  well  known,  the  fixed  position  of  the  field  poles  of  the 
synchronous  generator  necessitate  its  running  in  step  with 
the  alternating  system  to  which  it  is  connected.  This  means 
that  the  revolving  member  of  every  synchronous  machine  con- 
nected to  the  same  system  must  move  forward  exactly  one  pole 
for  ever>'  reversal  of  voltage  in  the  system. 

The  induction  generator  cannot  run  in  synchronism  with  the 
system  to  which  it  is  connected,  but  must  always  run  faster, 
otherwise  there  can  be  no  reaction  of  the  current  issuing  from 
the  stator  winding  upon  the  rotor.  And  this  reaction  is  neces- 
sary in  order  that  current  may  be  induced  in  the  stator.  The 
greater  the  load  this  machine  is  expected  to  carry,  the  greater 
the  amount  by  which  it  must  exceed  synchronism. 

Because  of  the  flexibility  in  speed  of  the  induction  generator, 
the  possibilities  of  * 'hunting,"  which  are  always  more  or  less 
objectionable  in  synchronous  systems,  cannot  occur  with  this 
machine.      ^ 

These  two  machines  perform  in  widely  different  ways  because 
of  the  difference  in  the  manner  of  producing  their  magnetic 
fields.  In  the  synchronous  generator  the  electro-motive-force 
induced  in  its  armature  winding  depends  directly  upon  the 
amount  of  current  supplied  to  its  field  winding.  The  load  upon 
the  machine  does  not  appreciably  effect  this  voltage;  that  is,  the 
only  variation  in  voltage  is  due  to  the  regulation  of  the  machine, 
which  falls  slightly  as  the  output  and  power  factor  fall. 

But,  as  stated,  the  induction  generator  field  is  produced  by 
the  reaction  of  the  currents  issuing  from  the  machine.  This  fact 
results  in  a  remarkable  condition.  The  induction  generator  has 
no  regulation  and  no  magnetic  field  of  its  own,  save  the  voltage 
which  is  maintained  at  its  terminals,  and  the  load.  The  magnetic 
field  in  this  machine  is  produced  by  the  armature  reaction  of  its 
own  stator  currents,  and  the  value  of  these  currents,  as  well  as 
the  voltage  produced,  depends  upon  the  electro-motivc-force 
maintained  at  the  induction  generator's  terminals.  Now  the 
only  way  that  this  voltage  can  be  maintained  is  by  connecting 
some  other  synchronous  machine  in  parallel  with  the  induction 
generator's  terminals.  The  magnetic  field  of  the  induction 
generator  then  becomes  dependent  upon  the  voltage  of  the  syn- 
chronous machine  connected  therewith,  and  the  latter  machine's 
voltage  depends  upon  its  excitation  from  its  own  direct-current 
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exciter.  The  induction  generator,  therefore,  cannot  operate  by 
itself  at  all.  It  will  deliver  no  power  unless  it  is  connected  in 
parallel  with  synchronous  apparatus.  Rotary  converters,  syn- 
chronous motors  or  other  synchronous  generators  will  answer, 
but  it  is  important  to  note  that  the  machine  has  no  voltage  of  its 
own  and  can  furnish  no  power  unless  so  connected. 

Because  of  the  induction  generator's  lack  of  regulation,  the 
regulation  of  a  combined  system  of  synchronous  and  induction 
generators  will  be  the  regulation  of  the  synchronous  machines 
in  circuit.     If  the  load  changes  on  the  system,  the  voltage  will 


Engine  driven 
induction 
generator 


parallel    with    synchronous 


vary  in  proportion  to  the  change  on  the  synchronous  machines 
as  though  they  alone  were  in  circuit. 

Fig.  892  represents  a  1 ,500-kilowatt  induction  generator 
A,  driven  by  an  engine.  This  machine  has  a  cage-wound  rotor 
and  is  in  every  sense  like  a  three-phase  induction  motor.  It  is 
connected  to  the  bus  bars.  acros,s  which  there  is  also  connected 
a  sjTichronous  jicncrutor  B.  This  machine  is  also  engine  driven 
and  e.\('iLcd  with  direct  current  in  its  revolving  field  from  an. 
external  exciter'  E.  This  synchronous  machine  will  operate  tc» 
the  best  advantage  if  it  has  a  rating  of  707  K.V.A.  and  500  K.W  - 
at  7 1  %  power  factor.     Then,  as  shown  at  C,  it  would  be  capable 
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if  furnishing  500  real  kilowatts  of  energy  to  the  load  and  also  500 
'  apparent  kilowatts  of  wattless  lagging  current  for  the  excitation 
of  the  induction  generator  A .  While  this  current  for  the  load  and 
the  excitation  of  the  induction  generator  lags  with  respect  to  its 
source,  it  leads  with  respect  to  the  voltage  of  the  induction  gen- 
erator. A  2,000-kilowait  load  located  at  D  would  now  derive  its 
power  jointly  from  the  two  generators  in  parallel,  500  kilowatts 
from  the  synchronous  machine  and  1.500  kilowatts  from  the  in- 
duction machine.  At  the  same  time  the  synchronous  machine 
would  furnish  the  induction  machine  with  500  kilowatts  lagging 
current  required  for  its  excitation.  One  of  the  peculiar  features 
of  an  induction  generator  is  that  it  requires  that  there  shall  be 
available,  in  parallel  with  it,  synchronous  apparatus  of  at  least 
30%  of  its  kilowatt  rating  for  excitation  purposes.  The  bulk  of 
the  real  power  for  the  load  comes  from  the  induction  generator. 

The  induction  generator,  then,  is  a  machine  which  may  be 
floated  upon  a  synchronous  system  and  will  supply  real  power  to 
the  system  without  having  anyThing  whatever  to  do  with  the 
voltage  regulation  or  control. 

If  the  external  circuit  on  a  synchronous  machine  is  opened, 
it  still  produces  its  normal  voltage,  but  if  the  external  circuit 
on  an  induction  generator  is  opened,  it  ceases  to  generate  entirely 
and  produces  no  elertro-motive-force  at  its  terminals. 

If  a  synchronous  generator  is  short  circuited,  the  armature 
winding  still  continues  to  generate  an  electro-motive-force, 
because  the  magnetic  field  is  independent  of  the  e.m.f.  and  is 
maintained  by  direct  current.  It  is  thus  possible  for  a  syn- 
chronous generator  to  deliver  on  short  cifcuit  many  times  its 
full-load  current,  as  the  entire  electro-motive-force  is  consumed 
in  forcing  this  current  through  a  negUgible  resistance.  The  mag- 
netic reactions,  as  well  as  the  heating  effect  of  such  currents,  may 
be  disastrous  to  the  machine. 

But  as  the  induction  generator,  when  short  circuited,  has  no 
voltage  at  its  terminals,  and  can  therefore  receive  no  exciting 
current,  it  will  possess  no  magnetic  field  and  will  therefore 
cease  to  generate.  When  such  a  machine  is  short  circuited  the 
current  will  gradually  fall  from  what  the  machine  was  delivering 
to  zero,  at  a  rate  depending  upon  the  impedance  of  the  internal 
circuit,  as  would  be  the  case  with  current  in  any  choke  coil  when 
the  voltage  of  supply  was  withdrawn. 
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It  is  interesting  to  note  that  the  total  current  which  a  system, 
consisting  of  synchronous  and  induction  generators  in  parallel, 
may  furnish  on  short  circuit,  is  limited  to  the  maximum  possible 
short-circuit  current  of  the  synchronous  generators  alone. 

A  synchronous  generator  can  produce  currents  with  leading  or 
lagging  components  as  well  as  true  energy — that  is,  it  can  supply 
the  so-called  wattless  currents,  the  value  of  which  depends  upon 
the  nature  of  the  load  to  which  it  is  connected. 

The  induction  generator  can  produce  nothing  but  true  energy 
currents,  but  at  the  same  time  it  consumes  continuously  a 
wattless  lagging  current  required  to  excite  its  field.  This  latter 
current  is  drawn  from  any  synchronous  apparatus  with  which  it 
is  connected  in  parallel. 

It  is  evident  from  the  foregoing  that  an  induction  generator 
cannot  supply  a  system  with  alternating  current  by  itself  if  the 
system  requires  current  for  light  and  power.  This  would  involve 
wattless  lagging  currents,  as  well  as  true  energy  currents.  It 
must  therefore  be  used  in  combination  with  synchronous  gen- 
erators. Then  all  of  the  lagging  current  for  the  system  would  be 
carried  by  the  synchronous  generators,  as  well  as  the  lagging 
current  which  the  induction  generator  itself  required  for 
excitation. 

If  a  city  has  a  load  calling  for  a  considerable  lagging  current, 
it  is  not*:  wise  to  supply  a  very  large  percentage  of  induction 
generator  capacit5^  because  the  synchronous  generators  have  to 
supply  all  the  lagging  current  and  they  may  be  overloaded 
thereby. 

The  induction  generator  has  its  greatest  advantage  on  a 
system  requiring  no  lagging  current,  as  in  the  case  of  rotary 
converters,  operated  exclusively  on  large  power  stations,  for 
such  a  system  would  be  run  at  100%  power  factor  and  the  rotary 
converters  could  thus  be  made  to  supply  the  exciting  current 
for  the  induction  generators. 

A  good  distinction  between  these  two  types  of  machines  may  be 
made  by  saying  that  the  synchronous  machine  generates  electric 
current  while  the  induction  machine  generates  electric  power. . 
That  is,  a  synchronous  generator  may  supply  current  to  a.^ 
system  whether  the  current  called  for  is  a  powerless  current  or  a 
real  power  current.  The  induciion  generator,  however,  can- 
supply  only  current  of  real  power  value,  and  no  wattless  current. 
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An  induction  generator  is,  therefore,  the  ideal  machine  for  con- 
verting mechanical  energy  into  electrical  energy.  It  consumes 
mechanical  power  and  transforms  the  same  into  electrical  power. 
It  is  not  dependent  upon  separate  field  excitation,  speed,  syn- 
chronizing or  any  other  feature. 

It  is,  therefore,  the  ideal  machine  to  float  on  an  alternating 
system.  It  will  absorb  mechanical  power  an4  change  it  into 
electrical  power  in  direct  proportion  to  the  amount  absorbed. 
Moreover,  it  will  deliver  this  power  at  whatever  voltage  the 
system  happens  to  run  on,  and  at  any  speed.  It  requires  only 
that  the  machine  be  driven  just  above  that  for  which  the  system 
is  set  by  its  frequency.  It  involves  no  regulation,  and  represents 
the  ideal  method  for  converting  one  kind  of  energy  into  another. 

Phase  Advancers 

In  1914  a  new  type  of  machine,  called  a  phase  advancer,  was 
devised  for  improving  the  power  factor  of  induction  motors. 

The  magnetizing  field  for  a  synchronous  motor  is  produced  by 
a  continuous  current  circulating  in  a  winding  on  a  rotating  struc- 
ture with  definitely  placed  magnetic  poles.  By  supplying  the 
structure  with  more  ampere-turns  than  are  necessary  for  the 
production  of  the  magnetic  field  in  a  machine  of  given  size,  it  is 
possible  to  produce  a  leading  cturent  in  the  stator  winding. 
This  will  compensate  for  lagging  current  in  other  parts  of  the 
system.  A  high-power  factor  may  thus  be  obtained,  and  with 
large  synchronous  apparatus  even  a  leading  current  may  be 
brought  about  on  the  entire  system. 

The  phase  advancer  bears  the  same  relation  to  an  induction 
motor  that  a  direct-current  exciter  does  to  a  synchronous  motor. 
But  in  the  induction  motor  it  is  not  possible  to  use  a  continuous 
direct-current  generator  for  magnetizing  purposes,  because  the 
rotor  winding  slips  behind  the  rotating  field  of  force  when  a 
load  is  applied.  It  is,  therefore,  necessary  to  supply  this  winding 
with  polyphase  currents  of  a  low  frequency  which  will  always 
correspond  to  the  slip  of  the  induction  motor. 

As  usually  constructed,  the  phase  advancer  consists  of  a 
direct-current  drum  armature  with  a  commutator.  On  the 
commutator  are  placed  three  sets  of  brush  holders  for  every  pair 
of  poles,  located,  w4th  respect  to  each  other,  120  electrical  degrees 

art.     The  stationary  member  is  merely  a  frame  containing  an 
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assembly  of  laminations  external  to  the  armature  but  without 
windings. 

This  device  is  direct  connected  to  a  small  cage-wound  induc- 
tion motor.  The  power  required  to  drive  it  is  only  that  necessary 
to  supply  the  hysteresis  and  friction  losses.  This  amounts  to 
only  about   1   horse  power  for  a  500-horse  power,   2,200-volt 


machine.     The  copper  losses  are  supplied  by  the  rotor  of  the 
large  induction  motor. 

Fig.  893  represents  the  arrangement  of  apparatus  and  winding 
for  the  outfit.  B  is  the  main  induction  motor  with  a  form-wound 
rotor  and  three  slip  rings;  C  is  the  phase  advancer  connected  to 
its  driving  motor  D;  E  is  a.  controlling  device  with  resistance  for 
starting;  F  is  a  short -i-ircuiting  smtch ;  T  represents  a  transformer 
if  the  source  of  supply  is  of  high  voltage.  The  switch  F  is  em- 
ployed to  short-circuit  the  pliase  advancer  when  the  motor  B  is 
starting.  The  controller  E  is  cmpio\'ed  for  acceleration.  After 
the  motor  is  up  to  speed,  the  switch  F  is  opened. 
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To  understand  the  operation  of  this  device,  suppose  that  the 
phase  advancer  is  stationary  and  is  receiving  current  at  slip 
frequency  from  the  rotor  circuit  of  the  main  motor  B.  Under 
these  conditions,  the  phase  advancer  behaves  like  a  three-phase 
reactance,  the  current  circulating  in  its  winding  producing  a 
rotating  field,  which  revolves  in  space  at  a  speed  corresponding 
to  the  frequency  of  the  currents  supplied  from  the  slip  rings. 

If,  now,  the  phase  advancer  is  driven  by  the  motor  D  in  the 
same  direction  as  that  in  which  the  rotating  field  of  force  therein 
was  traveling,  the  speed  of  rotation  of  that  field  in  space  will 
remain  unchanged,  because  it  is  independent  of  the  speed  of 
rotation  of  the  armature.  This  is  because  the  points  at  which 
the  alternating  currents  are  led  into  the  windings  are  fixed  in 


Fig.  894. 


Fig.  895. 


Fig.  896. 


space.  The  result  is  that,  when  the  armature  is  driven  in  the 
direction  in  which  the  field  was  traveling  and  at  a  speed  cor- 
responding to  the  speed  of  the  field,  the  relative  motion  of  the 
field  and  the  armature  become  zero.  This  results  in  the  dis- 
appearance of  the  choking  effect  of  the  three-phase  reactance, 
and  the  current  in  the  rotor  circuit  of  the  main  motor  B  comes 
into  phase  with  the  e.m.f.  generated  therein.  Consider  the 
vector  in  Fig.  894,  where  O-E  represents  the  phase  e.m.f.  at  the 
brushes  of  the  phase  advancer  and  the  current  0-7  the  amperes 
fed  to  each  branch.  Here  R-I  is  the  component  to  overcome  the 
e.m.f.  produced  by  the  revolving  field — that  is,  the  e.m.f.  of 
self-induction.  When  the  rotor  has  been  brought  up  to  the 
speed  of  the  rotating  field  and  has  overtaken  it,  this  reactance 
disappears  and  the  impressed  e.m.f.  O-E  comes  into  phase  with 
the  current  0-7  as  in  Fig.  895. 
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If  now  the  armature  is  driven  at  a  still  higher  speed  than 
that  of  the  revohnng  field,  the  original  lagging  current  and 
what  subsequently  became  a  current  in  phase  with  the  e.m.f .  will 
now  actually  become  a  current  which  will  lead  the  e.m.f.  This 
is  shown  in  Fig.  896,  where  O-I  is  the  current  and  0-£  is  the 
voltage.  The  forma-  angle  *,  which  was  an  angle  of  lag,  now 
becomes  *',  an  angle  of  lead. 

This;  of  "Course,  is  equivalent  to  a  negative  reactance.  And 
as  it  is  in  series  with  the  rotor  winding  of  the  industrial  motor 
B,  it  neutralizes  the  reactance  of  the  motor's  winding  which 
formerly  caused  the  primar>'  current  to  lag  in  phase.  It  there- 
fore produces  precisely  the  same  eflfect  as  a  condenser  and  im- 
proves the  power  factor. 

The  stationary  frame  of  the  phase  advancer  which  surrounds 
the  direct-current  armature  ^\4nding  is  really  superfluous.  The 
machine  may  consist  of  nothing  but  a  drum  armattire  and  a 
commutator.  In  this  case,  however,  the  winding,  instead  of 
being  placed  on  the  surface  of  the  drum  with  open  slots,  would 
be  embedded  in  holes  IdcIow  the  surface,  so  that  the  conductors 
are  entirely  surrounded  by  iron.  This  provides  an  external  path 
or  the  flux  around  the  winding. 

The  knv-froquency  alternating  currents  supplied  by  the  slip 
rin^s  of  the  main  motor  induce  a  magnetic  field  which  slowly  re- 
volves in  space,  while  the  rapidly  revoking  armature  conductors 
cut  across  this  field  and  generate  the  required  leading  e.m.f. 
The  field  flux  of  the  phase  advancer  can  be  readily  maintained 
at  precisely  the  required  low  frequency  due  to  the  slip  of  the 
rotor  on  account  of  the  (act  that  the  phase  advancer  has  no 
definite  poles  and  runs  at  no  definite  speed.  The  point  is  that 
the  field  of  the  phase  advancer  is  an  induced  field  and  the  current 
which  induced  it  is  at  the  slip  frequency  of  the  rotor  of  the 
induction  motor,  and  therefore  the  field  flux  must  be  at  that 
same  slip  frequency. 

The  phase  advancer  therefore  becomes,  in  eflfect,  a  phase 
booster,  the  e.m.f.  of  which  accelerates  the  current  in  the  rotor 
structure  of  the  main  motor. 

Phase  advancers  are  usually  constructed,  however,  with  an 
external  stationary  frame.  This  permits  the  use  of  open  slots 
on  the  drum  armature  and  insures  more  satisfactorv  com- 
mutation. 
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While  phase  advancers  for  large  machines  are  usually  driven 
by  small  direct-connected  induction  motors,  it  is  entirely  pos- 
sible to  belt  them  direct  to  a  pulley  on  the  main  machine.  It  is 
entirely  practical  to  apply  the  phase  advancer  to  any  induction 
motor  now  in  service,  provided  it  has  a  wound  rotor  and  slip 
rings.  The  power  factor  may  be  corrected  to  100%,  with  a 
variation  of  from  25  to  150%  load. 

If  a  new  induction  motor  is  to  be  designed  to  be  operated  with 
a  phase  advancer,  it  can  be  made  considerably  smaller  than 
without.  Because  of  the  less  material  involved,  the  power 
factor  would  be  lower.  When  the  phase  advancer  is  used  this 
defect  is  promptly  corrected.  In  fact,  the  saving  in  first  cost 
of  the  large  motor  would  pay  a  large  part  of  the  cost  of  the 
phase  advancer.  If  a  machine  with  a  high  power  factor  is  de- 
sired, it  is  cheaper  to  build  one  in  which  there  is  a  large  amount 
of  iron  and  a  small  amount  of  copper  and  employ  a  phase 
advancer  than  it  would  be  to  build  a  machine  in  which  there  was 
a  small  amount  of  iron  and  an  excess  of  copper  without  a  phase 
advancer.  A  100%  power  factor  cannot  be  obtained  in  an 
induction  motor  unless  a  phase  advancer  or  equivalent  device  is 
employed. 

The  losses  in  a  small  motor  and  phase  advancer  would  gener- 
ally be  low;  therefore  the  power  required  to  drive  a  small  motor 
and  phase  advancer  would  be  less  than  that  required  to  drive 
a  large  machine  of  the  same  rated  capacity  without  a  phase  ad- 
vancer. The  phase  advancer  can  be  applied  to  an  induction 
motor  of  any  size. 

Another  feature  of  this  device  is  the  compensation  for  the 
reactance  in  an  induction  motor  as  it  affects  the  maximum  out- 
put. By  bringing  the  current  and  e.m.f.  into  phase,  the  capac-. 
ity  of  the  machine  is  considerably  increased.  In  fact,  if  a 
phase  advancer  is  applied  to  an  old  machine,  the  horse-power 
output  can  readily  be  increased  25%  and  the  power  factor  im- 
proved besides. 

In  the  design  of  induction  motors  a  respectable  power  factor 
can  only  be  secured  by  making  the  clearance  between  the  stator 
and  rotor  exceedingly  small.  When  a  phase  advancer  is  em- 
ployed, however,  the  inherent  power  factor  of  the  motor  does  not 
have  to  be  considered,  and  the  clearance  can  be  considerably 
increased. 
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The  phase  advancer  is  designed  especially  for  induction  motors 
which  run  in  one  direction  and  operate  continuously.     If  the 
machine  is  to  be  started  and  stopped  frequently,  or  operated  at 
variable  speed,  or  reversed,  it  is  not  practical  to  use  a  phase 
advancer.     Its  greatest  field  of  usefulness  is  for  large,  slow-speec 
induction  motors  having  an  inherently  poor  power  factor,  anc 
especially  where  such  machines  run  all  the  time  and  at  partia' 
loads.     In  many  large  cities  the  feeders  are  so  heavily  loaded 
that  no  additional  power  can  be  transmitted.     If  a  phase  ad- 
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Fic.  897.— General  Electric  phase  advancer  for  600  K.W.    induction    motoi 
with  type  K.  T.  driving  motor. 

vancer  is  introduced  on  a  few  large  induction  motors,  the  condi- 
tion is  appreciably  relieved. 

The  general  appearance  of  a  phase  advancer  designed  by  the 
General  Electric  Company  is  shown  in  Fig.  897. 

As  an  illustration,  a  30-K.V.A.  phase  advancer  is  capable  of 
changing  the  power  factor  of  a  1,300-K.V.A.  motor  from  S&% 
lagging  to  95%  leading.     That  is  equivalent  to  saying  that  the 
motor,  instead  of  requiring  a  lagging  wattless  currant  amounting 
to  6(X)  K.V.A.,  will  actually  relieve  the  generating  system  of  a 
wattless  load  of  400  K.V.A.,  making  a  total  change  in  the  watt- 
less load  of  1.000  K.V.A.  to  the  Kood. 

4 
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SECTION  XVI  CHAPTER  VIII 

SPECIAL  A.  C.  GENERATORS 
INDUCTION  GENERATORS 

1.  Explain  the  construction  and  principle  of  operation  of  an  "induction 
generator." 

2.  Upon  what  does  the  output  of  an  induction  generator  depend?  What 
will  be  the  cfiFect  upon  the  output  if  the  line  voltage  is  changed? 

3.  What  determines  the  voltage  and  frequency  of  the  delivered  power 
of  an  induction  generator?  What  will  be  the  effect  if  the  speed  of  that 
machine  is  changed? 

4.  (a)  What  kind  of  a  machine  is  required  to  excite  an  induction  gen- 
erator ? 

(6)  How  is  the  voltage  regulation  effected? 

5.  For  what  kind  of  service  would  an  induction  generator  be  used  and 
what  advantages  are  gained  from  its  use? 

6.  (a)  Explain  the  construction  and  purpose  of  a  "phase  advancer." 
(6)  What  is  the  principle  upon  which  it  operates? 

7.  What  Is  the  effect  upon  the  power  factor  and  output  of  an  induction 
motor  designed  for  operation  without  a  phase  advancer  if  a  phase  ad- 
vancer is  employed? 

8.  What  is  the  effect  upon  the  size  and  cost  of  an  induction  motor 
designed  for  operation  with  a  phase  advancer  compared  with  one  designed 
for  operation  without? 


SECTION  XVII  CHAPTER  I 

SYNCHRONOUS  CONVERTERS 
PRINCIPLES 

It  frequently  happens  that  the  nature  of  the  current  received 
from  a  sotirce  of  supply  is  not  suitable  for  the  work  to  be  done. 
All  devices  for  changing  A.  C.  to  D.  C.  or  D.  C.  to  A.  C,  with  or 
without  an  accompanying  change  in  voltage,  are  termed  current 
reorganizers. 

The  earliest  device  of  this  kind  was  a  revolving  commutator. 
Consider  a  two-pole  synchronous  motor  running  3,600  r.p.m.  on  a 
60-cycle  circuit.  In  addition  to  the  circuits  required  for  its 
operation,  let  there  be  two  slip  rings  connected  to  two  half-seg- 
ments of  metal  insulated  from  each  other.  If  alternating  current 
is  delivered  to  the  slip  rings,  a  rectified  direct  current  will  be 
obtained  from  the  brushes  on  the  segments,  for  the  connections 
between  the  slip  rings  and  the  brushes  on  the  segments  reverse 
with  each  alternation.  Such  commutators  have  the  advantage  of 
implicity,  efficiency  and  cheapness.  They  are  possible  in  small 
sizes  only,  however,  for  sparking  becomes  a  certainty  if  any  con- 
siderable amount  of  energy-  is  to  be  handled.  The  direct  current 
is  disjointed  and  far  from  continuous.  The  voltage  is  fixed  by 
that  on  the  A.  C.  side.  While  some  of  these  devices  are  still 
in  use  for  changing  A.  C.  to  D.  C.  for  operating  arc  lamps  in  con- 
nection with  moving  picture  projecters,  the  majority  of  such 
commutators  have  been  abandoned  because  of  their  unsatisfac- 
tory operation. 

The  most  natural  way  to  get  direct  from  alternating  current 
is  to  use  a  motor-generator.  Two  machines,  one  an  alternating- 
current  motor  and  the  other  a  direct-current  generator,  can  be 
belted  together  even  though  the  voltages  and  speeds  differ 
widely.  A  better  method  is  to  have  the  machines  designed  for 
the  same  s])eed  and  mounted  on  the  same  bed  plate  with  their 
shafts  directly  connected.  De])endnig  on  the  size,  such  outfits 
will  have  an  efficiency  ranging  from  65  to  90^^. 

For  certain  classes  of  work  there  is  an  advantage  in  the  ma- 
chine known  as  a  dynamotor.  This  consists  of  a  single  field 
stnicture  carrying  one  \\'inding,  within  which  there  revolves  an 
216 
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armature  carrying  two  windings.  One  of  these  windings  ter- 
minates in  a  commutator  and  the  other  in  a  pair  of  slip 
rings.  Any  ratio  of  transformation  desired  may  be  had  in  the 
original  design,  but  once  this  ratio  is  established  it  cannot  be 
altered.  The  field  winding  is  excited  from  the  D.  C.  brushes. 
The  machine  is  chiefly  used  for  transforming  110  volts  D.  C.  to 
75  volts,  15  cycle,  A.  C,  for  the  purpose  of  ringing  telephone 
bells  from  central  exchanges.  An  interesting  feature  of  this 
machine  is  that  there  is  very  little  field  distortion.  As  one 
winding  acts  as  a  generator  and  the  other  as  a  motor,  the  ten- 
dency for  the  armature  reaction  on  the  one  is  approximately 
balanced  by  that  of  the  other  and  the  field  is  practically  undis- 


Fic.  898.— Principle  of  roUry 


torted.  The  brushes  may  therefore  rest  on  the  theoretical 
neutral  at  all  times.  This  machine  is  cheaper  to  begin  with  and 
more  efficient  in  operation  than  a  motor-generator  set. 

The  most  widely  used  device  for  changing  A.  C.  to  D.  C.  is 
the  rotary  or  synchronous  converter.  This  machine  is  so  named 
to  distinguish  it  from  the  static  or  stationary  transformer  which 
has  no  moving  parts.  The  dynamotor  resembles  a  static  trans- 
former in  its  armature  in  that  it  contains  two  windings  on 
the  same  core.  The  synchronous  con\'crter  resembles  the  auto- 
transformer  in  this  particular  as  it  contains  but  one  winding 
which  is  common  alike  to  both  sides  of  the  system. 

The  rotary  converter  is  primarily  a  D.  C.  generator,  fitted 
with  slip  rings.     If  it  was  a  single-phase  machine  with  a  bipolar 
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field,  its  construction  would  be  as  shown  in  Pig.  898.  A  ring 
armature  winding  is  here  shown  for  simplicity,  but  in  practice  the 
winding  is  always  of  the  drum  type.  This  winding  terminates  at 
the  commutator  on  which  rest  the  brushes  B-B',  On  an  exten- 
sion of  the  commutator  and  insulated  therefrom,  or  elsewhere  on 
the  shaft  wherever  convenient,  are  placed  two  slip  rings  D-iy. 
One  of  these  is  tapped  to  a  conunutator  segment  E'  and  the  other 
to  a  segment  E.  Upon  these  slip  rings  rest  the  brushes  C-C'. 
The  field  winding,  not  shown,  is  connected  in  shtmt  with  the  D.  C. 
brushes  B-B'.  If  alternating  current  is  supplied  through  the 
lines  A'A\  it  will  flow  via  the  circuit  A-C-D-E'-B'-F'  and  thence 
through  the  direct-current  circuit  back  to  F-B-Ty-C'-A',  At  this 
particular  instant,  and  twice  in  each  revolution  of  the  armature, 
the  A.  C.  circuit  is  metallically  connected  with  the  D.  C.  circuit 


D.C.S500 


Fig.  899. 

through  slip  rings  and  segments  without  any  of  the  armature 
^^inding  intervening.  The  difference  of  potential  on  the  D.  C. 
side  between  the  lines  F-F'  will  therefore  be  equal  to  the  maxi- 
mum height  of  the  A.  C.  wave  impressed  upon  A-A',  This 
point  on  the  cur\'e  shown  in  Fig.  899  is  A-C,  and  this  voltage  is 
impressed  on  the  D.  C.  side.  If  the  maximtmi  height  of  the 
A.  C.  wave  is  500  volts,  then  500  volts  will  be  measured  on  a 
D.  C.  voltmeter  across  F-F',  but  an  A.  C.  voltmeter  across  A- A' 
indicates  only  the  virtual  voltage  which,  in  a  single-phase  sys- 
tem, would  be  0.707  of  the  maximum  height  of  the  A.  C.  wave,  in 
this  case  approximately  350  volts.  This  ratio  between  the  A.  C. 
and  D.  C.  voltages  is  practically  fixed  within  very  narrow  limits. 
Thus,  while  in  a  motor-generator  the  voltage  ratio  may  be  differ- 
ent and  variable  at  will,  in  a  dynamotor  the  voltages  on  the  two 
sides  may  be  different,  but,  once  ha\4ng  been  fixed,  they  cannot 
be  altered;  in  the  s\Tichronous  converter  they  are  fixed  to  begin 
with. 
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At  the  same  time  that  the  current  flows  from  the  A.  C.  circuit 
to  the  D.  C.  by  the  path  mentioned,  another  current  will  flow 
through  the  armature  binding  from  A-A'  via  the  following 
circuit:  A-C-D-E'-G'-K'-G-E-^'-A'  and  yl-C-fi'-H'-AT-H-fi-C'-A'. 
At  this  instant  the  armature  acts  as  a  motor  and  rotates  under 
the  impulse  of  the  current  thus  received.  A  quarter  of  a  revolu- 
tion later  the  segment  £',  with  its  tap  to  the  ring  D,  will  have 
moved  to  the  point  K,  and  the  segment  £,  with  its  tapping  point 
to  the  ring  D\  will  have  moved  to  the  point  K',  At  that  instant 
the  e.m.f.  wave  has  fallen  to  zero  as  pictured  at  £-F,  Fig.  899. 
The  alternating-current  wave  now  being  zero,  the  delivered  e.m.f. 
from  the  brushes  B-B'  must  be  wholly  due  to  generator  action, 
and  the  machine  becomes  a  generator  running  by  the  momenttim 
which  it  acquired  from  its  boost  as  a  motor,  a  quarter  of  a  revolu- 
tion earlier.  Therefore  in  a  single- 
phase  bipolar  machine  the  arma- 
ture reverses  its  ftmctions  from 
motor  to  generator  every  quarter 
of  a  revolution.  At  all  interme-' 
diate  points  other  than  those  just  P,g  900, 

referred  to,  the  armature  is  partly 

a  motor  and  partly  a  generator  at  the  same  time.  Thus  in 
Fig.  900  consider  that  the  coil  G'  has  rotated  half-way  to  the 
position  K.  At  that  point  the  A.  C.  wave  may  be  supposed 
to  have  fallen  to  the  point  shown  by  the  line  F-G,  As  the 
secondary  e.m.f.  must  be  maintained  at  the  maximum  value  of 
the  A.  C.  wave,  the  coils  on  the  armature  must  generate  the 
difference  between  what  the  A.  C.  source  furnishes  and  what 
the  D.  C.  line  requires.  Thus  if  the  A.  C.  source  supplied  the 
voltage  G'F,  the  armature  winding  must  supply  the  balance 
F'E,  The  current  from  the  A.  C.  source  converts  part  of 
the  armature  winding  from  the  tapping  point  upward  into  a 
generator,  while  the  portion  from  the  tapping  point  downward 
acts  as  a  motor.  The  actions  in  the  various  coils  differ,  de- 
pending on  their  relative  positions  with  respect  to  their  tapping 
points  between  slip  rings  and  commutator  segments.  The 
actual  currents  in  these  windings  differ  widely. 

The  conditions  may  be  shown  more  clearly  in  Fig.  901.  Let 
A  represent  the  armature  of  the  rotary  and  E-F  and  B-G  the 
two  paths  through  it.     In  the  position  shown  in  Fig.  898,  where 
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the  tapping  points  from  the  rings  under  the  A.  C.  brushes  are  in 
contact  directly  with  the  segments  imder  the  D.  C.  brushes,  the 
current  from  the  A.  C.  source  will  flow  from  L,  Fig.  901  directly 
to  Af.  on  the  D.  C.  side  and  thence  through  the  load  and  back 


MOTOR 


Fig.  901. 

from  A'  to  the  A.  C.  side.  0.  At  the  same  time  the  two  parallel 
paths  through  the  armature  carries  current  through  E-F  and  B-G 
in  multiple  from  L.  of  the  A.  C.  source  to  O,  and  the  machine  oper- 


D.C 


DC. 


A.C. 


GENERATOR 


A.C. 


Fig.  902. 

ates  as  a  motor.  This  condition  exists  when  the  A.  C.  wave  is  at 
its  crc-st.  indicated  at  the  point  P.  If  now  the  armature  in  Fig. 
>^9^  he  rotated  until  the  coil  //'  reaches  the  point  K,  and  the  coil 
G  reaches  A'',  the  conditions  will  be  as  shown  in  Pig.  902.     Here 
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the  A.  C.  wave  has  reached  zero,  as  is  shown  at  P  in  Fig.  902. 
The  action  is  now  wholly  that  of  a  generator,  and  there  being  no 
difference  of  potential  between  the  A.  C.  lines  at  this  instant,  a 
current  flows  through  the  two  parallel  armature  paths  F-E  and 
G-B   to  the  direct-current  circuit  and  return.     For  an  inter- 
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^ ^ 
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Fig.  903. 

mediate  position  of  the  armature,  the  relation  of  the  tapping 
point  for  the  A.  C.  brushes  with  respect  to  the  D.  C.  brushes  may 
be  pictured  by  Fig.  903.  The  point  on  the  A.  C.  wave  is  again 
shown  on  the  curve  at  P,  midway  between  the  crest  and  the  zero 
point.  Part  of  the  winding,  B-H,  now  becomes  a  generator, 
supplying  to  the  D.  C.  circuit  what  the  A.  C.  wave  lacks,  the  re- 


FiG.  904. 

maining,  G-H,  acting  as  a  motor.  Likewise  the  portion  F-K 
becomes  a  generator  and  the  portion,  K-E,  a  motor.  The  change 
from  the  generator  action  in  Fig.  902  to  the  motor  action  in  Fig. 
901  is  accomplished  gradually  and  continuously. 

The  actual  current  that  flows  in  the  various  coils  of  a  rotary 
armature  differ  from  each  other  at  any  instant,  depending  on 
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their  distance  from  the  tapping  point  of  the  A.  C.  rings.  Thus 
take  the  current  in  the  coil,  K,  Fig.  898.  which  is  midway  between 
the  two  tapping  points  for  the  slip  rings.  The  direct  current  in 
this  coil  is  of  continuous  value  throughout  a  half  revolution  and 
only  reverses  when  said  coil  passes  under  the  direct-current 
brush.  Let  this  current  be  represented  by  the  line  A-D-E-F, 
Fig.  904.     The  alternating  current  in  this  portion  of  the  arma- 


FiG.  905.1 

ture,  which  includes  the  coil  K,  will  be  a  maximum  when  the 
armature  is  in  the  position  shown  and  will  become  zero  when  the 
coil  K  passes  under  the  brush  B — that  is,  the  alternating  current 
in  the  coil  K  will  reverse  at  the  same  instant  as  the  direct  current. 
As  the  alternating  current  is  that  due  to  motor  action  and  the 
direct  current  due  to  generator  action,  these  two  are  in  the  oppo- 
site directions,  hence  the  alternating  current  in  this  coil  may  be 
represented  by  the  curve  A-C-F,  The  ciurent  which  would 
reallv  circulate  in  the  coil  will  be  the  net  difference  between  these 


Fig.  906. 

two  and  may  be  computed  by  adding  the  ordinates  representing 
the  two  separate  currents.  The  result  of  so  combining  the  cur- 
rents will  ^ive  the  curve  shown  in  Fig.  905.  It  will  be  noticed 
that  the  avcra^'e  of  these  two  currents  is  much  less  than  that 
represented  by  the  direct-current  wave  alone,  hence  the  heating 
eflect,  which  is  i)ro])ortional  to  the  square  of  the  ciu-rent,  will  be 
less  for  that  ])articular  coil  than  if  the  machine  were  acting  as  a 
generator.  The  coils  on  either  side  of  K  closer  to  the  tapping 
points  will  not  have  their  direct  currents  pass  through  zero  at 
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the  same  time  as  the  alternating  current.  Thus  another  coil 
such  as  the  one  at  L,  reversing  its  direct  current  at  a  diflferent 
time  from  the  reversing  of  the  D.  C,  would  have  its  zero  point 
pictured  at  A,  Fig.  906,  while  the  direct  current  would  reverse  at 


Fig.  907. 

D.  Combining  these  two  values  gives  a  resultant  current  in 
Fig.  907.  As  the  tapping-in  point  is  approached  the  average 
current  in  each  coil  becomes  greater.  Thus  a  coil  still  nearer 
such  a  point,  as  at  M,  Fig.  898,  would  have  a  direct  current  in  it 


Fig.  908. 

which  would  reverse  at  the  point  B,  Fig.  908,  of  the  same  value 
as  the  alternating  current  D-B.  Adding  these  ordinates  gives 
the  line  C-F,  Fig.  909,  and  shows  to  what  an  extent  the  current 
may  rise  when  A.  C.  and  D.  C.  values  are  in  the  same  direction 


Fig.  909. 
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The  resultant  ctirrcnt  in  each  of  the  coils  is  therefore  different, 
and  a  different  heating  effect  is  produced,  the  coils  near  the 
tapping  point  heating  considerably  more  than  the  coils  in  the 
vicinity  of  K.  However,  as  the  number  of  phases  and  the 
number  of  tapping  points  increase,  the  heating  effect  becomes 
more  uniform  and  the  current  passes  more  directly  from  the  A.  C. 
source  to  the  D.  C.  circuit  without  being  obliged  to  pass  so  far 
through  the  armature  winding.  The  average  heating  effect 
therefore  falls,  and  the  capacity  of  the  machine  as  a  rotary  com- 
pared with  its  capacity  as  a  D.  C.  generator  increases.  In  a 
single-phase  rotary  the  sum  of  the  heating  effects  in  the  arma- 
ture winding  is  greater  than  the  heiating  produced  in  the  same 
machine  operating  as  a  generator,  because  the  maximum  value 
that  the  combined  currents  reach  in  the  coils  near  the  tapping-in 
points  is  very  much  higher  than  the  direct-current  generator's 
current  alone. 


SECTION  XVII  CHAPTER  I 

SYNCHRONOUa  CONVERTERS 
PRINCIPLES 

1.  Explain  the  principle  of  the  rectifying  commutator  for  changing 
A.  C.  to  D.  C.  Is  it  reversible?  What  are  its  advantages  and  disad- 
vantages ? 

2.  Explain  the  advantages  and  disadvantages  of  a  motor-generator  set 
for  changing  A.  C.  to  D.  C.     Is  it  reversible? 

3.  Explain  the  construction  of  a  *'dynamotor."  What  are  its  advantages 
and  disadvantages?     How  great  is  its  armature  reaction? 

4.  Explain  the  principle  of  the  "rotary"  or  "synchronous"  converter. 
How  is  it  constructed?     Sketch. 

5.  What  are  the  e.m.f.  and  current  ratios  between  the  A.  C.  and  D.  C. 
sides  of  a  single-phase  converter? 

6.  Explain  under  what  conditions  the  synchronous  converter  operates: 
(a)  Wholly  as  a  motor.  (r)  Partly  as  a  motor  and  partly  as 
(/;)  Wholly  as  a  generator.  a  generator. 

id)   Sketch  three  A.  C.  e.m..f  waves,  and  mark  on  each  the  point  rep- 
resented in  one  of  the  three  above  conditions. 


SECTION  XVII  CHAPTER  II 

SYNCHRONOUS  CONVERTERS 

CONNECTIONS 

The  kilowatt  capacity  of  machines  when  operated  as  direct- 
current  generators  and  rotary  converters  respectively  is  given  in 
the  following  table: 

Kilowatt  Capacity  Ratios 

Continuous  D.  C.  generator 100% 

Single-phase  rotary 85% 

Two-phase  rotary 164% 

Three-phase  rotary 134% 

Six-phase  rotary 196% 

Here  it  will  be  observed  that  a  machine  having  an  output  of 
100  kilowatts  as  a  D.  C.  generator  would  only  transform  85 
kilowatts  as  a  rotary  converter.  If,  however,  the  machine  were 
connected  up  as  a  two-phase  rotary,  its  capacity  would  be  in- 
creased to  164  kilowatts.  A  three-phase  rotary  has  a  somewhat 
smaller  capadty  because  there  are  only  three  tapping  points  to 
the  armature,  while  in  a  two-phase  there  are  four.  The  greatest 
capacity  of  all  is  obtained  in  a  machine  connected  as  a  six-phase 
rotary.  Such  a  machine  will  transform  196  kilowatts  as  com- 
pared to  its  direct-current  rating  of  100  kilowatts  as  a  generator. 

Early  rotaries  were  designed  for  25  cycles.  In  later  years 
it  was  possible,  by  improved  design,  to  build  large  rotaries  for  60 
cycles.  The  difficulties  whichprevented  them  being  so  operated 
before  were  troublesome  commutation  and  high  speed.  A  rotary 
must  necessarily  be  multipolar  in  construction,  in  order  to  oper- 
ate on  a  given  frequency  at  a  permissible  speed.  This  is  par- 
ticularly true  if  the  machine  is  of  large  size.  Otherwise  the 
peripheral  velocity  will  be  too  great.  In  large  sizes  the  spacing 
between  points  of  opposite  polarity  on  the  commutator  is  not 
sufficiently  great  unless  the  commutator  is  made  of  large  diam- 
eter. With  great  diameters,  high  commutator  velocity  results. 
At  the  present  time  a  commutator  velocity  of  5,000  feet  per 
minute  is  possible  and  a  spacing  of  about  73^^  inches  between 
brushes  of  opposite  potential.     This  represents  about  the  maxi- 
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mum   safe   commutator   velocity   and   the   minimum    spacing 
between  brushes  that  is  considered  practical. 

Single-phase  rotaries  are  seldom,  if  ever,  designed  save  for 
welding  and  a  few  other  special  operations.  Rotaries  are  two 
phase,  three  phase  and  six  phase.  If  capacity  alone  is  to  be 
considered,  the  six-phase  rotary  has  a  decided  advantage  over  the 
three-phase  and  two-phase  machines,  and  the  winding  is  in  no 
way  different  from  any  other  machine.  The  only  difference  in 
construction  is  in  the  number  of  slip  rings  and  the  tapping  points 
from  these  rings  into  the  winding.  Three-phase  rotaries  employ 
three  slip  rings;  two-phase,  four  rings;  and  six-phase,  six  rings. 

Transformer  Connectioiis  to  Rotaries 

Fig.  910  shows  the  connections  between  two  single-phase 
transformers  supplied  with  two-phase  currents  and  the  con- 
nections of  the  low-tension  windings  to  a  rotary  armature.     For 

convenience,  the  armatgiire  is  pictured  as 
WAM^f^^M^    wMAWWAW    a  circular  Granune  ring  winding,  and  it 

is  asstmied  that  it  is  placed  in  a  bipolar 
field.  The  transformer  terminals  1-1, 
for  the  first  phase,  connect  to  brushes 
which  are  placed  upon  slip  rings  which 
tap  points  I'-l'  diametrically  opposite  to 
each  other  in  the  armature  winding. 
y^J^PpHASE  Terminals  2-2,  of  the  second  phase,  lead 

m   r7<      nin      T-u       ♦'    i  to  brushcs  2'-2'  which  in  turn  rest  upon 
r    Fig.   910.  — Theoretical  .  ..  .     .       ^  ..         .  -     i, 

connections  between  trans-  slip  rings   which   tap  two  diametrically 

formers     and    two-phase  opposite  points  in  the  armature  winding, 
rotary  converters.  ;^  '^  ,  .         -    .        ^^  ^ 

these  two  latter  points  being  90    away 

from  the  first  two  points.     Should  the  rotary  have  foiu*  poles 

instead  of  two,  each  of  these  rings  would  tap  at  one  additional 

point,  and  the  number  of  tapping  points  for  each  ring  would 

increase  directly  with  the  number  of  pairs  of  poles  in  the  rotary. 

Fig.  911  represents  three  single-phase  transformers  with  the 
low  tensions  connected  in  A,  these  terminals  leading  to  three 
points  120°  apart  in  the  armature  winding.  Fig.  912  shows  the 
same  arrangement  save  that  the  transformer  secondaries  are  in 
Y  instead  of  in  A. 

A  six-phase  rotary  is  shown  in  Fig.  913.  This  machine 
differs  in  no  way  from  a  three-phase  machine  save  that  it  has 
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six  rings  tapped  into  the  annatiire  winding  60  electrical  degrees 
apart  instead  of  120.  The  three  secondaries  of  three  trans- 
formers, supplied  with  three  phase  on  their  high-tension  wind- 


mN^mmm  wm^mMw  wMmm^ 

13 


UwwMwwyvv   mM^MmM   wmmimfi/i 


Fig.  911. — Theoretical  connec- 
tions between  A-connectecl  trans- 
formers and  three-phase  rotary 
converter. 


Fig.  912. — Theoretical  connec- 
tions between  Y-connected  trans- 
formers and  three-phase  rotary 
converter. 


jngs,  are  connected  separately  to  the  brushes  on  the  slip  rings; 
thus  phase  one  has  its  terminals  1-1'  led  to  the  brushes  1-1'  on 
the  rotary  which  are  180  electrical  degrees  apart.  Hence  the 
term  diametrical  connection.     Phase  two  connects  to  two  of  the 

Iw^WV^^      VmMmm^     ViMMt/MHiM 
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Fig.  913. — Theoretical  connections  be- 
tween transformers  and  diametrically 
connected  six-phase  rotary  converter. 

points  diametrically  opposite  each  other  but  60°  away  from  the 
first  set,  while  phase  three  likewise  connects  to  two  diametrically 
opposite  points  each  of  which  is  60°  removed  from  each  of  the 
preceding  tapping  points.     This  is  a  widely  used  connection. 
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A  six-phase  Y  connection  is  shown  in  Fig.  914.  This  differs 
from  Fig.  912  in  that  each  of  the  three  transformers  is  provided 
with  two  secondary  windings.  The  two  sets  of  secondaries  are 
independently  connected  up  in  Y.  The  terminals  of  the  first 
set  are  connected  to  points  1,  2  and  3.  120°  apart,  and  the  termi- 
nals of  the  second  set  are  connected  to  the  points  1',  2'  and  3', 
also  120°  apart  and  each  removed  60°  from  the  preceding  set. 
In  both  of  these  connections,  three-phase  currents,  120°  apart 
in  the  transformer,  are  split  in  the  rotary  into  six-phase  cturents 
60°  apart  in  phase.     Further,  the  two  sets  of  secondary  windings 
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Fir..  914. — Theoretical  connections  be- 
tween transformers  with  duplicate  second- 
aries and  six-phase  diametrical  rotary 
converter. 

in  Fig.  914  may  be  connected  in  A  for  six-phase  operation  as  well 
as  in  Y. 

Voltage  Ratios  of  Rotaries 

The  potential  ratios  of  rotary  converters  are  practically 
fixed.  They  are  subject  to  slight  variations,  however,  depending 
upon,  first,  the  kind  of  A.  C.  employed — that  is,  whether  it  be 
two,  three  or  six  phase;  second,  upon  the  shape  of  the  e.m.f. 
wave,  whether  it  be  flat  top  or  peaked;  third,  on  the  construction 
of  the  rotary,  particularly  upon  the  jx^rcentage  of  armature  cir- 
cumference embraced  by  the  pole  pieces;  fourth,  the  resistance  of 
the  armature  winding  on  the  rotary;  fifth,  the  operating  condi- 
tions such  as  brush  position,  the  method  of  excitation  and 
whether  the  rotary  is  used  to  convert  A.  C.  to  D.  C.  or  D.  C. 
to  A.  C. 
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The  no-load  voltage  ratio  of  a  rotary  converter  may  be  ex- 
pressed as  follows.  The  maximum  A.  C.  voltage  has  the  same 
ratio  to  the  D.  C.  voltage  as  the  length  of  the  chord  which  sub- 
tends the  arc  made  by  the  adjacent  A.  C.  taps  bears  to  the  diam- 
eter of  the  circle.  To  illustrate,  in  a  single-phase  machine  the 
A.  C.  taps  are  180**  apart  and  therefore  the  chord  of  that  arc  is 
equal  to  the  diameter  and  the  maximum  A.  C.  and  D.  C.  volt- 
ages are  the  same.  If  the  rotary  be  three  phase  the  connections 
of  the  A.  C.  taps  on  the  windings  are  120**  apart.  The  length  of 
the  chord  is  0.866  of  the  diameter,  and  the  maximum  A.  C. 
voltage  is  0.866  of  the  D.  C.  voltage.  Suppose  in  the  six- 
phase  diametrical  the  taps  are  180**  apart  on  the  A.  C.  side,  then 
the  relations  are  the  same  as  on  single  phase,  while  in  six-phase  A 
the  connections  are  120**  apart  as  in  three  phase  and  the  relations 
the  same  as  in  that  case.  In  all  cases  the  A.  C.  voltmeter  reads 
less  than  the  maximum,  and  the  amount  will  depend  upon  the 
shape  of  the  A.  C.  wave.  With  a  sine  wave,  it  will  be  0.707  of 
the  maximum. 

The  following  table  gives  the  no-load  ratios  for  voltages  of 
rotaries  compared  to  the  voltage  of  the  same  machine  as  a  D.  C. 
generator. 

Continuous,  D.  C 100% 

Single  phase,  A.  C 71 .5% 

Two  phase,  A.  C 71.5% 

Three  phase,  Y  or  A 61% 


Six  phase  Y  or  A 61 


0/ 

/c 


Six  phase  "diametrical" 71.5% 

It  will  be  observed  that  the  70.7%  theoretical  is  increased  to 
71.5%.  This  is  due  to  the  shape  of  e.m.f.  wave  and  percentage 
of  armature  circumference  embraced  by  poles. 

The  full-load  ratios  differ  somewhat,  and  the  following  table 
shows  the  extent  to  which  the  A.  C.  voltages  must  be  increased 
in  order  to  deliver  the  correct  D.  C.  voltage. 

Continuous,  D.  C 100.0% 

'550  E 72.5% 

Two  phase  and  six  phase  \  250  E 73.0% 

125  E 73.5% 

r550E  62.0% 

Three  phase  and  six  phase  Y  or  A  ^  250  E  62 .5% 

125  E  63.0% 
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It  will  further  be  noted  that  the  A.  C.  voltage  has  to  be  in- 
creased in  proportion  as  the  D.  C.  voltage  is  lowered.  This  is 
because  the  losses  in  low-voltage  rotaries  are  higher  in  propor- 
tion than  in  high-voltage  rotaries. 

Current  Ratios  of  Rotaries 

The  current  ratios  will  in  general  be  the  inverse  of  the  voltage 
ratios.     The  following  table  illustrates  this. 

Continuous,  D.  C 100.0% 

Single  phase 141 .0% 

Two  phase 70.7% 

Three  phase 94.3% 

Six  phase 47 . 2% 

Here  the  single-phase  current  input  must  be  practically 
double  or  141%  of  the  single-phase  voltage,  which  would  theo- 
retically be  70.7%. 

The  three-phase  current  input  in  each  wire  is  nearly  equal  to 
the  direct-current  output.  The  six-phase  machine  receives  in 
each  of  the  six  wires  at  100%  power  factor  approximately  one- 
half  of  the  current  on  the  D.  C.  side. 


SECTION  XVII  CHAPTER  II 

SYNCHRONOUS  CONVERTERS 
CONNECTIONS 

1.  What  are  the  relative  k.w.  capacities  of  various  synchronous  con- 
verters compared  to  the  capacity  as  a  direct  current  generator? 

2.  Why  is  the  capacity  of  a  single-phase  converter  less  than,  and  the 
capacity  of  a  polyphase  converter  more  than,  the  capacity  of  the  same 
machine  as  a  D.  C.  generator? 

3.  Why  is  the  capacity  of  a  six-phase  converter  greater  than  that  of 
a  three-phase  converter?  * 

4.  Sketch  suitable  connections  between  single  transformers  and  a  two- 
phase  converter. 

5.  Sketch  suitable  connections  between  single-phase  transformers  con- 
nected in    ^   and  a  three-phase  converter. 

6.  Sketch  connections  between  three  single-phase  transformers  connected 
in  Y  and  a  three-phase  converter. 

7.  Sketch  connections  between  three  single-phase  transformers  con- 
nected to  a  six-phase  diametrical  converter. 
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8.  What  are  the  relative  voltages  which  must  be  impressed  upon  the 
A.  C.  side  of  various  converters  to  give  100  volts  on  the  D.  C.  side,  at 
no  load. 

9.  What  are  the  various  voltages  which  must  be  impressed  upon  the 
A.  C.  side  of  different  converters  to  deliver  100  volts  on  the  D.  C.  side 
at  full  load?    Why  the  (Jifference? 

10.  What  are  the  relative  currents  in  each  wire  leading  to  the  A.  C. 
end  of  different  types  of  converters  in  order  to  deliver  100  amperes  on 
the  D.  C.  side? 


SECTION  XVII  CHAPTER  III 

SYNCHRONOUS  CONVERTERS 
D.  C.  VOLTAGE  REGULATION 

As  the  ratio  of  the  A.  C.  to  D.  C.  voltage  of  a  converter  is 
naturally  fixed,  when  a  variable  D.  C.  e.m.f.  is  required  the 
rotary  converter  as  originally  designed  is  not  suitable. 

There  is  some  slight  inherent  regulation  in  a  rotary  due  to  the 
reactance  of  the  armature,  which  tends  to  help  the  D.  C.  voltage 
under  increase  in  load,  but  this  is  obtained  by  a  sacrifice  of  the 
power  factor. 

There  are  five  principal  methods  of  var5dng  the  D.  C.  e.m.f.  of 
rotary  converters. 

Phase  Control. — The  first  is  by  phase  control.  This  consists  in 
inserting  an  external  artificial  reactance  in  series  between  the 
low-tension  side  of  the  transformer  and  the  A.  C.  brushes  on 
the  slip  rings. 

The  e.m.f.  of  any  machine  is  proportional  to  the  product  of 
three  quantities,  flux,  conductors,  and  speed.  In  a  direct-cur- 
rent generator,  driven  at  a  constant  speed,  the  e.m.f.  will  vary 
with  the  flux,  which  in  turn  is  varied  by  the  field  excitation.  In 
a  rotary  converter  the  speed  is  constant  because  the  machine  is 
a  synchronous  motor.  The  number  of  conductors  is  of  course 
constant.  The  flux  cannot  be  varied  by  varying  the  field  excita- 
tion, as  in  a  direct-current  machine,  for  any  alteration  of  the 
field  excitation  results  in  permitting  a  current  to  circulate  in  the 
armature  in  such  a  direction  as  to  either  supplement  or  oppose 
this  excitation,  with  the  result  that  the  total  magnetic  flux 
remains  unaltered. 

It  must  be  remembered  that  in  an  A.  C.  generator,  a  lagging 
current  caused  a  weakening  of  the  field  and  a  leading  current 
tended  to  strengthen  the  field.  In  a  synchronous  motor,  the 
magnetic  reactions  arc  reversed. 

If  the  excitation  of  a  synchronous  motor  or  converter  is  such 
that  the  current  and  e.m.f.  are  in  phase  as  in  Fig.  915,  the  cur- 
rent which  fiows  in  the  armature  will  oppose  the  flux  diuing  a 
part  of  the  cycle  and  aid  it  during  another  portion  of  the  cycle. 
with  the  result  that  the  average  magneto-motive-force  of  the 

in 
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armature,  with  respect  to  the  pole,  is  zero.  Assume  that  the 
current  circulating  in  the  field  produces  60  units  of  magneto- 
motive-force and  that  this  causes  60  lines  of  force  to  pass  through 
the  armature.  If  now  the  excitation  of  the  field  is  weakened  to 
30  units  as  in  Fig.  916,  the  current  entering  the  armature  will 
lag  with  respect  to  the  e.m.f.,  and  this  current  will  circulate 
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90  M.M.F 


Fig.  916. 


Fig.  915. 


Fig.  917. 


With  iinder-excitation,  current  lags;  The  flux,  due  to  armature  m.m.f.  plus 
With  over-excitation,  current  leads.  field  m.m.f.  is  always  constant. 

In  an  AlUmcUor  In  Rotary  Converter  or  Synchronous  Motor 

A  lagging  current  bucks  the  flux;  A  lagging  current  boosts  the  flux; 

A  leading  current  boosts  the  flux;         A  leading  current  bucks  the  flux. 

in  such  a  way  as  to  produce  30  units  of  magneto-motive-force 
which  supplements  that  of  the  field,  producing  a  total  of  60  as 
in  the  first  case.  This  will  bring  about  the  same  60  magnetic 
lines  of  force  as  before.  If,  however,  the  field  excitation  is  in- 
creased  to  90  units  of  magneto-motive-force  as  in  Fig.  917,  the 
current  entering  the  armature  will  lead  with  respect  to  the  e.m.f. 
This  current  will  circulate  in  such  a  manner  as  to  develop  30 
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Fig.  918. — Phase  control  of  the  D.  C.  voltage  of  a  rotary  con- 
verter by  reactance  in  the  A.  C.  circuit  cooperating  with  a  com- 
pound winding  on  the  D.  C.  field. 

units  of  magneto-motive-force  in  opposition  to  the  field.  The 
net  difference  will,  however,  still  be  60  units  and  will  produce  the 
same  60  magnetic  lines  of  force.  Thus  the  flux  due  to  the  geo- 
metric sum  of  the  armature's  magneto-motive-force  and  the 
field's  magneto-motive-force  is  always  a  constant  quantity. 
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"A  series  winding  on  a  rotary  converter  provides  a  means  of 
automatically  varying  the  magneto-motive-force  of  the  field  in 
proportion  to  the  direct-current  load. 

If  an  alternating  current  on  its  way  to  a  compound  rotary 
converter  from  the  low-tension  winding  of  a  transformer,  Fig. 
918,  flows  through  an  inductance  L,  the  voltage  which  reaches 
the  slip  rings  will  either  be  diminished  or  increased,  depending 
on  whether  the  current  in  this  inductance  lags  or  leads  with 
respect  to  the  transformer's  e.m.f.  As  has  already  been  ex- 
plained, the  variation  of  the  excitation  of  a  rotary  can  be  made 
to  bring  about  this  alteration  of  phase  relation  of  current  and 
e.m.f.  If  the  excitation  of  the  rotary  is  small,  then  the  incoming 
current  will  lag  behind  the  e.m.f.  This  current  wiU  induce,  in 
the  coil  L,  an  e.m.f.  which  is  90®  behind  the  current.  Thus  in 
Fig.  919,[if ji4-B  is^the^voltage  delivered  by  the  transformer  and 

A  TRANSFORMER  E  ^B 


Fig.  919. 

A'D  is  the  current  lagging  *°  behind  it,  due  to  the  under-exdta- 
tion  of  the  rotary,  and  A-E  is  the  inductive  voltage  due  to  L, 
90**  behind  the  current,  then  the  voltage  which  reaches  the  slip 
rings  will  be  the  vector  sum  of  A-B  due  to  the  transformer,  and 
A'E,  due  to  the  inductance,  or  A-C, 

If,  however,  the  excitation  of  the  rotary  be  increased  as  by 
the  application  of  a  load  and  its  consequent  effect  upon  the 
series  winding,  then  the  condition  will  be  as  in  Fig.  920.  Here 
the  current  A-D  leads  the  transformer's  voltage,  A-B,  by  the 
angle  ^.  The  voltage  of  the  inductance  coil  L  now  swings  into 
the  position  A-E  still  90°  behind  the  current,  but  this  voltage  is 
now  in  the  same  general  direction  as  that  of  the  transformer  A-B 
instead  of  opposed  to  it.  The  vector  sum  of  A-E  and  A-B  is  now 
il-C.  As  the  increase  in  excitation  of  the  rotary  is  brought  about 
gradually  in  direct  proportion  to  the  load,  the  length  of  the  line 
A-C  will  be  the  voltage  on  the  A.  C.  slip  rings  which  also  rises 
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directly  with  the  load.  Thus  while,  as  has  been  already  pointed 
out,  the  ratio  of  the  rotary  itself  is  practically  fixed,  the  applied 
voltage  to  the  sUp  rings  can  be  varied  and  the  D.  C.  voltage 
thereby  changed. 

Shunt  excited  rotaries  are  best  adapted  for  lighting  loads. 
The  rheostat  in  the  field  circuit  should  be  adjusted  to  give  a 
minimum  A.  C.  input  at  full  D.  C.  load.  The  power  factor  will 
then  be  practically  100%  for  all  loads  and  the  delivered  e.m.f. 
constant.  Shtmt  rotaries  are  not  adapted  for  cases  where  there 
are  likely  to  be  sudden  and  violent  changes  in  the  load  as  the 
delivered  e.m.f.  will  fall  due  to  drop  in  the  whole  system.  Com- 
pound rotaries  are  therefore  preferable,  especially  in  railway 


Fig.  920. 

systems  and  other  variable  load  work  that  involves  a  low  load 
factor. 

To  sum  up  the  features  of  phase  control,  the  following  facts 
may  be  stated: 

1.  A  series  winding  on  the  rotary  automatically  changes  the 
ampere-tums  applied  to  the  field. 

2.  Var5dng  the  field  ampere-tums  means  varying  the  mag- 
netizing component  of  the  alternating  current  received  by  the 
slip  rings,  causing  said  current  to  lead  when  the  ampere-tums 
are  more  than  normal,  Fig.  917,  and  lag  when  they  are  less  than 
normal,  Fig.  916. 

3.  The  e.m.f.  across  the  inductance  L,  Fig.  918,  in  circuit 
reduces  the  e.m.f.  of  the  transformer  arriving  at  the  rotary  when 
the  current  lags.  Fig.  919,  and  increases  the  e.m.f.  reaching  the 
rotary  when  the  current  leads,  Fig.  920. 
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4.  The  conditions  for  compounding  in  a  rotary  are: 

(a)  A  series  winding  on  the  rotary  connected  to  aid  the  shunt 
winding. 

(6)  Inductance  in  circuit  between  the  A.  C.  generator  and  the 
rotary. 

5.  The  series  field  on  the  rotary  does  not  increase  the  D.  C. 
e.m.f.  directly  as  in  a  D.  C.  compound  generator  but  indirectly 
through  cooperation  with  inductance  in  the  supply  circuit. 

To  properly  adjust  the  compounding  of  a  rotary,  proceed  as 
follows:  With  a  reactance  capable  of  producing  a  variation  of 
15%  of  the  transformer's  voltage,  from  no  load  to  full  load 
inserted  at  L,  Fig.  918,  the  shunt  excitation  of  the  rotary  should 


Fig.  921. 

be  adjusted  by  means  of  the  field  rheostat  so  as  to  bring  about  a 
laj^ging  current  of  between  20  and  30%  of  full-load  current  at 
no  load  by  under-excitation. 

The  series  field  should  then  be  adjusted  to  give  a  slightly 
leading  current  at  full  load.  Under  these  conditions  the  power 
factor  will  be  approximately  40%  lagging  at  12.5%  normal  load 
and  in  the  neighborhood  of  98.5%  leading  at  150%  normal  load. 
These  adjustments  lower  the  e.m.f.  impressed  on  the  rotary 
at  no  load  and  raise  it  at  full  load  enough  to  compensate  for 
all  losses  in  the  system,  and  thus  deliver  a  constant  D.  C.  e.m.f. 
at  all  loads.  The  range  of  phase  control  is  limited  to  about  4% 
above  and  4%  below  the  no-load  and  full-load  D.  C.  voltage. 
It  is  not  practical  to  over-compound  as  in  D.  C.  generators. 

It  is  obviously  not  possible  to  so  adjust  the  excitation  of  a 
rotary  that  the  power-factor  will  be  100%  on  both  the  trans- 
former and  the  converter.  Referring  to  Fig.  921,  if  the  excita- 
tion for  any  given  load  is  adjusted  so  that  the  current  A-D  is  in 
phase  with  the  transformer's  voltage  A-B,  it  will  be-out  of  phase 
with  the  voltage  A-C  at  the  rotary's  rings  by  the  angle  *.     If 
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the  adjustment  is  made  so  that  the  cuirent  takes  the  position 
A-D'  in  phase  with  the  rotary's  voltage  A-C.  it  will  be  out  of 
phase  with  the  transformer's  voltage  A-B  by  the  angle  *'. 
The  angles  *  and  *'  wiU  increase  with  an  increase  of  the  induct- 
ance in  the  A.  C.  lines  leading  to  the  rotary's  rings. 

Control  by  Dial  Switches.— The  second  method  of  varying  the 
voltage  at  the  slip  rings  of  a  rotary  is  by  means  of  dial  switches 
connected  to  taps  on  the  high-tension  side  of  transformers. 
This  plan  is  not  much  used,  as  the  switching  involved  is  com- 
plicated and  the  number  of  taps  excessive.  Moreover,  there  is 
clanger  of  short-circuiting  sections  of  the  windings  in  altering 
the  connections  between  adjacent  taps. 

Control  by  Induction  Regulator. — The  third  method  of  A.  C. 
voltage  control  is  by  means  of  an  induction  regulator.     This 
[   consists  of  a  polyphase  transformer  in  which  the  inductive  rela- 
'   tion  of  the  primary  to  the  sec- 
ondary is  changed  by  mechani- 
cally shifting  the  primary.     It 
avoids  the  necessity  of  switch- 
ing   and     gives     a     perfectly 
smooth    variation     of    A.     C. 
voltage. 
I       Fig.  922  shows  such  a  regu- 
I  tator  in  a  simplified  form  for  a 
P  single-phase  rotary.     Here  cur- 
rent from  the  low-tension  wind- 
ing of  the  transformer  T  passes 
through  the  induction  regulator 
on  its  way  to  the  rotary.  The  secondarj'  of  the  induction  regulator, 
r  S.  is  in  series  between  the  transformer  and  the  rotary  while  the 
primary  P  is  in  shunt  therewith.     The  primary  is  excited  at  con- 
stant line  voltage.     By  changing  the  position  of  the  primary,  the 
secondary  voltage  is  changed  in  value  and  in  phase  relation  with 
the  line  voltage  with  which  it  adds  vectorily.     The  line  voltage 
1  may  therefore  be  raised  or  lowered  by  any  amount  within  the 
Lcapacity  of  the  secondary  e.m.f.     As  the  secondary  e.m.f.  may 
f  be  made  to  either  buck  or  boost  the  line  voltage,  the  total  range 
I  in  voltage  reaching  the  rotary  is  equal  to  twice  the  voltage  of  the 
|:Becondary  winding.     Thus  if  the  transformer  furnishes  300  volts 


Fig,    'J22,— C(jni 
\-Dltagc  of  rol 
'  induction   reguli 


and  the  secondary  winding  of  the  induction  regulator  furm'shes 
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100,  when  the  position  of  the  primary  is  such  as  to  cause  these 
voltages  to  buck,  the  rotary  receives  300  minus  100,  or  200  volts. 
When  the  primary  is  shifted  so  as  to  cause  these  100  volts  to  aid 
the  transformer,  the  rotary  receives  300  plus  100,  or  400  volts. 
The  usual  range  is  about  15%  above  or  below  normal. 

The  rotation  of  the  primary  is  effected  by  means  of  a  small 
geared  motor  on  top  of  the  induction  regulator.  This  motor  is 
operated  by  alternating  current  controlled  through  the  medium 
of  a  contact  making  voltmeter  on  the  D.  C.  side  of  the  rotary. 
If  the  load  on  the  rotar>'^  increases,  the  voltmeter  connects  the 
pilot  motor  in  circuit  so  as  to  move  the  primary  of  the  regulator 
in  such  a  direction  as  to  raise  the  voltage.  If  the  voltage  on  the 
D.  C.  is  too  high,  the  voltmeter  puts  the  pilot  motor  in  drcait 


Fig.  923. — Control  of  the  D.  C.  voltage  of  a  rotary  converter  by 
means  of  a  synchronous  booster  in  the  A.  C.  circuit. 

SO  as  to  rotate  the  i)rimary  of  the  regulator  in  the  reverse  direc- 
tion, and  the  voltage  delivered  to  the  slip  rings  is  lowered. 

Figs.  764  and  765,  pages  79  and  80  illustrate  the  actual  con- 
struction of  a  General  Electric  Induction  Regulator.  The  dis- 
advantages of  the  induction  regulator  method  of  control  are 
high  first  cost,  the  large  amount  of  floor  space  required,  and 
the  complication  of  wiring  and  control.  Because  of  these  dis- 
advantages, this  ty]je  of  control  has  been  largely  superseded  by 
the  synchronous  huosLcr  ty])c. 

A.  C.  Voltage  Control  by  Synchronous  Boosters. — This  method 
consists  in  i)ladng  a  small  syncliroiious  alternator  on  the  same 
shaft  with  the  ruiary  (*onvcM*tiT  in  order  that  it  may  run  at  syn- 
clironous  si)Cf<l,  or  tlu'  hooslcr  may  l.)c  driven  separately  by  a 
synchronous  motor.  Fig.  92.^  shows  the  usual  arrangement. 
Here  the  A.  C  sui)])ly  is  led  through  an  external  stationary 
armat\irc  of  the  booster  B  and  thence  to  the  slip  rings  C-C'-C" 
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I  of  the  rotary  S.     The  D.  C.  end  of  the  rotary  supplies  the  D.  C. 

I   load  and  also  the  field  of  the  rotary  and  the  field  of  the  booster. 

The  excitation  of  the  rotary  is  adjusted  by  the  rheostat  R'. 

The  field  ot  the  booster  revolves  and  contains  the  same  number 

I   (rf  poles  as  the  stationary  field  of  the  rotary.     It  is  supplied  with 

current  through  sHp  rings  D-D'.     The  excitation  of  the  booster 

is  adjusted  by  a  reversing  rheostat  R.     It  is  evident  that  by 

varying  the  excitation  of  the  booster,  or  by  reversing  it,  the 

voltage  of  the  A.  C.  source  may  be  increased  or  diiiiimahed  on 


Fig.  924, 


the  rotary  rings.  If  the  A.  C.  supply  furnished  250  volts  and 
the  maximum  e.m.f.  of  the  booster  was  SO  volts,  then  with  the 
booster's  voltage  aiding  it  the  sUp  rings  would  receive  300  volts, 
while  with  its  voltage  opposing  the  supply,  the  slip  rings  would 
receive  only  200  volts.  A  six-phase  synchronous  booster  type  of 
converter  with  revolving  armature,  manufactured  by  The  West- 
inghouse  Company,  designed  for  60  cycles  and  having  a  direct- 
current  capacity  of  8,000  amperes,  is  shown  in  Fig.  924. 

In  large  units  the  booster  is  usually  of  the  revolving  armature 
type  and  placed  inside  the  main  shaft  bearings.     In  small  units 
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it  is  usually  necessary  to  place  the  booster  outside  the  main  bear- 
ings for  mechanical  reasons.  In  this  case  the  booster  is  of  the 
revolving  field  type. 

If  the  rotary  is  provided  wnth  interpoles  it  is  necessary  with 
synchronous  booster  control  to  alter  the  ampere-turns  on  the 
interpoles  when  the  excitation  of  the  booster  is  altered  or  re- 
versed. This  is  due  to  the  fact  that  when  the  booster's  voltage 
aids  the  line,  the  machine  is  a  generator  and  absorbs  power 
mechanically  from  the  rotary  to  drive  it.  When  its  voltage 
opposes  that  of  the  line,  it  acts  as  a  motor  and  aids  in  driving  the 
rotary.  The  armature  reaction  of  the  rotary  under  these  two 
extremes  would  therefore  be  different,  and  the  interpole  winding 
which  takes  care  of  this  matter  must  be  adjusted  accordingly 


Fig.  925, — Split-pole  converter. 


A  very  satisfactory  control  has  been  obtained  by  a  shunt  winding 
over  the  usual  interpole  winding,  either  in  series  with  the  exciting 
circuit  for  the  booster  field,  or  by  a  rheostat  controlled  mechani- 
cally. These  are  then  varied  simultaneously  and  the  desired 
interj^ole  strength  is  assured  at  all  times.  This  combination  of 
a  direct-connected  booster  and  rotary  is  an  advantage  over  the 
induction  regulator  in  that  it  is  simpler  and  requires  less  station 
wiring. 

The  Split  Pole  Converter. — It  has  been  found,  by  dividing 
the  field  pole  into  sections  and  providing  each  with  a  separate 
winding,  that  the  flux  distribution  across  the  pole  face  may 
thereby  be  changed.  It  thus  becomes  possible  to  obtain  variable 
A.  C.  to  D.  C.  ratios  and  control  the  D.  C.  voltage  without 
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change  in  the  A.  C.  voltage,  thereby  eliminating  all  devices 
corresponding  to  A.  C.  voltage  control.  It  is  possible  to  obtain 
variations  by  using  a  number  of  divisions  of  the  field  pole,  but 
the  simplest  and  most  economical  arrangement  is  to  use  two 
sections  N  and  N\  Fig.  925,  which  gives  less  complications  and 
at  the  same  time  provides  a  sufficient  amount  of  voltage  control 
with  less  distortion  of  the  alternating-current  wave  shape.  In 
Fig.  926  A,  B  and  C  represent  the  poles  excited  for  high,  inter- 
mediate and  low  voltage,  respectively.  Starting  with  a  condition 
of  no  excitation  on  the  regulating  poles,  as  shown  in  B,  the 

BiiLfytisjuiMf 

cMTtkAJiMT 

I— D.c.->i 

Fig.  926. 

effective  polar  area  is  that  of  the  main  poles  only.  By  gradually 
increasing  the  excitation  of  the  regulating  poles  with  current  in 
the  direction  to  give  the  same  polarity  as  that  corresponding  to 
the  main  poles,  as  in  ^4,  and  at  the  same  time  decreasing  the 
strength  of  the  main  poles  in  direct  proportion  by  means  of  a 
compensating  winding,  the  effective  length  of  the  polar  arc  is 
gradually  increased,  without  changing  the  total  flux  and  power 
factor.  As  longer  polar  arcs  cause  a  more  peaked  shape  to  the 
A.  C.  wave  in  a  distributed  winding,  such  as  is  used  in  all  rotaries, 
and  as  the  D.  C.  voltage  is  always  the  maximum  value  of  the 

A.  C.  wave,  the  longer  polar  arc  will  give  a  higher  D.  C.  voltage 
for  a  given  effective  A.  C.  voltage  applied. 

Starting  again  with  no  excitation  on  the  regulating  pole,  as  in 

B,  and  exciting  this  pole  in  the  opposite  direction  as  shown 
at  C,  at  the  same  time  adjusting  the  main  pole  strength  by  means 
of  the  compensating  winding,  the  D.  C.  voltage  will  be  reduced. 
This  reduction  is  not  dependent  to  any  great  extent  upon  the 
change  in  wave  shape,  but  is  chiefly  due  to  the  differential  action 
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of  the  voltage  generated  by  the  two  sections  of  the  armatiire 
winding  under  the  poles  of  opposite  sign  between  adjacent 
brushes  of  opposite  polarity.  The  voltage  generated  by  the 
regulating  pole  flux  opposes  that  generated  by  the  mstin  pole 
flux.  Under  this  condition  the  D.  C.  voltage  is  not  the  same  as 
the  maximum  A.  C.  voltage  but  is  lowered  in  value  for  reasons 
explained. 

Unfortunately  commutation  has  proven  difficult  and  rotaries 
of  large  capacity  of  this  type  are  rather  bulky  and  synchronous 
booster  control  is  preferred. 

Cominutating  Poles 

The  limit  having  been  reached  in  the  maximum  output  per 
pole  in  rotaries,  it  became  desirable  to  introduce  commutat- 
ing  poles.  This  resulted  in  a  reduction  in  armature  diam- 
eter for  a  given  output.  The  commutation  is  then  less  of  a 
limiting  factor,  as  the  interpole  cares  for  this  problem  com- 
pletely. The  load  factor  may  therefore  be  increased  so  that  the 
full  capadty  of  the  rotary  may  be  more  nearly  realized. 

Commutating  pole  rotaries  are  smaller  than  those  of  the  same 
capacity  without  such  poles.  The  armature  reaction  in  a  rotary 
converter  being  only  about  20%  of  that  in  a  corresponding  D.  C. 
machine,  the  commutating  poles  carry  only  about  one-third  as 
many  ampere-turns  as  D.  C.  generators  for  the  same  air-gap 
length.  To  provide  for  unusual  disturbances,  however,  which 
might  alter  the  A.  C.  to  D.  C.  ratios,  the  air  gap  is  made  larger 
in  a  rotary  than  in  a  D.  C.  generator  and  the  strength  of  the 
commutating  pole  greater  than  above  suggested.  Sparking  at 
the  commutator  is  still  great  with  commutating  poles,  however, 
when  starting  from  the  A.  C.  end,  and  provision  is  therefore 
made  for  raising  the  direct-current  brushes  during  the  starting 
period.  To  provide  excitation  a  special  pair  of  D.  C.  brushes  is 
employed. 

Should  a  two-phase  rotary  be  employed  to  supply  a  three-wire 
D.  C.  system,  the  armature  is  wound  for  250  volts  on  the  D.  C. 
side  and  connected  to  the  two  outside  wires.  The  neutral  wire 
does  not  enter  the  rotary  but  is  connected  to  the  middle  points 
0-0,  Fig.  910,  of  both  of  the  two  transformers  suppljring  the 
rotary,  and  thence  in  opposite  directions  through  the  windings. 
The  magnetizing  efTect  of  this  current  on  the  cores  would  there- 
for^ '      "-"utralized. 
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Interconnected  Star  Arrangement  of  Three  Single-phase  Trans- 
formers for  Suppljring  Sjmchronous  Converter 

Shotild  a  Y-connected  bank  of  transformers  be  employed  to 
supply  a  three-phase  rotary  operating  on  a  three-wire  direct- 
current-  system,  it  might  be 
supposed  that  the  neutral  wire 
of  the  three-wire  system  could 
be  returned  to  the  neutral  or 
middle  point  of  the  Y  on  the 
transformers.  If.  however,  the 
neutral  wire  were  returned  to 
the  point  A  in  Fig.  912,  the 
direct  current  would  flow  succes- 
sively in  one  direction  through 
Al,  A2  and  ^43.    This  current 

would   on  one    alternation  aid       Fig.  927.— Theoretical  connections 
^,        ,.  ..  ^  .  of   "inter-connected   star"   arrange- 

the  altematmg  current  m  mag-   j^ent  of  transformers  for  three-phase 

netizing   the   core,  greatly   in-  rotary   converters   supplying   three- 
.,  ,'    n  r\      wire  direct-current  system. 

creasmg  the  magnetic  flux.  On 

the  reverse  alternation  it  would  oppose  the  A.  C.  and  materially 
lower  the  resultant  flux.  The  magnetic  circuit  would  thus  be 
greatly  unbalanced  and  the  core  losses  increased.  To  avoid  this 
difficulty  the  interconnected  star  arrangement  of  transformers 

has  been  devised.  This  con- 
sists in  dividing  thelow-tension 
binding  of  each  transformer 
into  two  parts  and  connecting 
as  in  Fig.  927.  One-half  of 
phase  1  is  in  series  with  one-half 
of  phase  3.  The  other  half  of 
phase  3  is  connected  in  series 
with  one-half  of  phase  2,  while 
the  remaining  half  of  phase  2  is 
connected  in  series  wMth  the 
first  half  of  i)hase  1.  The  re- 
FiG.  928. — Relation  of  voltages  in  suit  ant  conditions  arc  pictured 

';^^i^^.o^L^:!'tir'  "■  -   FJ^--   928.     U  each   half  is 

capable  of  delivering  100  volts, 
then  D-F,  of  phase  2,  and  F-B,  of  phase  1,  will  furnish  a  com- 
bined voltage  equal  to  V3  X   100  volts  or  173  volts,  for  these 
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two  sections  produce  voltages  120**  apart  in  phase.  This  resultant 
voltage  of  173  is  delivered  in  turn  by  A-D  and  C-D.  When 
these  resultants  are  combined  in  Y,  the  total  voltage  across 
A'B  is  V3  times  173  or  300  volts.  As  these  voltages  are  ob- 
tained at  a  disadvantage  the 
transformer  must  have  a  greater 
capacity  when  so  connected, 
that  is,  the  resultant  voltage 
D-B  is  30**  out  of  phase  with 
D'F  and  likewise  30**  out  of 
phase  with  F-B,  The  cosine 
of  30°  is  0.866.     To   provide 

Fig.  929.--General  arrangement  of  1^)%  voltage  the  capacity  of 
high-tension  and  low-tension  \\-indings  the  two  sections  would  need  to 
of    transformers    arranged    for    inter-  -^^ 

cx^nneeted  star.  he  p^   =    IIS.5%  of  what  it 

U.OOO 

would  bj  if  they  wjro  in  phase.  Thus  the  K.  V.  A.  capacity  of 
the  three  transformers  for  inter-connected  star  operation  would 
each  need  to  be  115.5^(  of  that  required  for  the  ordinary  star 
connection.  The  result  of  the  interconnected  star  is  to  cause  anv 
direct  current  flowing  over  the  neutral  wire  of  the  three-wire 
system  to  circulate  in  o]3positc  directions  in  the  two  halves  of  the 
low-tension  windin*::  of  any  transformer.  Thus  each  exactly 
neutralizes  the  elTect  of  the  other,  and  the  magnetic  effect  on  the 
core  is  as  though  no  direct  current  whatever  circulated  in  the 
transfomier  winding::.  Thus,  suppose  that  there  is  a  demand  in 
the  neutral  wire  A,  Fi^.  927,  to  supply  current  for  the  lamp  L 
antl  this  current  Hows  throtigh  the  lower  half  of  phase  2,  as  shown 
by  the  arrow,  thence  to  the  middle  point  of  the  Y,  out  over  the 
neutral  wire  .4.  through  the  lamp  L.  back  over  the  wire  B  and 
theiKH'  downward  over  the  other  half  of  phase  2,  thus  neutraliz- 
ini:  the  niav^neiizini;  effect  of  that  same  current  in  the  other  half 
(A  the  windini:  oi  the  same  transfonner  on  its  way  out.  As  the 
point  (.'is  oonneotod  to  the  commutator,  it  swings  successively 
into  ooniaet  with  D  and  E,  thus  the  neutralization  of  the  D.  C. 
HKii^noii/ation  is  etYooiive  in  all  throe  transformers. 

pj.^  OJO  is  a  diacrammatic  sketch  showing  the  connection  of 
traiisfonners  for  inieroonnoeted  star.  The  high-tension  sides 
may  bo  oonnov  lod  oithor  in  Y  or  A  as  preferred. 
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Fig.  930.— General  Electrif,  l.OUO-K.W.  synthronrais  toiivirlLr. 

The  general  appearance  of  a  modem  General  Electric  s\'nchro- 

nous  converter  is  shown  in  Fig,  930.     This  is  a  1,000-K.W..  8-pole, 

900  r.pm.,  600-volt,  60-cycle,  six-phase,  compound-wound,  com- 

mutating  pole  machine  designed  for  railway  work. 


SECTION  XVII 


CHAPTER  HI 


SYNCHRONOUS  CONVERTERS 

D.  C.   VOLTAGE   REGULATION 

1.  In  how  many  and  wlial   ways  may  ihc  U.  C.  c.m.f,  of  a 
verier  be  regulated? 

I.  (a)  Explain  in  detail  Ihc  method  of  ■■phase  cuntrol" 
by  external  reactance  in  scries  therewith. 
(tt   Where  is  il  used? 
(c)  What  are  its  advaniages? 
^d)  What  are  iU  limitations  p 
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3.  Where  should  shunt  rotaries  be  employed?    Why? 

4.  Where  should  compound  rotaries  be  employed?    Why? 

5.  In  the  absence  of  a  power- factor  meter  how  would  you  know  when 
the  intake  of  a  rotary  converter  was  obtained  at  100  per  cent  power 
factor?    How  could  this  power  factor  be  altered? 

6.  Explain  the  method  of  regulating  the  D.  C.  voltage  of  a  rotary  con- 
verter by  quick  break  switches  connected  to  taps  on  the  high  tension  side 
of  transformer.    Where  is  this  method  used  ?    What  are  its  disadvantages  ? 

7.  Explain  the  construction  and  principle  of  operation  of  the  "Induc- 
tion Regulator"  as  used  in  regulating  the  D.  C.  voltage  of  a  rotary  con- 
verter. 

8.  Explain  the  construction  and  method  of  operation  of  the  synchronous 
booster  in  connection  with  the  regulation  of  the  D.  C.  voltage  of  a 
rotary  converter. 

9.  Explain  the  construction  and  principle  of  operation  of  the  '*split 
pole"  rotary  converter. 

10.  Explain  the  object  of  commutating  poles  on  rotary  converters. 
What  are  their  advantages?    When  are  they  used? 

11.  Explain  the  "interconnected  star"  arrangement  of  three,  single-phase 
transformers  for  supplying  a  synchronous  converter.  Where  is  it  used? 
What  is  the  advantage? 


SECTION  XVII 


CHAPTER  IV 


SYNCHRONOUS  CONVERTERS 

STARTING  OF  CONVERTERS 

Starting  from  A.  C.  End. — There  are  three  methods  of  starting 
rotary  converters.  First,  from  the  A.  C.  end  as  a  polyphase 
motor.  For  this  purpose  current  is  supplied  by  transformer 
r,  Fig.  931,  to  a  tap  connecting  through  switch  at  about  one- 
third  line  potential  to  the  slip  rings  of  the  rotary  converter  R-C, 
The  diagram  shows  a  single-phase  rotary,  although  it  is  under- 
stood that  in  practice  all  commercial  rotaries  are  polyphase. 
The  machine  will  start  as  a  polyphase  induction  motor  by  means 
of  the  rotary  field  created  by  the  armature  windings.  Although 
supplied  with  a  low  potential,  it  will  come  up  to  full  speed, 
because  the  speed  of  an  unloaded  induction  motor  is  determined 


Fig.  931. — Starting  rotary  converter  from  A.  C.  end,  as 
induction  motor  by  current  derived  from  potential  taps  on 
low-tension  side  of  transformer. 

solely  by  the  frequency  of  the  source  of  supply.  If  the  field 
structiu'e  is  provided  with  a  cage  winding,  the  machine  starts 
much  more  readily  as  an  induction  motor.  The  field  winding, 
when  so  starting,  is  usually  disconnected  from  the  D.  C.  brushes 
as  shown  by  means  of  a  switch  S  in  Fig.  932.  This  is  because 
the  field  coils  act  as  the  secondary  of  a  transformer  in  their  rela- 
tion to  the  armature,  which  is  the  primary.  As  the  relative 
motion  between  the  rotating  field  produced  by  the  armature 
with  respect  to  the  field  coils  is  very  high  at  the  start,  the  in- 
duced e.m.f.  in  the  field  winding  might  be  so  high  as  to  puncture 
and  bum  the  winding  out  if  the  field  circuit  were  closed.  There- 
fore a  field  break-up  switch,  S,  Fig.  932,  is  provided  in  the  circuit 
which  not  only  disconnects  the  field  winding  but  subdivides  it 
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into  sections  for  the  piirpose  of  reducing  the  total  voltage  in- 
duced in  any  section.  When  the  rotary  has  reached  synchronism 
the  field  break-up  switch  is  closed  and  a  direct  current  flows  from 
the  commutator  brushes  through  the  field  winding  and  causes 
the  armatiu-e  to  "lock-in**  to  synchronism  with  definitely  es- 
tablished field  poles.  The  machine  is  converted,  at  this  instant, 
from  an  induction  motor  into  a  synchronous  motor.  At  the 
moment  the  field  switch  is  closed,  the  poles  of  the  armature  may 
be  slightly  in  advance  of,  or  sUghtly  behind  the  field  poles  of 
opposite  sign.  Depending  on  the  initial  impulse  of  the  direct 
current  in  the  field  winding,  when  the  switch  is  closed,  the  arma- 
ture poles  will  be  drawn  forward  or  backward  as  it  locks  into 
step.  It  cannot  be  definitely  foreseen  what  the  polarity  of  the 
D.  C.  brushes  will  be  at  the  instant  the  field  switch  is  closed. 


Fig.  932. — Field   break-up  and   reversing  switch  for  correcting  polarity 
and  protecting  field  of  rotar\'  converter  when  starting  from  A.  C.  end. 


The  upper  brush  may  become  positive  and  the  lower  negative 
or  just  the  reverse,  depending  upon  the  relative  movement  of 
the  armature  at  the  moment  of  closing  the  switch.  As  rotary 
converters  are  usually  operated  in  parallel  with  other  similar 
machines  in  substations,  the  connections  would  be  as  shown  in 
Fig.  933.  Here  it  may  be  assumed  that  the  rotary  R  is  already 
running  on  the  bus  bars  E-F,  which  have  the  polarity  indicated. 
If  now,  when  rotary  G  is  brought  up  to  speed  and  the  field  switch 
closed,  the  terminal  A  should  be  negative  and  the  terminal  C 
should  be  positive,  it  is  obvious  that  the  main  switch  across 
A-B  and  C-D  should  not  be  closed  as  the  rotary  G  having  re- 
versed polarity  would  thus  short-circuit  the  line.  It  is  therefore 
necessary  to  reverse  the  polarity  of  the  rotary.  To  do  this  the 
field  break-up  switch  5,  shown  in  Fig.  932,  is  thrown  into  the 
"down"  j)osilion.    This  reverses  the  field  winding  with  respect  to 
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the  D.  C.  brushes.  The  switch  is  held  in  this  position  for  from 
five  to  eight  seconds,  during  which  the  rotary  is  supposed  to  slip 
back  one  pole.  It  should  then  be  thrown  again  into  the  "up" 
position,  under  which  conditions  the  polarity  should  be  reversed 
so  that  A  would  become  positive  and  C  would  be  negative. 
The  proper  polarity  is  indicated  by  a  voltmeter  connected  across 
A'C.  If  the  polarity  is  wrong,  the  voltmeter  indicates  back- 
ward. If  the  polarity  is  right,  the  voltmeter  indicates  in  a 
positive  direction.  Up  to  this  time  the  potential  on  the  A.  C. 
end,  and  therefore  on  the  D.  C.  end,  has  been  maintained  at 
one-third  normal.  When  it  is  found  that  the  polarity  is  right, 
the  A.  C.  tap  on  the  transformer  is  raised  to  full  potential.     The 


Pig.  933. — Switching  connections  for  parallel- 
ing one  rotary  converter  with  another,  already 
running. 

main  switch,  A-B,  C-D,  may  now  be  closed  and  the  rotary  G 
connected  to  bus  bars  in  parallel  with  R, 

One  theory  regarding  the  operation  of  the  synchronous  motor 
assumes  that  poles  are  manifested  in  the  armature  as  indicated 
in  Fig.  934,  these  poles  reversing  in  sign  at  some  point  in  the 
polar  arc  for  a  direction  of  rotation  A-B^  when  the  machine  is 
running  at  synchronous  speed.  The  polarity  of  the  D.  C. 
brushes  and  their  relation  to  the  A.  C.  wave  is  shown  in  full  in 
this  figure. 

When  the  machine  is  started  on  the  one-third  voltage  tap  as 
an  induction  motor,  it  rises  in  speed  in  the  direction  A-B,  Fig. 
934,  to  practically  synchronous  r.p.m.  or  in  some  cases  actually 
"locks"  in  synchronism  with  the  field  switch  open.     When  the 
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field  switch  is  closed  in  the  running  position,  if  the  D.  C.  polarity 
is  reversed  as  indicated  by  the  reversed  indication  on  the  volt- 
meter, the  reversing  switch  in  the  field  drcuit  is  thrown  as  shown 
in  Fig,  935.  The  first  tendency  of  the  machine  is  to  reverse  the 
magnetism  in  its  field  poles,  due  to  the  reversed  current  in  the 
field  windings.  This  causes  the  armature  to  slip  back  to  the 
position  shown  by  the  dot-dash  line.  At  this  point  the  D.  C. 
brushes  make  contact  at  the  zero  point  of  the  wave  A-B-C-D 
and  the  field  current  becomes  zero.  The  armature  may  not 
slip  farther,  because,  if  it  assumes  the  position  of  the  dotted 
wave,  the  polarity  at  the  brushes  would  be  reversed  and  that, 
coupled  with  the  reversal  of  connections,  would  produce  the 
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Fig.  934. 

original  ]HiIarity  in  the  field  and  reversed  polarity  in  the  arma- 
ture which  will  not  t;ive  the  required  conditions  for  rotation. 
Should  it  slip  back  farther,  due  to  low  synchronizing  power — i.e., 
lar^e  air  nap,  etc. — it  «-ill  do  so  slowly  with  a  pronounced  tend- 
ency to  "hang"  in  ihc  position  of  the  dot-dash  wave.  This  will 
Ih"  indicated  b\'  the  slow  alternate  reversals  of  the  D,  C.  volt- 
nioter.  If  the  synchronizing  power  is  great,  the  armature  will 
remain  as  shown  by  the  dot-dash  line,  cushioned,  as  it  were,  in 
the  field.  If  it  tritd  to  move  tither  way,  it  would  build  up  the 
fit'ld  pi'Uiriiy  ill  a  direction  opposing  that  motion.  The  volt- 
nicler  will  now  indicate  a  low  value  in  the  correct  direction  due 
to  ri>tational  losses  dragging  the  armature  a  tittle  back  of  the 
tnie  center.  If  ihe  tiold  switch  is  now  restored  to  the  up  or  run- 
ning position  wliik'  the  voltmeter  indicates  in  the  correct  direction, 
the  wave  will  sliji  lo  ]>i>sition  of  dotted  line,  the  exciting  current 
in  the  field  i-oils  will  W  rewrsed.  now  flowing  in  the  direction  o( 
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the  solid  arrows,  which  will  give  the  polarity  indicated  by  S'-N', 
and  the  polarity  of  the  field  poles  will  be  reversed  and  conditions 
will  be  correct  for  rotation  as  shown  in  Fig.  935. 

Throwing  the  A.  C.  switches  on  the  two-thirds  and  full  poten- 
tial taps  simply  increases  the  voltage  impressed  on  the  A.  C. 
rings  and  that  delivered  on  the  D.  C.  side  without  changing  the 
r.p.m.  or  the  phase  relation.  The  direction  of  rotation  of  the 
armature  is,  of  course,  the  same  under  all  conditions. 

Starting  from  the  D.  C.  End. — The  second  method  of  starting 
a  rotary  is  from  the  D.  C.  end  as  a  shunt  motor.  The  rotary  R, 
Fig.  9J6,  being  in  operation  on  the  D.  C.  bus  bars  L-M,  current 
may  be  taken  to  start  the  rotary  G  from  the  D.  C,  end.  To  do 
so  the  A.  C.  switch  A-B  must  be  open  when  the  D.  C,  switch 
K-H  is  dosed.  The  field  rheostat  R  should  be  cut  out  so  as  to 
give  the  rotary  a  strong  field.  By  means  of  a  starting  box  S-B, 
the  rotary  is  gradually  brought  up  to  speed.     From  the  slip 
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rings,  C-D,  an  alternating  e.m.f.  is  delivered  to  the  terminals  of 
the  switch  connecting  the  rotary  to  the  A.  C.  supply. 

Bridging  the  switches  between  the  transformer  and  the  rotary 
are  the  lamps  L-L.  There  must  be  enough  lamps  in  series  to 
stand  the  combined  voltages  of  the  transformer  and  rotary. 
As  the  rotary  comes  up  to  speed  the  frequency  of  its  alternating 
voltage  delivered  varies.  The  transformer  E-F  delivers  a  con- 
stant frequency.  Due  to  the  combining;  of  these  two  e.m.fs..  the 
lamps  L-L  will  light  when  the  two  sources  arc  in  scries,  because 
their  voltages  are  in  addition,  and  will  go  out  when  the  two  sources 
are  in  opposition.     As  the  speed  and  frequency  of  the  rotary 
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changes,  the  phase  relation  of  the  rotary  voltage  and  the  trans- 
former voltage  alters.  The  lamps  will  therefore  pulsate  in 
candle  power  at  a  rate  depending  on  the  difference  in  frequency 
between  the  rotary  and  transformer.  When  the  rotary  comes 
into  exact  synchronism  with  the  transformer  the  lamps  will 
remain  at  a  stationary  candle  power,  but  they  may  be  bright, 
or  dim,  or  out,  depending  on  the  phase  angle  of  the  two  voltages. 
The  proper  time  for  placing  the  rotary  in  circuit  with  the  trans- 
former is  when  the  two  voltages  are  in  direct  opposition  as  shown 
by  the  arrows.  Thus  at  a  given  instant  the  terminal  E  of  the 
transformer  must  be  positive  when  the  terminal  of  the  rotar>', 
C\  is  likewise  positive.  The  rotary's  voltage  thus  corresponds 
to  the  counter  c.m.f.  of  a  motor,  and  the  transformer  voltage 
that  of  a  source  impressed  upon  it.     As  the  rotary  approaches 


Fig.  9.^6. — Connections  for  starting  rotary  converter  as  a   D.  C.  motor 

from  the  D.  C.  end. 

synchronism  and  the  lamps  flicker  at  a  slower  and  slower  rate,  it 
is  customary  to  close  the  s\\'itch  A-B  in  the  middle  of  a  period 
of  darkness,  which  indicates  exactly  the  proper  phase  relation. 
If  the  lamps  arc  pulsating  rapidly  when  the  switch  is  closed,  a 
stronj(  synchronizing  current  will  flow  between  the  transformer 
and  the  rotary,  tending  to  accelerate  or  decelerate  the  rotary 
to  bring  it  into  step  with  the  transformer.  Care  should  be 
taken  to  see  that  the  rate  of  pulsation  is  very  slow  when  the 
switch  is  closed.  The  synchronizing  current  will  then  be  re- 
duced to  a  minimum.     When  the  rotarv  has  been  connected  on 
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the  A.  C.  end,  the  starting  box  S-B  on  the  D.  C.  end  should  be  cut 
out  and  the  field  rheostat  R  adjusted  to  give  a  minimum  A.  C, 
input  for  the  required  D.  C.  load.  Lamp  synchronizing  has  in 
late  years  been  replaced  by  the  "synchroscope,"  which  is  more 
accurate  and  satisfactory  than  lamps.  This  device  will  be  ex- 
plained later. 

Starting  by  Means  of  Separate  Motor.— The  third  method  of 
starting  a  rotary  is  by  means  of  a  separate  starting  motor.  In' 
Fig.  937  a  separate  induction  motor  M,  usually  direct-connected 
on  one  end  of  the  rotary  shaft  and  mounted  on  a  bracket  ex- 
tending from  the  base  frame,  is  employed  to  start  the  rotary  and 
bring  it  to  slightly  above  synchronism.  The  starting  motor 
usually  has  one  pair  of  poles  less  than  the  rotary  in  order  that  it 
may  bring  the  rotary  up  to  synchronous  speed  or  slightly  above. 
When  so  starting,  the  A.  C.  switch  S,  leading  to  the  transformer, 
and  the  D.  C.  switch  S  to  the  bus  bars  should  both  be  open. 


When  the  rotary  has  slightly  exceeded  synchronism  a  synchron- 
izing rheostat  S-R  is  connected  across  the  A.  C.  brashes  for 
the  purpose  of  forming  a  load,  which,  in  its  reaction  on  the  start- 
ing motor,  brings  the  speed  of  the  rotary  converter  down. 
Synchronizing  lamps  or  a  synch ronos cope  are  employed  to  bridge 
the  main  switch,  S,  as  before.  When  synchronism  is  indicated 
and  the  proper  phase  alignment  is  shown  by  the  lamps  becoming 
dark,  the  A.  C.  switch  may  be  closed,  after  which  the  starting 
motor  may  be  cut  out  and  the  D.  C.  switch  closed,  putting  the 
rotary  on  the  D.  C.  load.  Large  rotaries  do  not  employ  the 
synchronizing  rheostat,  but  the  variation  in  speed  necessary  to 
bring  the  rotary  into  exact  synchronism  is  accomplished  by  the 
alteration  of  the  field  rheostat  R.     This  varies  the  iron  losses 
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in  the  armature  of  the  rotary.  In  a  large  machine  this  variation 
is  sufficient  in  its  reaction  on  the  starting  motor  to  bring  about 
the  desired  changes  in  speed. 

With  compound  rotaries  the  D.  C.  circuit  breakers  shotild  have 
auxiliary  tripping  coils  energized  from  the  A.  C.  side,  so  that  if 
the  A.  C.  breakers  go  out,  the  D.  C.  side  wiU  automatically  open 
and  prevent  the  rotary  from  motoring  on  the  D.  C.  end.  Other- 
wise the  direct  current  reversing  through  the  series  winding 
would  so  weaken  the  field  as  to  cause  the  rotary  to  run  away. 
Some  rotaries  are  designed  with  a  centrifugal  overspeed  switch 
on  the  end  of  the  shaft  so  connected  to  the  D.  C.  breakers  that  if 
the  speed  of  the  rotary  rises  above  normal  the  switch  will  open 
the  breaker. 

When  rotaries  are  operated  inverted — i.e.,  converting  D.  C.  to 
A.  C,  a  heavy  inductive  load  will  react  powerfully  upon  the 
field  magnetism.  It  will  be  remembered  that  a  lagging  current 
on  the  alternator  weakens  the  field.  With  an  inverted  rotary 
the  same  thing  happens,  except  that  the  rotary  is  at  the  same 
time  a  direct-current  motor  and  a  heavy  lagging  current  may  so 
seriously  weaken  the  field  flux  as  to  cause  the  rotary  to  run  at  a 
dangerously  high  speed. 

Compound  rotaries  should  never  be  run  inverted,  as  varjring 
loads  would  cause  widely  varying  speeds  which  would  result  in 
delivering  a  variable  frequency. 


SECTION  XVII  CHAPTER  IV 

SYNCHRONOUS  CONVERTERS 
STARTING  OF  CONVERTERS 

1.  Explain  the  method  of  starting  a  rotary  converter  from  the  A.  C. 
end.    What  potential  is  employed?     Sketch. 

2.  Explain  the  method  of  starting  a  rotary  from  the  D.  C.  end.     Sketch. 

3.  Explain   the   method   of   starting  a   rotary  by  means   of   a   separate 
starting  motor.     Sketch. 


SECTION  XVII  CHAPTER  V 

SYNCHRONOUS  CONVERTERS 
HUNTING  IN  ALTERNATORS  AND  CONVERTERS 

An  alternator,  and  a  rotary  converter  connected  with  it,  bear 
somewhat  the  same  relation  to  each  other  as  far  as  speed  is  con- 
cerned as  an  engine  fly-wheel  in  which  the  driving  force  is  trans- 
mitted through  a  flexible  spiral  spring  to  a  second  fly-wheel  con- 
nected to  it  by  means  of  this  flexible  coupling.  The  rotation  of 
the  second  fly-wheel  so  connected  to  the  engine  wiU  be  steady 
only  so  long  as  the  rotation  of  the  engine  fly-wheel  is  steady. 
If  the  engine  fly-wheel  momentarily  increases  its  speed,  the 
second  fly-wheel  will  not  maintain  the  same  position  relative  to 
the  first,  as  would  be  the  case  if  the  two  wheels  were  rigidly  con- 
nected. The  inertia  of  the  driven  wheel  will  cause  it  to  lag 
behind  the  first,  as  would  be  the  case  if  the  two  wheels  were 
connected  by  the  spring,  until  the  tension  in  the  spring  is  great 
enough  to  overcome  the  inertia  and  momentarily  increase  its 
speed,  bringing  it  back  to  its  previous  relative  position.  At 
the  same  time  the  tension  in  the  spring  will  react  upon  the  engine 
fly-wheel  so  that  the  sp)eed  of  this  wheel  is  momentarily  decreased. 
If  the  inertia  of  the  driven  wheel  is  large,  the  reaction  of  the 
spring  may  carry  it  beyond  its  initial  positibn  to  a  point  relatively 
ahead  of  that  of  the  engine  fly-wheel,  in  which  case  the  tension 
in  the  spring  will  be  reversed  and  will  cause  the  second  wheel  to 
surge  back  again,  thus  starting  an  oscillation  in  the  rotation  of 
this  wheel. 

This  condition  is  technically  known  as  hunting.  To  set  up 
this  oscillation  in  speed  three  conditions  are  necessary : 

1.  A  variation  in  the  uniform  rotation  of  the  engine-driven 
fly-wheel. 

2.  A  flexible  connection  between  the  two  wheels. 

3.  Inertia  in  the  second  wheel. 

A  similar  action  takes  place  in  the  operation  of  electrical 
machines.  If  the  load  upon  a  power  station  alters,  there  will 
be  some  variation  in  the  speed  of  the  alternator.  If  the  alter- 
nator is  operating  a  rotary  converter  as  a  part  of  its  load,  the 
inertia  of  the  rotary's  armature  will  prevent  it  from  instantly 
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following  the  alternator,  and  the  resulting  difference  in  the 
relative  positions  of  the  two  armatures  causes  a  change  in  phase 
positions  of  the  alternator  e.m.f.  and  the  counter  e.m.f.  of  the 
rotary.  This  change  in  phase  angle  causes  a  difference  in  the 
instantaneous  values  of  the  two  e.m.fs.  which  brings  about  a 
surge  of  corrective  current  between  the  two  machines.  This 
current  is  equivalent  to  a  tension  in  the  spring  between  the 
engine  and  the  driven  fly-wheel.  When  the  rotary's  armature 
is  behind  the  alternator  the  corrective  current  flows  in  such  a 
direction  as  to  accelerate  its  rotation  and  retard  the  alternator. 
The  momentum  of  the  rotary  may  be  sufficient  to  carry  it  not 
only  abreast  of  the  alternator  but  relatively  ahead.  In  this  case 
the  direction  of  the  corrective  current  reverses  as  did  the  direc- 
tion of  tension  in  the  spring  coupling  above  referred  to.  This 
will  simultaneously  accelerate  the  alternator  and  retard  the 
rotary's  armature.  In  this  way  irregularity  of  the  rotation  of 
the  rotary  will  be  produced.  This  irregularity  is  called  hunting. 
To  bring  about  hunting  in  a  rotary  three  conditions  must 
obtain : 

1.  Irregular  rotation  of  the  alternator. 

2.  A  flexible  connection  in  the  shape  of  the  electrical  circuit 
between  the  alternator  and  rotary. 

3.  Inertia  in  the  rotary  converter. 

The  corrective  currents  between  the  two  machines  automati- 
cally tend  to  make  the  rotary  follow  the  changes  in  speed  of  the 
alternator.  How  closely  it  actually  succeeds  in  following  them 
depends  upon  the  design  of  the  rotary.  If  the  self-induction 
of  the  rotary  armature  is  large,  the  corrective  current  for  a  given 
resultant  e.m.f.  will  be  small,  and  the  force  tencing  to  change  the 
relative  positions  of  the  alternator  and  rotary *s  armature  will 
be  less  able  to  overcome  the  inertia,  and  the  rotary's  armature 
will  then  be  sluggish  in  its  action.  It  will  not  be  able  to  follow 
the  oscillation  of  the  alternator,  and  the  rotary  will  fall  out  of 
step  and  shut  down. 

If,  on  the  other  hand,  the  self-induction  of  the  rotary  armature 
is  small,  the  force  tending  to  change  the  relative  position  of  the 
two  machines  will  be  great.  The  corrective  currents  will  be 
large,  the  rotary  armature  will  swing  forward  and  beyond  its 
proper  position,  and  an  oscillation  will  be  set  up  as  above. 
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When  the  self-induction  is  large  and  the  corrective  currents 
are  small,  the  coupling  is  frail,  as  when  a  weak  spring  is  used. 
If  the  self-induction  of  the  armature  is  small,  the  corrective 
currents  will  be  large,  corresponding  to  a  coupling  with  a  strong 
spring.  In  addition  to  the  self-induction  of  the  armature,  the 
impedance  of  the  connecting  lines  and  transformers  restricts  the 
corrective  currents. 

The  corrective  currents  which  circulate  between  the  two 
machines  due  to  the  phase  angle  between  their  respective  e.m.fs. 
at  any  instant  increase  the  leading  or  lagging  components  of  the 
total  current.  These  leading  or  lagging  components  increase  or 
decrease  the  strength  of  the  field  flux  in  both  alternator  and 
rotary,  due  to  the  magnetizing  effect  upon  the  armature  wind- 
ings. As  hunting  is  an  oscillation  in  the  relative  position  of  the 
rotary  armature,  a  given  pole  being  ahead  of  the  alternator  at 
one  instant  and  behind  it  the  next,  the  corrective  currents  due  to 
this  oscillation  will  be  first  in  one  direction  and  then  in  the  other. 
The  effect  of  this  varying  current  is  to  strengthen  one  pole  tip 
and  weaken  the  other,  when  flowing  in  one  direction,  and  reverse 
this  action  when  flowing  in  the  other  direction,  thus  continu- 
ally changing  the  distribution  of  magnetism  over  the  pole  face. 
This  in  effect  causes  the  magnetic  flux  to  continually  shift  back 
and  forth  across  the  face  of  each  field  pole.  This  action  takes 
place  in  both  alternator  and  rotary.  A  result  of  this  shifting 
magnetic  field  is  that  it  shifts  the  neutral  line  in  the  rotary  which 
periodically  brings  the  short-circuited  coil  in  too  strong  a  field 
for  commutation  and  causes  flashing  at  the  direct-current  brushes. 

As  hunting  is  always  accompanied  by  a  shifting  field,  a  most 
effective  method  of  preventing  it  is  to  employ  dampers,  in  the 
form  of  heavy  copper  grids  that  surround  each  pole  face  and 
extend  across  it.  usually  imbedded  in  one  or  more  slots. 

Whenever  the  relative  position  of  the  alternator  armature  is 
changed  by  the  corrective  currents,  the  reaction  of  the  induced 
currents  in  the  grid  tends  to  prevent  this  change.  As  long  as  the 
armature  moves  in  exact  synchronism  with  the  alternator  there 
are  no  currents  induced  in  the  grids.  The  grid  acts  like  a  cage 
winding  in  an  induction  motor.  If  the  speed  of  the  rotary  alters, 
as  it  does  momentarily  when  hunting,  the  powerful  induced 
currents  oppose  the  movement  of  the  flux  just  as  the  induced 
current  in  a  cage  winding  of  an  induction  motor,  which  in  their 
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reaction  oppose  the  forward  or  backward  slip.  It  must  be 
noted  that  the  eddy  currents  induced  in  the  grid  do  not  act  as  a 
constant  opposing  force  to  the  corrective  currents  but  as  true 
dampers  becoming  zero  whenever  the  rotational  relation  between 
the  alternator  and  rotary  is  constant. 

When  several  rotaries  are  connected  to  the  same  alternator, 
hunting  in  one  rotary  may  cause  trouble  with  the  others  if  the 
lagging  and  leading  currents  due  to  the  hunting  are  large  enough 
to  bring  about  serious  variations  in  alternator  voltage.  Dampers 
on  the  alternator  field  poles  help  to  control  the  corrective  cur- 
rents between  the  alternator  and  the  rotary,  the  action  of  the 
dampers  being  identical  with  those  on  the  rotary. 

In  alternators  having  partially  closed  armature  slots  the 
damper  may  be  made  in  the  form  of  a  plate,  A,  Fig.  938.     In  re- 


FiG.  938. 


Fig.  939.— Electro-mag- 
netic dampers  or  rotary 
converters. 


volving  armature  machines  the  plate  covers  the  face  of  the  field 
pole.  In  machines  where  the  field  revolves  the  damper  bridges 
the  space  between  adjacent  poles.  It  also  serves  in  this  case 
as  a  wedge  to  hold  the  field  coils  in  place.  In  alternators  with 
open  slots  and  in  rotary  converters  the  dampers  are  of  the  grid 
type,  surrounding  the  pole  and  extending  through  slots  in  the 
pole  face,  D,  Fig.  939.  This  grid  form  of  damper  is  better 
adapted  to  open  slot  machines  because  of  the  characteristic 
jumping  of  the  field  flux  from  one  armature  tooth  to  the  next. 
This  action  would  set  up  eddy  currents  in  a  copper  plate  which 
covered  the  entire  pole  and  might  increase  the  losses  of  the  ma- 
chine sufficiently  to  warp  the  plates  seriously  and  loosen  them 
from  the  poles.  In  self -starting  synchronous  converters  the  grids 
are  all  interconnected  to  form  a  complete  cage  winding. 
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SECTION  XVII  CHAPTER  V 

SYNCHRONOUS  CONVERTERS 
''HUNTING"  IN  ALTERNATORS  AND   CONVERTERS 

1.  What  is  "hunting"  in  a  rotary  converter?    What  causes  it? 

2.  How  may   hunting  be   prevented  in   rotary  converters?    How   does 
the  remedy  prevent  it? 

3.  What  forms  of  dampers  are  used  on  ahernators  and  rotaries  with 
partially  closed  slots.    What  style  is  used  with  open  slots? 

4.  Where  are  dampers  located  in  revolving  field  machines?    Where  are 
they  placed  in  revolving  armature  machines? 

5.  What    is    an    "inverted"    rotary?    What    precautions    should    attend 
their  use? 


SECTION  XVII 


CHAPTER  VI 


SYNCHRONOUS  CONVERTERS 
PHASING  OUT  OF  CONVERTERS 

When  polyphase  rotaries  are  first  installed  it  is  necessary  to 
connect  them  to  the  main  switches  on  the  A.  C.  side  so  that 
when  one  phase  is  in  aUgnment  with  the  alternating  source  on  the 
other  side,  all  of  the  phases  will  also  be  in  alignment.  There- 
after it  is  unnecessary  to  synchronize  more  than  one  phase. 

To  obtain  the  proper  sequence  of  phases  when  connecting  a 
rotary  to  the  switches  the  first  time,  it  is  necessary  to  "phase 
out.'*  This  means  to  test  the  circuits  leading  from  the  trans- 
formers furnishing  the  supply  to  the  rotary  itself,  so  that,  when 
one  pair  of  leads  in  one  circuit  is  in  phase  with  a  corresponding 
pair  of  leads  in  the  other  circuit,  all  corresponding  leads  of  the 

two  circuits  will  be  in  phase. 


LINE 


2* 
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After  this  phasing  out  has  once 
been  accomplished  it  is  only 
necessary  thereafter  to  syn- 
chronize by  means  of  a  synchro- 
scope or  lamps  on  one  phase  of  a 
polyphase  rotary  provided   the 

Fig.  940.— Connections  of  syn-  connections  have   not   been 
chronizing    lamps    for    two-phase   altered. 

^"^^'^   ^'  In  the  few  cases  where  single- 

phase  rotaries  are  employed,  it  is  obviously  unnecessary  to 
**phase  out,"  for  the  synchronizing  is  accomplished  between  the 
source  and  the  rotary  on  the  one  existing  phase. 

Two-phase  Rotaries. — Two-phase  four-wire  rotaries  may  be 
tested  out  as  follows : 

First,  determine  the  two  leads  belonging  to  one  phase  by  a 
voltmeter.  Those  having  normal  voltage  between  them  belong 
to  one  phase.  Thus  in  Fig.  940,  if  line  wires  1-2-1-2  come  from 
two-phase  transformers  and  the  voltage  across  1-1  is  180  volts 
and  across  2-2  is  likewise  180  volts,  this  would  show  that  these 
lines  represented  the  terminals  of  two  separate  transformers. 
On  the  four  other  lugs  of  the  switch,  Sw.,  the  four  terminals 
coming  from  the  slip  rings  of  the  two-phase  rotary  are  connected. 
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They  shotil^  also  be  tested  so  that  1-1  belong  to  one  phase  and 
2-2  to  the  other  phase.  A  series  of  lamps  capable  of  standing 
the  total  voltage  of  one  phase  should  be  connected  in  each  line 
across  the  opposite  lugs  of  the  switch  terminals.  Thus,  when 
the  voltage  mentioned  is  impressed,  each  of  the  two  lamps  in 
series  in  the  circuit  shown  should  be  capable  of  standing  at  least 
90  volts;  110-volt  lamps  could  be  used.  If  the  rotary  voltage 
is  high,  potential  transformers  may  be  used  across  opposite  lugs 
in  place  of  the  lamp  bank,  the  low-tension  side  of  the  transformer 
connecting  to  a  single  lamp. 

The  rotary  should  now  be  started  by  runm'ng  it  from  the  D.  C. 
bus  as  a  direct-current  motor  or  by  means  of  a  separate  starting 
motor.  It  shotild  be  excited  to  normal  voltage  and  operated  at 
about  synchronous  speed.  If  the 
lamps  do  not  all  become  light 
and  dark  together,  interchange 
the  main  leads  of  one  phase  on 
one  side  of  the  switch,  leaving 
the  lamps  connected  to  the  same 
switch  terminals.  The  lamps 
shotdd  now  fluctuate  together. 
The  rotary  is  in  proper  phase  to 
be  connected  to  the  transformer 
by  closing  of  the  main  switch  across  the  lamp  banks  when  the 
lamps  are  in  the  middle  of  a  period  of  darkness. 

Three-phase  Rotaries. — To  test  a  three-phase  rotary,  the 
three  leads  from  the  low-tension  side  of  the  transformer  which 
supply  the  rotary  are  connected  to  the  lugs  on  one  side  of  the 
switch  as  in  Fig.  941.  The  three  terminals  from  the  rotary 
are  connected  to  the  three  opposite  lugs.  No  care  need  be  taken 
as  to  the  order  in  which  these  lines  are  connected  on  the  opposite 
sides  of  the  switch.  Across  opposite  switch  lugs  a  series  of 
lamps  should  be  connected  as  shown.  The  number  of  lamps  in 
each  line  should  be  sufficient  to  stand  the  entire  voltage  be- 
tween any  two  wires  as  in  the  two-phase  connections. 

The  rotary  should  be  started  as  before  and  excited  for  normal 
voltage  and  run  at  about  synchronous  speed.  If  the  lamps  do 
not  all  become  bright  and  dark  together,  it  indicates  a  reversal  of 
phase  rotation — that  is,  the  relative  directions  of  rotation  of  the 


Fig.  941. — Connections  of  syn- 
chronizing lamps  for  three-phase 
converter. 
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source  of  supply  and  the  rotary  are  opposite.  The  remedy  is  to 
interchange  any  two  main  leads  on  one  side  of  the  switch,  leaving 
the  lamps  connected  to  the  same  switch  terminals,  after  which 
the  lamps  should  all  fluctuate  together.  The  source  of  supply 
and  the  rotary  are  in  phase  in  the  middle  of  a  period  of  darkness. 
Six-phase  Rotaries.^The  six-phase  diametrical  connection  is 
the  most  widely  used  for  rotaries.  As  the  voltage- is  generally 
low,  reducing  transformers  for  the  lamps  are  not  often  required. 
Across  the  opposite  lugs  of  the  main  switch  in  Fig.  942  a  series  of 
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lamps  should  be  connected,  the  total  voltage  on  the  lamps  in  each 
circuit  being  twice  the  diametrical  voltage  of  the  rotaries.  If  the 
rot!ir\-  is  used  for  the  three-wire  lighting  system  and  supphes 
250  volts,  tlic  virtual  voltage  on  the  A.  C.  side  is  approximately 
12'^i  of  tliis  amount,  or  ISO  volts.  The  lamps  in  each  series  must 
llien  be  capable  of  standing  360  voHs. 

First,  tin-  leads  from  Ibe  three  Iransfonncrs.  TI-T2-T3.  should 
be  separalt'd  iiUo  two  ^niups  having  one  lead  from  each  trans- 
former ill  cacli  group.  Tims  A-B-C  may  be  in  one  group  and 
D-K-F  in  the  other  group.  By  means  of  a  voltmeter  or  a  lamp 
bank  these  loads  may  bo  tested  out  or  separated,  provided  cur- 
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rent  is  supplied  to  the  high-tension  winding.  The  test  should 
show  all  leads  in  one  group  insulated  from  each  other.  If  con- 
venient, see  that  all  three  leads  in  one  group  connect  to  corre- 
sponding terminals  of  the  transformer;  thus  D-E-F  being  derived 
from  the  left-hand  terminals,  presumably  all  positive  at  one 
instant,  and  A-B-C  from  the  right-hand  terminals,  all  relatively 
negative  at  the  same  instant.  It  is  not  necessary  that  the  groups 
be  so  arranged.  A  reversal  of  one  of  the  transformer  connections 
.  can  readily  be  corrected  later. 

Second,  connect  all  leads  in  one  of  these  groups,  say  A-B-C, 
to  the  slip  rings  of  the  rotary  5-3-1. 

Third,  connect  all  leads  in  the  other  groups,  D-E-F,  to  the 
switch  lugs  numbered  5-3-1. 

The  six  consecutively  numbered  slip  rings  in  the  rotary  are 
supposed  to  be  tapped  into  the  armature  winding  in  the  manner 
shown  in  Fig.  943, 60  electrical  degrees 
apart.  If  the  diametrical  voltage,  say 
across  1-4,  is  180  volts,  the  voltage 
between  successive  slip  rings  1-2  will  6^ 
be  one-half  of  the  diametrical  voltage 
(for  1-2  is  the  same  as  1-7)  and  1-2-7 
is  an  equilateral  triangle.  This  would 
be  90  volts,  or  35%  of  the  D.  C. 
voltage. 

Fourthi  connect  the  other  three 
rotary  terminals  6-4-2  to  the  switch 
lugs  6-4-2. 

Fifth,  the  series  of  lamps  previously 
referred  to  should  now  be  placed  across  opposite  switch  terminals. 

The  sixth  step  is  to  test  for  continuity  of  circuits.  To  do  this 
all  the  A.  C.  brushes  should  be  raised  from  the  slip  rings.  The 
main  switch  should  then  be  closed.  A  series  of  lamps  the  same 
as  those  across  the  main  switch  terminals  should  now  be  placed 
between  brushes  1  and  4,  between  3  and  6,  and  between  5  and 
2.  This  bridges  the  gap  in  the  terminals  of  the  circuits  for  each 
of  the  three  transformers.  The  lamps  should  all  light  to  show 
that  the  circtuts  are  complete. 

Seventh,  open  the  main  switch  S-IV,  and  put  dowTi  all  the 
brushes  on  the  slip  rings.     Bring  the  rotary  to  approximately 
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synchronous  speed  and  excite  to  normal  voltage.     The  lamps 
may  now  fluctuate  in  four  different  ways. 

1.  The  lamps  may  all  grow  bright  and  dark  together.  This 
indicates  that  the  connections  are  correct.  No  change  is 
necessary. 

2.  The  fluctuations  of  the  lamps  may  follow  each  other  at 
regular  intervals.  This  indicates  a  reversal  of  phase  rotation. 
Remedy:  interchange  leads  1  and  3,  also  4  and  6,  at  the  rotary 
terminals,  or  if  more  convenient  interchange  any  two  three-phase 
high-tension  leads,  such  as  K  and  L,  suppljdng  the  transformers. 
In  any  case  the  lamps  must  all  fluctuate  together. 

3.  Two  of  the  lamp  circuits  may  fluctuate  together  and  the 
third  in  exactly  opposite  phase.  This  indicates  a  reversal  of 
the  secondary  of  a  transformer.  Remedy:  interchange  the 
leads  of  the  transformer  which  connects  to  the  lamp  circuit  that 
fluctuates  out  of  step  with  the  other  two.  When  corrected,  all 
of  the  lamps  must  fluctuate  together. 

4.  The  three  lamp  circuits  may  become  bright  in  rapid  succes- 
sion and  then  pass  through  an  interval  when  all  are  dim.  This 
indicates  a  combination  of  difficulties  in  2  and  3.  Remedy: 
interchange  the  secondary  leads  of  the  transformer  which  con- 
nects to  the  circuit  that  fluctuates  between  the  other  two.  Also 
interchange,  at  the  rotary  terminals  of  the  switch  lugs,  leads  1 
and  3,  and  4  and  6.     The  lamps  should  then  all  fluctuate  together. 


SKCTION  XVII  CHAPTER  VI 

SYNCHRONOUS  CONVERTERS 
"PHASING  OUT"  OF  CONVERTERS 

1.  Sketch  and  explain  the  method  of  "phasing  out"  a  three-phase  rotary 
converter,  before  connecting  to  line.  When  would  connections  be  in- 
dicated wrong?    When  would  they  be  indicated  right? 

2.  Sketch  and  explain  the  method  of  "phasing  out"  a  two-phase  rotary 
before  connecting  to  line.  When  would  connections  be  indicated  wrong? 
WHicn  would  they  be  indicated  right? 

^.  Sketch  and  explain  the  method  of  "phasing  out"  a  six-phase  diam- 
etrical rotary  before  connecting  to  line.  When  would  connections  be 
indicated  wrong?     When  would  they  be  indicated  right? 


SECTION  XVII  CHAPTER  VII 

SYNCHRONOUS  CONVERTERS 

MISCELLANEOUS  TYPES  OF  RECTIFIERS 

The  Mercury  Rectifier. — Consider  a  vacuum  glass  tube,  Fig. 
944,  containing  electrodes  A  and  B,  the  latter  of  mercury,  con- 
nected to  a  source  of  alternating  current.  The  resistance  of  the 
circuit  is  so  high  that  practically  no  current  will  flow.  The 
apparatus  may  even  be  heated  so  hot  that  the  mercury  boils  and 
the  tube  fills  with  mercury  vapor  at  high  pressure  and  still  no 
appreciable  current  will  flow.  In  fact,  mercury  vapor,  either 
hot  or  cool,  is  considered  a  poor  conductor  of  current.  If, 
however,  the  electrical  pressure  on  these  electrodes  is  increased 
to  about  25,000  volts  the  resistance  suddenly  breaks  down  and  a 
current  will  flow.  If  this  current  is  in 
the  direction  from  i4  to  -B,  the  mercury 
at  B  will  be  vaporized  and  this  vapor 
will  fill  the  bulb.  The  current  passes  in 
the  form  of  an  arc.  traveling  on  the  con- 
ducting vapor  of  mercury.  Part  of  the 
electrical  energy  is  absorbed  in  vapor- 
izing the  mercury,  which  immediately 
condenses  upon  the  walls  of  the  bulb  and 
flows  back  into  the  well  in  the  bottom.  ^'^'  ^^' 

only  to  be  vaporized  over  again.  The  distribution  of  potential  is 
approximately  4  volts  drop  at  the  surface  of  the  electrode  A,  6 
volts  in  the  vapor,  and  4  volts  at  the  surface  of  electrode  B.  If 
the  current  ceases  to  flow  for  even  a  small  fraction  of  a  second,  the 
original  resistance  will  be  reestablished  and  it  will  require  25,000 
volts  to  break  it  down  again.  Investigation  shows  that  the  most 
of  this  resistance  seems  to  be  concentrated  at  the  surface  of  the 
negative  electrode.  If  means  can  be  provided  for  maintaining  the 
flow  of  a  current  into  the  negative  electrode,  it  will  continue  to 
pass,  encountering  very  little  resistance.  A  commercial  form  of 
mercury  rectifier  is  illustrated  in  Fig.  945.  Here  current  from  a 
transformer,  7,  at  110  or  220  volts,  leads  to  an  auto  trans- 
former F.  Movable  contacts.  A'- A',  adjusted  by  means  of  a  dial 
switch,  connect  two  wires,  P'P\  to  electrodes  A-B,  sealed  in  a 
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vacuum  bulb  containing  a  wcJl  of  mercury.  M,  at  the  bottom, 
which  constitutes  the  negative  electrode.  A  special  starting 
electrode  5  is  sealed  in  just  above  the  mercury  negative  and  con- 
nects through  a  current  limiting  resistance,  R,  with  the  wire  P\ 
A  storage  battery  to  be  charged  by  the  rectified  current  is  con- 
nected to  the  electrode  C  and  to  the  middle  point  of  the  auto 
transformer  F,  The  alternating  e.m.f.  cannot  pass  between  the 
electrodes  A-B  because  of  the  high  resistance  encountered.  If, 
however,  the  tube  is  tilted  until  the  mercury  M  comes  in  contact 
with  the  electrode  5,  a  current  will  flow  from  the  auto  trans- 
former through  the  starting  resistance  and  pass  from  5  to  C 
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Fig.  945. — Single-phase  mercury  rectifier  for 
charging  storage  batteries. 

As  the  tube  is  righted  the  mercury  breaks  from  the  electrode  5, 
starting  an  arc.  The  current  flowing  into  the  mercury  breaks 
down  the  negative  electrode  resistance.  Thereafter,  so  long  as 
the  current  flows  into  M  it  wnll  only  require  about  IS  volts  to 
force  current  either  from  A  to  M  or  from  B  to  M.     Should  the 
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current  cease,  however,  for  the  one-millionth  part  of  a  second, 
the  high  negative  electrode  resistance  would  again  appear 
and  current  would  cease  to  flow.  One  of  the  objects  in  the  use 
of  the  auto  transformer  is  to  prevent  this  interruption.  The 
transformer  possesses  considerable  reactance.  The  current 
flowing  through  the  storage  battery  must  find  its  way  back  to  the 
A.  C.  source  either  through  the  winding  D  or  E  ot  the  auto  trans- 
former.    The  rectified  current  is  pulsating  in  character,  as  in 


Fig.  946. 

Fig.  946.  Now  unless  special  precautions  were  taken,  when  the 
A.  C.  wave  reached  the  zero  point,  G,  the  rectifier  would  go  out, 
and  the  high  negative  electrode  resistance  would  be  reestablished. 
The  auto  transformer  prevents  this,  for  the  pulsating  wave  of 
current  induces  in  the  winding  of  the  auto  transformer  an 
e.m.f.  of  self-induction  which  not  only  is  opposed  to  the  rise 
of  the  current  but  also  to  its  fall.  Thus  when  the  wave  from 
the  electrode  A  tries  to  die  out,  as  at  the  point  G,  the  self-induc- 
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lion  keeps  it  going  as  in  Fig.  947,  prolonging  it  to  the  point  F, 
during  which  interval  the  current  from  the  electrode  B  will  have 
started,  say  at  the  point  //.  The  result  is  that  the  waves  of 
current  are  caused  to  overlap  each  other  instead  of  being  allowed 
to  simultaneously  reach  the  zero  point.     The  greater  the  amount 
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of  reactance  tn  the  circiut,  the  less  will  be  the  variation  in  the  1 
ripple  of  the  D.  C.  wave,  although  the  hei^t  of  this  wave  will  f 
be  lowered.  The  less  the  reactance  in  the  circuit  the  hightf  I 
will  be  the  D.  C.  wave,  although  the  less  will  the  successive  ii 
pulses  overlap  and  the  more  readily  will  the  rectifier  go  out  of  I 
action.     By  shifting  the  points  A'-.V.  Fig.  9-15.  the  D.  C.  e.mXl 


Fl«.  948. — Wtslinghouse,  JO-ampere  mercury  rectifier. 
may  be  altered  from  20%  minimum  to  52%  maximum  of  thi 
.'\.  C,  vollflKc,     The  alternating  current  ranges  from  approxi 
malely  44%  minimum  to  56%.  maximtim  of  the  direct  curreat) 
As  the  vollajic  loss  in  the  rectifier  is  practically  constant. 
illiticncy  varies  with  the  D.  C.  voltage  delivered.     A  loss  of  t 
volts  with  a  delivered  e.m.f.  of  100  means  a  loss  of  15%,  but  t 
some  fixed  loss  of  IS  volts  only  means  l.S  i^er  cent  if  the  deliver 
voltage  is  1.000, 
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A  rectifier  delivering  30  amperes  from  a  220-voIt  source,  60 
cycles,  has  an  efficiency  of  from  75  to  80%  with  a  power  factor 
of  about  90%.  These  rectifiers  possess  an  inherent  regulation 
of  about  6  to  8%.  That  is,  as  the  counter  e.m.f.  of  the  batteries 
on  charge  rises,  the  e.m.f.  charging  them  aiso  rises  from  6  to  8%. 
The  life  of  this  tube  is  about  400  to  800  hours. 

A  mercury  rectifier  for  battery  charging  manufactured  by  the 
Westinghouse  Company  is  shown  in  Fig.  948.     This  is  their  Type 


AA  outfit,  having  a  capacity  of  30  amperes.  It  is  provided  with 
an  electro-magnet  for  tilting  the  bulb,  thus  permitting  aiitomatic 
starting.  In  case  the  line  voltage  is  interrupted,  the  outfit  stops 
operation,  but  will  restart  when  the  voltage  is  restored.  It  will 
care  for  the  charging  of  either  20  or  44  cells  of  lead  storage  battery 
from  a  220-voIt  line. 

For  rectifying  the  current  for  series  arc  lighting  circuits  the 
arrangement  shown  in  Fig,  949  is  used.     The  alternating-current 
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supply  energizes  a  regulating  transformer  with  the   primary 

■ 

sections  P-P  and  the  secondary  sections  S-S.  The  terminals  of 
this  secondary  are  connected  to  the  electrodes  A-B  of  the  mer- 
cury rectifier.  In  the  bottom  is  a  mercury  well  connecting  to  the 
secondary  of  a  starting  transformer  D  employed  to  break  down 
the  negative  electrode  resistance.  The  primary  of  this  trans- 
former is  energized  by  an  additional  coil  C,  carried  on  the  regulat- 
ing transformer.  The  current  from  the  regulating  transformer 
passes  through  either  the  electrode  A  or  B,  thence  through  the 
mercury  negative  and  by  either  path  to  the  middle  tap,  D,  of  the 
starting  transformer  and  thence  to  the  series  of  arc  lamps, 
whence  it  finds  its  way  back  to  the  middle  of  the  regulating  trans- 
former. This  current  is  usually  only  4.5  amperes  or  6.6  amperes. 
The  rectifying  bulb  can  therefore  be  made  quite  small.  As  the 
voltage  is  high,  the  efficiency  is  quite  high.  The  bulb  is  usually 
immersed  in  oil  to  assist  in  cooling.  The  life  of  these  bulbs  on 
high  voltage  circuits  is  usually  from  10,000  to  14,000  hours.  The 
object  of  rectifying'  the  current  for  arc  lighting  circuits  is  that 
much  higher  efficiency  is  obtainable  from  a  direct-current  arc 
than  from  an  alternating-current  arc.  The  passage  of  the  cur- 
rent through  all  mercury  rectifiers  causes  the  production  of  an 
electric  arc.  This  arc  raises  the  mercury  to  the  vaporizing  point, 
so  that  the  globe  is  filled  w4th  mercury  vapor.  As  this  vapor 
strikes  the  cool  surface  of  the  bulb  it  condenses  and  runs  back 
into  the  mercury  well  at  the  bottom,  where  it  is  vaporized  over 
again. 

The  electric  valve  action  of  the  mercury  arc  is  not  confined 
to  mercury  alone.  Practically  all  electric  arcs  exhibit  a  rectify- 
ing tendency  to  a  greater  or  less  degree.  The  mercury  arc  is  the 
most  successful. 
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Fig.  950. — Single-cell  electrolytic  rectifier. 


Synchronous  Converters  271 

The  Electrolytic  Rectifier. — Another  interesting  type  of  electric 
valve  is  the  electrolytic  rectifier.  This  is  known  by  various 
names,  but  the  principle  in  all  is  the  same.  It  consists  essen- 
tially of  a  vessel  containing  a  solution  of  ammonium  phosphate 
or  simply  borax.  In  this  solution  are  placed  two  electrodes,  one 
of  lead,  L,  Fig.  950,  and  one  of  aluminum,  A,  The  surface  of  the 
lead  plate  should  be  made  approximately  ten  times  that  of  the 


*FiG.  951. 

aluminum.  If  a  current  from '  an  alternating  source,  B-D,  is 
passed  through  such  a  device  in  series  with  a  storage  battery  C, 
the  following  results  will  be  observed:  The  current  will  flow 
readily  from  the  lead  plate,  L,  to  the  aluminum  plate,  A,  and 
charge  the  battery.  When,  however,  current  tries  to  flow  in 
the  reverse  direction  from  the  aluminum  plate  to  the  lead  plate, 
there  is  deposited  on  the  lead  plate  a  film  of  phosphate  of  alu- 
minum which  creates  an  enormous  resistance  and  shuts  off  prac- 
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Fig.  952. — ^Two-cell  electrolytic  rectifier. 

tically  all  fiuther  flow  of  current  in  that  direction.  This  valve 
action  gives  the  disjointed  direct-current  impulses  shown  in  Fig. 
951,  the  reverse  alternation  being  wiped  out  entirely.  If  two 
such  cells  are  used,  wired  as  shown  in  Fig.  952,  the  lead  electrodes 
being  connected  to  the  secondary  terminals  of  a  transformer,  a 
storage  battery  being  connected  between  the  aluminimi  plates 
and  the  middle  point  of  the  transformer,  an  alternating  current 
can  flow  from  either  terminal  jB  or  C  of  the  transformer,  through 
the  storage  battery,  returning  to  the  middle  point,  D,  of  the 
transformer.    A  reverse  impulse,  however,  through  the  battery, 
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is  impossible  because  the  current  cannot  flow  from  aluminum 
to  lead.  This  arrangement  uses  both  impulses  of  the  A.  C.  wave, 
and  a  battery  would  be  charged  in  half  the  time  that  would  be 
required  with  one  rectifier.  The  voltage  available,  however,  is 
only  one-half  of  that  of  the  source.     By  using  four  ceUs  wired  as 
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Fig.  953. — Four-cell  electrolytic  rectifier. 

in  Fig.  953,  both  waves  of  alternating  current  are  utilized  in  the 
rectified  circuit,  and  at  the  same  time  the  full  voltage  of  the  A.  C. 
source  is  obtained.  The  objection  to  these  rectifiers  is  that  they 
are  very  ineflident.  The  heat  generated  in  the  solution  means 
a  large  loss  and  the  current  rectified  cannot  at  most  be  more  than 
a  few  amperes.  Small  currents  for  charging  batteries  may  be 
handled  with  fair  success. 
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The  Vibrating  Rectifier. — The  vibrating  rectifier  is  really  an 
electrically  operated  vibrating  switch,  A  simple  form  of  this 
device  is  shown  in  Fig.  954.  Here  the  110-volt  alternating  source 
is  reduced  by  means  of  an  auto  transformer  to  about  6  or  9  volts 
for  the  purpose  of  charging  a  storage  battery,  B.  A  permanent 
magnet,  N-S,  has  a  coil,  M,  surrounding  one  pole.  This  coil  is 
connected  in  shunt  with  the  source.  A  vibrating  armature  of 
soft  iron  with  an  adjustable  weight,  W,  is  attracted  by  this  per- 
manent magnet  against  the  tension  of  a  spring  5.  When  a  cur- 
rent wave  comes  over  the  wire  F  and  passes  through  the  coil  M, 
the  strength  of  the  permanent  magnet  is  supplemented  sufficiently 
to  draw  the  armature  down  and  close  the  contact  C,  allowing  a 
portion  of  the  current  derived  from  this  same  wave  to  flow  ■ 
through  the  rheostat  R  and  the  battery  B,  which  it  charges,  and 


Fig,  954. — Simple  form  of  vibrating  rectifier. 

back  through  the  ammeter  A  to  the  auto  transformer  T.  When 
the  reverse  impulse  from  the  alternating  source  flows  in  over 
the  wire  D,  it  passes  through  the  coil  M  in  the  reverse  direction 
to  F.  This  opposes  the  permanent  magnetism  of  N-S  and 
diverts  the  flux  from  the  pole  N,  causing  the  flux  to  take  the 
alternate  path  via  an  adjustable  short-circuiting  iron  screw  C. 
The  flux  being  thus  diverted  from  the  pole  N,  the  attraction 
for  the  armature  ceases,  and  .the  spring,  S,  raises  the  armature, 
breaking  the  contact  at  C,  thus  preventing  the  flow  of  the  re- 
verse impulse  through  the  battery  B.  The  same  disjointed  D.  C. 
cturent  wave  shown  in  Fig.  951  is  obtained  for  the  battery. 

A  more  elaborate  vibrating  rectifier  which  utilizes  both  sides 
of  the  alternating  wave  is  shown  in  Fig.  955.  Here  a  pivoted 
soft  iron  armature  N-S  has  surrounding  it  a  magnetizing  coil  R-R 
which  terminates  on  the  binding  screws  P-P',  to  which  the  stor- 
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age  battery  to  be  charged  is  connected.  Alternating  current  from 
the  transformer  T  finds  its  way  over  the  circuit  A.  through  the 
magnets  M'  and  M,  to  the  point  E.  These  two  magnets  are 
wound  so  that  their  lower  poles  at  any  instant  are  both  of  the 
same  sign.     When  a  storage  battery  is  connected  to  the   tennt. 
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Fig.  955. — tt'cstingliouse  vibratiag  rectifier  for  charging  batteries. 

nals  P-P'  the  polarity  of  the  vibrating  armature  will  be  deter- 
mined by  the  polarity  of  the  battery.  Therefore  the  pole  5  will 
attract  the  pole  above  it,  while  the  pole  N  will  repel  the  pole 
above  it.  This  causes  the  armature  to  tilt  in  such  a  direction  as 
to  close  the  contact  V  on  the  screw  C  and  permits  current  to  flow 
via  F-C-L'-D-P  through  the  battery  and  back  to  /",  thence  to 
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E,  When  the  current  in  the  transformer  reverses,  the  lower 
poles  of  the  magnets,  M'M\  both  change  to  south.  This  causes 
the  vibrating  armature  to  reverse  its  position  and  the  contact 
L  closes  on  C,  thus  insuring  the  flow  of  current  in  the  proper 
direction  through  the  battery.  It  is  important  to  note  that  it 
makes  no  difference  in  which  way  the  battery  is  connected  to  the 
terminals  P-P',  as  the  polarity  of  the  armature  is  determined  by 
the  direction  of  flow  of  the  current  from  the  battery  In  fact  it 
is  impossible  for  the  charging  current  to  flow  through  the  battery 
in  the  wrong  direction.  The  adjusting  screws  C-C  are  supposed 
to  be  set  so  that  no  sparking  will  occur.  This  will  be  insiu*ed  if 
the  break  in  the  circuit  occurs  at  the  exact  moment  when  the 
maximtmi  height  of  the  A.  C.  wave  corresponds  to  the  counter 
e.m.f.  of  the  battery.  As  this  varies  to  some  extent  the  con- 
densers K'K'  are  provided  to  bridge  the  contacts.  If  the  wave 
form  from  the  A.  C.  source  differs  much  from  a  sine  wave,  it 
may  be  necessary  to  alter  the  adjustment  slightly  to  eliminate 
sparking.  This  is  because  the  time  of  zero  current  may  come  a 
little  earlier  or  later  than  in  the  corresponding  sine  wave.  This 
adjustment  is  effected  by  altering  the  resistance  Q,  in  series  with 
the  magnets  M-M',  This  serves  to  shift  the  phase  angle  of 
the  restdting  fltix  so  as  to  vary  slightly  the  time  at  which  they 
reach  their  maximum  strength  during  each  half-wave  of  alter- 
nating current,  and  accordingly  the  time  at  which  the  contacts 
break. 

The  Tungar  Rectifier. — The  Tungar  rectifier  somewhat  resem- 
bles the  Fleming  valve,  the  DeForest  audion  and  the  Kenatron 
and  Coolidge  tubes. 

All  these  devices  employ  a  vacuum  tube  in  which  there  are 
two  or  more  electrodes,  one  of  which  is  maintained  hot  and  the 
other  cold.  In  such  tubes,  when  an  alternating  e.m.f.  is  applied, 
a  current  will  pass  in  one  direction,  but  the  valve  action  suppresses 
the  flow  of  ciurent  in  the  other  direction. 

Rectifiers  for  any  appreciable  currents  employing  this  principle 
have  heretofore  been  impracticable.  The  peculiar  construction 
of  the  Tungar  rectifier,  however,  permits  the  passage  of  two  am- 
peres when  charging  three  cells  of  lead  battery,  while  a  larger  size 
readily  passes  6  amperes  and  may  be  used  to  charge  from  one  to 
thirty  cells.  The  bulb  of  the  Tungar  rectifier  contains  argon  gas 
at  low  pressure.     This  gas  is  ionized,  that  is,  rendered  conducting 
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by  the  stream  of  electrons,  consisting  of  small  particles  of  nega- 
tive electricity  which'  emanate  from  an  incandescent  filament 
within  the  bulb.  A  hot  electrode  will  give  off  this  stream  of 
conducting  electrons,  but  a  cold  electrode  will  not.  It  is  upon 
this  gas  that  the  current  travels  from  the  alternating  current 
source  to  the  storage  battery  which  it  is  to  charge,  and  the  con- 
struction is  such  that  the  loss  in  potential  within  the  bulb  is  only 
from  S  to  10  volts. 

Fig.  956  illustrates  the  electrical  drcuits  of  a  small  Tungar 
rectifier  capable  of  passing  two  amperes  and  employing  one-half 

of  the  alternating  current 
wave.  The  hot  filament  D. 
which  constitutes  the  cathode, 
is  a  closely  wound  spiral  of 
tungsten  wire.  The  anode. 
C,  is  a  relatively  large  block 
of  graphite. 

The  principle  upon  which 
the  rectifying  action  takes 
place  is  as  follows:  The  in- 
candescent tungsten  filament 
is  connected  to  the  terminal 
Fig.  956. — Principle  of  the  hot-cathode    G  of  the    alternating-current 

^^^^^^'  source,    while    the    graphite 

block,  C  is  connected  to  the  terminal  F'.  As  the  e.m.f.  of  the 
main  source  alternates  it  is  e\ndent  that  the  filament  D  and  the 
graphite  terminal  C  will  be  alternately  positive  and  negative. 
Now,  when  the  filament  is  negative,  the  cathode  stream  of 
electrons  emitted  from  it  are  drawn  toward  the  anode  by  the 
diflference  of  potential  across  the  bulb.  These  electrons,  as  they 
collide  with  the  molecules  of  argon  gas  within  the  bulb,  ionize 
them — that  is,  they  render  them  conducting  in  the  direction 
from  the  graphite  anode  to  the  filament  cathode.  When  the 
e.m.f.  applied  reverses,  the  filament  becomes  positive.  No 
stream  of  electrons  from  the  graphite  cathode  will  now  take 
place.  The  gas  is  therefore  not  rendered  conducting  during 
this  half  of  the  cycle,  and  the  valve,  so  to  speak,  closes  and  the 
How  of  current  in  the  reverse  direction  is  shut  oflF. 

The  bulbs  are  first  highly  exhausted  and  then  filled  with  the 
purest  argon  it  is  iH^ssible  to  obtain.     Notwithstanding  every 
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precaution,  however,  certain  impurities  find  their  way  into  the 
bulb,  and  these  will  eventually  cause  a  disintegration  of  the 
cathode.  To  insure  that  the  argon  shall  be  absolutely  free  from 
these  impurities,  certain  chemicals  are  introduced  into  the  bulb 
before  it  is  sealed,  which  will  combine  with  any  impurities  present 
and  by  chemical  reaction  neutralize  their  effect.  This  insiu"es 
practically  pure  argon  gas  within  the  tube  throughout  its  life. 
The  material  employed  for  purifying  the  gas  usually  takes  the 
-form  of  a  wire  ring  surrounding  the  anode.  When  the  tube  is 
put  in  service  the  purifying  agent  is  volatilized  and  made  to 
absorb  any  foreign  gases  pres- 
ent, at  the  same  time  causing 
a  deposit  on  the  inside  of  the 
globe,  which  discolors  it. 

Referring  again  to  Fig.  956, 
the  transformer,  T,  has  its  pri- 
mary wound  for  line  voltage, 
while  its  secondary  is  de- 
signed for  the  filament  of  the 
rectifier  which  it  is  intended 
to  maintain  hot.  The  con- 
nections for  the  storage  bat- 
tery are  shown  at  B,  with  a 
regulating  rheostat  R  in  the 
series  with  the  rectifier  across 
the  main  altemating-cturent 
line  F-G. 

Suppose  that  at  a  certain 
instant  the  side  F  of  the  source 

is  positive;  the  current  will  flow  from  F  in  the  direction  shown  by 
the  arrows  through  the  battery,  rheostat  and  rectifying  bulb  from 
C  to  D  and  thence  back  to  the  opposite  side  of  the  alternating- 
current  line  G,  The  stream  of  electrons  from  the  negative  fila- 
ment D  provides  a  path  for  the  flow  of  current  from  C  to  D  to 
charge  the  battery.  Entirely  independent  of  this  circuit  is  the 
transformer's  primary  across  the  source,  while  the  secondary  is 
closed  upon  the  filament  which  it  is  to  heat.  When  the  e.ni.f.  of 
the  alternating-current  source  reverses  and  the  side  G  becomes 
positive,  current  cannot  flow  through  the  rectifier  from  D  toC  be- 
cause the  cold  graphite  block  C  does  not  emit  the  stream  of  elec- 
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Fig.     957.  —  Two-bulb     hot-cathode 

rectifier. 
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trons  which  is  necessary  to  render  the  gas  conducting  in  thi 
direction.  Thus  the  current  flows  readily  from  CIoDqt  agai 
the  flow  of  electrons  emitted  from  the  hot  catliode  D,  but  it  cai 
not  flow  from  D  to  C  in  the  absence  of  any  stream  of  electroi 
from  the  cold  graphite  cathode. 

Fig.  957  shows  a  rectifier  for  employing  both  halves  of  t 
alternating  current  wave  and  consists  of  two  half-wave  rectifyia] 
bulbs  wired  to  a  storage  battel 
and  a  transformer.  The  result 
a  pulsating  unidirectional  curren( 
This  may  be  smoothed  out  to 
desired  degree  by  placing  a  n 
ancc  in  series  on  the  direct-currenl 
side.  For  storage  battery  chain- 
ing it  is  not  necessary,  howe\'er,  to 
smooth  out  the  wave.  The  rheo- 
stat also  may  be  omitted  as  the 
supply  voltage,  and  the  delivered, 
current  can  be  regulated  from 
adjustable  taps  in  the  transformer. 
Only  small  rectifiers  up  to  500 
watts  capacity  are  being  used  at 
the  present  time.  The  smallest 
size  is  a  2-ampere  outfit  operating 
at  115  volts,  60  cycles,  alternat- 
ing current.  This  is  capable  of 
charging  three  cells  at  the  rate  of 
2  amperes  or  six  cells  at  1  ampere 
or  eight  cells  at  0.75  ampere.  The- 
next  size  is  a  6-ampere  outfit  caj 
hie  of  charging  either  three  or 
cells  at  6  amperes  from  a  1 15-volti' 
60-cycle  circuit.  The  third  size 
furnishes  6  amperes  and  is  capable 
charging  from  three  to  thirt] 
cells  at  anywhere  from  1  to  6  amperes. 

The  efficiency  of  these  rectifiers  compares  favorably  with  o1 
devices  of  similar  character.  The  large  size  has  an  efficiency 
75%. 


The, 
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Fig.  958. — Tungar  liotHMthode 
rectifier,  built  bj'  the  General 
Electric  Company. 


Synchronous  Converters  279 

To  put  the  rectifier  in  operation  it  is  only  necessary  to  connect 
it  to  the  alternating  supply  and  tlien  connect  the  secondary  cir- 
cuit to  the  load,  when  it  will  start  to  operate  automatically.  If 
the  alternating  current  should  fail,  the  batteries  will  not  discharge, 
but  the  rectifier  will  immediately  resume  charging  as  soon  as  the 
alternating-current  supply  is  restored.  Its  chief  field  of  useful- 
ness is  in  small  capacity  work.  Fig.  958  is  a  photographic  view  of 
the  General  Electric  Tungar  bulb. 

The  advantages  of  the  Tungar  rectifier  may  be  briefly  summed 
up  as  follows: 

1.  Low  cost.  6.  Nothing  to  adjust. 

2.  Good  eflSciency.  7.  Self-starting. 

3.  Inexpensive  to  install.  8.  Long  life  of  bulb. 

4.  Adaptable  to  many  uses.  9.  Simplicity  of  operation. 

5.  Small  size  and  light  weight 

The  Westinghouse  Company  manufactures  a  similar  charging 
outfit  called  the  Rectigon.  With  two  bulbs  and  an  auto  trans- 
former, provision  is  made  for  charging  from  three  to  thirty 
cells  in  series.  Two  circuits  are  provided,  in  each  of  which  a 
charging  current  of  6  or  7  amperes  may  be  obtained,  or  the  two 
circuits  may  be  merged  into  one  in  multiple  giving  a  charging 
current  of  12  or  14  amperes. 

SECTION  XVII  CHAPTER  VII 

SYNCHRONOUS  CONVERTERS 
MISCELLANEOUS   TYPES    OF    RECTIFIERS 

1.  Explain  the  principle  of  the  "mercury"  rectifier.  Sketch  connections 
for  a  single-phase  rectifier. 

2.  Sketch  connections  for  a  three-phase  mercury  rectifier. 

3.  What  is  the  efficiency  of  a  mercury  rectifier  at  various  voltages? 
What  is  the  net  loss  in  mercury  rectifiers  i*  What  is  the  life  of  a 
rectifier  bulb? 

4.  Explain  the  '"electrolytic"  rectifier.     Sketch. 

5.  Sketch  an  electrolytic  rectifier  of  one,  two  and  four  cells.  What  is 
the  character  of  currents  obtained?  What  are  the  relative  voltages  in 
each  case?    Where  should  each  arrangement  be  used? 

6.  What  are  the  advantages  and  disadvantages  of  an  electrolytic  rec- 
tifier? 

7.  Explain  the  principle  and  construction  of  a  vibrating  rectifier.    Sketch. 

8.  Explain  the  principle  and  construction  of  the  "Tungar"  and  "Rec- 
tigon" rectifiers. 


SECTION  XVIII  •  CHAPTER  I 

AUTOMOBILE  ENGINE  IGNITION.  STARTING 

AND   LIGHTING 

REQUIREMENTS  OF  GAS-ENGINE  IGNITION 

Internal-combustion  engines  may  have  the  explosive  mixture 
in  the  cylinder  fired  in  a  number  of  different  ways,  but  at  the 
present  time  all  internal-combustion  engines  used  for  automobile, 
tractor,  and  airplane  propulsion  depend  upon  some  form  of 
electrical  ignition  for  igniting  the  fuel  charge  in  the  engine 
cylinder,  and  this  is  accomplished  by  producing  a  spark  within  the 
combustion  chamber  as  the  piston  nears  the  end  of  the  compres- 
sion stroke. 

Internal-combustion  engines  used  for  automobile,  tractor  and 
airplanes  are  of  the  four-stroke-cycle  type.  They  require  four 
separate  strokes  of  the  piston  to  complete  one  engine  cycle, 
namely,  the  suction  stroke  in  which  a  charge  of  air  and  fuel  is 
drawn  into  the  cylinder;  the  compression  stroke  in  which  the 
vaporized  fuel  is  compressed  by  the  piston  into  the  upper  part 
of  the  cylinder,  or  combustion  chamber;  the  power  stroke,  at  the 
beginning  of  which  the  gaseous  mixture  is  ignited,  and  during 
which  the  engine  is  delivering  useful  power;  and  the  exhaust 
stroke,  during  which  the  burned  gases  are  expelled  from  the 
cylinder.  To  complete  these  four  strokes  of  the  piston,  or  one 
complete  engine  cycle,  requires  two  revolutions  of  the  crank- 
shaft; therefore  in  any  four-cycle  engine  each  cylinder  will  have 
one  working  stroke  for  every  two  revolutions  of  the  crank  shaft, 
and  therefore  a  spark  is  required  in  each  cylinder  for  every  two 
revolutions  of  the  crank  shaft.  Many  of  the  modem  six,  eight, 
and  twelve-cylinder  high-speed  engines  have  a  maximum  work- 
ing speed  of  about  3,000  r.p.m.  which  requires  about  300  sparks 
per  second,  and  from  this  may  be  seen  the  importance  of  pro- 
viding an  accurate  and  dependable  ignition  system  which  will 
supply  each  cylinder  with  a  good  spark  at  just  the  proper  time. 

Another   type   of   internal-combustion   engine   which   has  a 

limited  use  for  motor  boats  and  farm  lighting  plants  is  known 

as  the  two-strokc-cyclc  type  of  engine  and  requires  but  two 

strokes  of  the  piston  or  one  revolution  of  the  crank  shaft  to 
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complete  one  engine  cyde.  The  usual  suction  and  exhaust 
strokes  are  absent  in  this  type  of  engine,  the  mixture  being 
compressed  in  the  crank  case  or  by  an  external  pump  and  forced 
into  the  engine  cylinder  through  a  port  uncovered  by  the  travel 
of  the  piston,  at  the  same  time  displacing  the  burned  gases 
which  are  expelled  through  a  separate  port  near  the  bottom  of 
the  cylinder  also  opened  by  the  travel  of  the  piston.-  For  this 
type  of  engine  a  spark  is  required  for  each  revolution  of  the 
crank  shaft  as  the  cycle  is  completed  in  this  time,  but  due  to 
mechanical  construction  the  speed   of  a   two-cycle   engine   is 


Fig.  959. — Principle  of  make-and -break  system  of  ignition. 
limited  to  about  1,000  r.p.m.;  therefore  the  total  number  of 
sparks  required  of  the  ignition  system  never  reaches  the  maxi- 
mtrni  required  for  the  four-cycle  type. 

Make  and  Break  Ignition 

Electrical  ignition  may  be  accomplished  by  either  the  make- 
and-break  system  or  by  the  jump-spark  sj'stem.  At  the  present 
time,  however,  the  former  is  being  used  only  on  some  slow-speed 
farm  and  marine  engines  and  also  on  engines  ha\-inK  a  very  high 
compression.    , 

In  the  make-and-break  system  of  ignition.  Fig.  959,  the  cur- 
rent is  made  and  broken  by  an  igniter  /,  the  contacts  of  which 
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extend  into  the  combustion  chamber.  The  igniter  is  operated 
by  a  cam  and  push  rod  mechanism  traveling  at  one-half  engine 
speed  in  the  four-stroke-cycle  type,  and  so  timed  that  a  spark  is 
produced  in  the  cylinder  as  the  piston  nears  the  head-end  dead- 
center.  The  spark  occurs  at  the  instant  that  the  contacts 
open  and  is  due  to  the  sudden  stoppage  of  the  current  in  con- 
nection with  the  low-tension  spark  coil.  The  coil  itself  consists 
of  a  single  winding,  C,  over  a  soft  iron  core  made  up  of  a  bundle 
of  annealed  iron  wires,  W,  If  the  current  through  the  coil  is 
suddenly  interrupted  by  opening  the  circuit,  a  spark  of  con- 
siderable intensity  will  occur  at  the  point  of  interruption.  This 
spark  occurs  between  the  points  of  the  igniter  within  the  cylinder 
and  fires  the  fuel  charge.  The  spark  is  caused  by  the  voltage  and 
current  induced  due  to  the  cutting  of  each  convolution  of  the  coil 
by  the  magnetic  flux  surrounding  it  while  the  current  is  flowing, 
but  which  collapses  the  instant  that  the  circuit  is  broken.  This 
induced  voltage  may  reach  a  momentary  value  of  several  hundred 
volts  and  is  sufficient  to  break  down  the  resistance  of  the  air  gap 
between  the  igniter  contacts  when  they  are  opejied,  thus  allowing 
the  induced  current  to  flow  across  the  gap  and  produce  a  very 
hot  spark  in  the  cylinder. 

Jump-Spark  Ignition 

In  the  jump-spark  system  of  ignition,  low-voltage  current 
from  a  6  to  12-volt  battery  or  magneto  is  passed  through  an 
induction  coil  which  transforms  it  into  a  high-voltage  current 
hai-ing  a  pressure  of  several  thousand  volts.  This  high- voltage 
current  is  then  made  to  jump  the  points  of  a  spark  plug  inside 
of  the  cylinder  and  ignites  the  explosive  mixtiu'e. 

Induction  coils  used  for  ignition  purposes  may  be  either 
of  the  \'ibrating  or  non-\'ibrating  t\'pe.  The  vibrating  type 
o]x^ratcs  with  a  timer  and  gives  a  shower  of  sparks  at  the  plug, 
while  the  non-\'ibrating  type  operates  with  a  breaker  mechanism 
and  gives  a  single  spark  at  the  plug.  The  non- vibrating  coil  is 
the  most  ])0]nilar  for  automobile  ignition,  and  its  application  to 
the  jump-spark  ignition  system  is  shown  in  Fig.  960.  The  coil 
consists  essentially  of  a  primary  P,  and  secondary  winding  5, 
both  wtnmd  on  the  same  core,  which  is  made  up  of  a  bundle  of 
soft  iron  wires.  The  iron  for  the  core  is  made  as. soft  as  possible 
so  that  it  may  be  magnetized  and  demagnetized  very  rapidly. 
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The  primary  winding  consists  of  several  layers  of  about  No. 
18  B.  &  S.  gauge  cotton  or  enamel  insulated  wire,  wound  over 
the  core  and  forming  an  electro-magnet.  The  secondary  or  high- 
tension  winding  to  which  the  spark  plug  is  connected  is  wound 
over  the  primary  and  consists  of  several  thousand  turns  of  about 
No.  36  B.  &.  S.  gauge  silk  or  enamel  insulated  wire.  The  wind- 
ings are  sometimes  made  up  of  layers  running  the  entire  length 
of^the  coil,  and  sometimes  made  up  in  pancakes  or  sections  and 
then  assembled  over  the  primary,  and  connected  so  that  their 
windings  will  be  in  series.     Each  layer  and  section  is  insulated 


Pig,  960, — Principle  of  jump-spark  ignition, 
with  waxed  paper,  and  after  completion  the  whole  coil  is  im- 
pfegnated  with  wax  so  as  to  prevent  as  far  as  possible  any  possi- 
bility of  a  breakdown  of  the  insulation  between  the  layers.  The 
actual  pressure  necessary  to  jump  the  points  of  the  spark  plug 
under  normal  compression  is  about  5,000  or  6,000  volts  with  the 
points  properly  adjusted,  but  the  secondary  is  sometimes  sub- 
jected to  a  strain  of  10,000  to  20,000  volts,  and  hence  every  pre- 
caution must  be  taken  to  prevent  the  escape  of  the  current  at 
some  point  other  than  the  plug.  If  the  insulation  of  the  coil 
should  break  down,  the  current  would  flow  from  one  layer  to 
another,  thus  forming  an  arc  within  the  coil  rather  than  at  the 
plug. 
The  perfection  of  light  alloys  for  pistons  for  automobile  en- 
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gines  and  better  balancing  of  rotating  parts  has  led  to  the  de- 
velopment of  high-speed,  high-compression  engines. 

The  open-circuit  battery  systems  of  ignition  apparently  do  not 
meet  the  present  requirements  and  practically  all  modem  systems 
employ  closed-circuit  ignition. 

The  term  "closed-circuit,"  as  applied  to  battery  ignition  sys- 
tems, may  be  understood  from  an  inspection  of  the  breaker  cams 
in  general  use.  Invariably  these  breaker  cams  have  lobes  of 
such  a  shape  that  the  period  during  which  the  breaker  contacts 

tare  kept  apart    is  considerably  less 
than  the  length  of  time  during  which 
they  are  kept  closed,  and  hence  permit 
the  primary  current  to  flow, 
~         "  Referring  to  Fig.  961,  a  four-lobed 

breaker  cam  is  shown  that  may  be 
considered  typical  of  those  in  general 
use,  so  far  as  relative  values  of  angles 
A  and  B  are  concerned,  which  rep- 
resent relative  values  of  the  time 
interval  during  which  the  primary 
circuit  is  open,  and  during  which  it  is 
closed,  respectively.  A  condenser,  of 
course,  is  necessary  to  prevent  pitting 
of  the  contacts,  as  in  open-circuit 
systems.  When  dry,  primary  batteries 
were  used  for  ignition,  economy  of  bat- 
tery current  was  of  great  importance,  as  the  life  of  the  battery 
was  prolonged  as  the  angle  B,  during  which  the  circuit  was  closed, 
was  decreased. 

The  economy  of  battery  current  is  not  now  so  important,  as 
storage  batteries  are  generally  used  for  lights  and  starting,  and 
it  is  more  desirable  to  get  good  ignition,  especially  at  high  engine 
speeds,  hence  more  current  is  needed  and  the  current  must  flow 
for  a  longer  time  to  produce  complete  magnetic  saturation  of  the 
core.  Prolonging  the  period  during  which  the  circuit  is  dosed 
product's  the  higher  degree  of  magnetic  saturatim  sought. 

Tho  use  of  comparatively  large  primary  currents  in  the 
muik-rn  battery  s\'stem  necessitates  some  protective  device  to 
prevent  burning  out  of  the  primary  winding  of  the  induction  coil 
and  complete  discharge  of  the  battery,  should  the  ignition  switch 
|je  iiUowed  to  remain  closed  with  the  engine  not  running  and  the 
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breaker  contacts  closed.  Occasionally  the  contacts  stick  or 
weld.  Most  systems  use  a  coil  of  special  wire  in  series  with  the 
primary  circuit,  which  limits  the  current  to  a  safe  value,  as  the 
resistance  of  this  wire  rises  rapidly  as  it  heats.  This  wire  is 
moimted  externally  on  a  porcelain  form  and  in  such  a  manner 
as  to  radiate  its  heat  readily.  Another  method,  used  in  the 
Connecticut  system,  is  a  thermostat  in  series  with  the  primary 
circuit  which  operates  a  vibrator  and  mechanically  opens  the 
ignition  switch  in  case  it  has  been  left  in  the  on  position  when 
the  engine  is  not  operating. 

In  Fig.  960  is  shown  the  circuit  diagram  of  a  simple  jump- 
spark  ignition  system  for  a  single-cylinder,  four-cycle  engine 
using  a  non-vibrating  coil  operating  with  a  breaker  for  opening 
and  closing  the  primary  circuit.  The  contacts  W  of  the  breaker 
are  normally  held  closed  by  a  spring  and  are  opened  only  when 
the  lobe  of  the  cam  strikes  the  movable  breaker  arm.  The  cam 
is  geared  so  as  to  turn  at  cam-shaft  or  one-half  crank-shaft  speed, 
so  that  a  spark  will  be  produced  every  two  revolutions  of  the 
engine,  or  once  in  every  cycle.  The  cam  must  be  so  timed  in 
its  operation,  with  respect  to  the  moving  piston,  that  the  breaker 
points  will  be  opened  and  the  spark  produced  at  the  plug  at  the 
proper  instant  for  firing,  which  will  occur  as  the  piston  is  nearing 
the  end  of  the  compression  stroke. 

Assiuning  the  cam  to  be  in  such  a  position  that  the  breaker 
points  are  closed,  the  path  of  the  primary  current  when  the 
switch  is  closed  is  from  the  positive  terminal  B,  of  the  battery, 
through  switch  5  and  primary  winding  P  of  the  coil,  magnetizing 
it,  as  shown,  and  to  the  insulated  point  C  of  the  breaker.  It 
then  passes  through  the  contacts  and  contact  arm  M  to  ground 
C,  returning  through  ground  to  the  negative  terminal  D  of  the 
battery,  which  is  also  grounded.  When  the  primary  circuit 
is  opened  by  the  lobe  of  the  cam  raising  the  breaker  arm  and 
separating  the  contacts,  the  core  is  very  rapidly  demagnetized. 
As  the  magnetic  lines  of  force  collapse,  they  cut  the  primary  and 
secondary  windings  and  induce  a  voltage  in  each  in  such  a 
direction  as  to  cause  a  current  to  flow  in  the  same  direction  as 
the  original  battery  current.  By  having  many  turns  in  the 
secondary  winding  a  voltage  sufficiently  high  will  be  induced  in 
the  secondary  circuit  to  jump  across  the  spark-plug  gap,  thus 
completing  the^drcuit  and  giving  the  desired  spark  in  the  engine 
cylinder.     The  path  of  the  secondary  high-tension  current  is 
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from  one  end  of  the  secondary  winding  H  to  the  spark-plug,  T, 
through  insulated  terminal,  jumping  the  air  gap  in  the  cylinder 
between  the  plug  points  U  to  the  engine  frame  and  returning 
through  the  frame  and  grounded  circuit  to  the  other  end  of  the 
secondary  winding  V. 

From  this  it  will  be  seen  that  the  primary  current  is  utilized 
only  for  magnetizing  the  core  of  the  induction  coil  while  the 
induced  secondary  current  is  used  to  produce  the  spark  in  the 
cylinder.  When  the  breaker  contacts  are  closed  and  the  core 
magnetized  by  the  primary  current,  a  voltage  is  induced  in  the 
secondary  as  well  as  when  the  core  is  demagnetized,  but  owing 
to  the  fact  that  the  core  is  magnetized  much  more  slowly  than  it 
is  demagnetized,  the  voltage  induced  in  the  secondary  is  not 
sufficiently  high  to  jump  the  gap. 

The  primary  circuit  of  the  jtmip-spark  ignition  system  is 
very  similar  to  the  make-and-break  ignition  system,  and  the 
same  kind  of  spark  which  was  produced  at  the  points  of  the 
igniter  will  be  produced  at  the  breaker  contacts  when  they  are 
opened;  but  in  the  latter  case  this  is  objectionable  as  it  would 
cause  burning  of  the  contacts  and  prevent  the  core  of  the  induc- 
tion coil  from  being  demagnetized  rapidly  enough  to  induce  the 
necessary  high  voltage  in  the  secondary  circuit.  This  biuning 
of  the  contact  is  prevented  and  the  action  of  the  coil  greatly 
improved  by  connecting  a  condenser,  K,  across  the  breaker 
contacts. 

Condensers  for  ignition  purposes  are  usually  made  up  of 
alternate  strips  or  layers  of  tin  foil  and  paraffined  paper  or 
thin  sheets  of  mica.  The  condenser  shotdd  be  located  as  near 
the  breaker  contacts  as  possible  and  is  usually  located  in  the 
breaker  housing  or  in  the  coil  assembly  where  it  will  be  protected 
from  the  moisture  and  heat  of  the  engine. 

Referring  to  Fig.  962,  the  action  of  the  condenser  is  as  follows: 
When  the  breaker  contacts  open,  thereby  interrupting  the  pri- 
mary current,  a  voltage  is  induced  in  the  primary  circuit  which 
is  in  the  same  direction  as  the  original  battery  current,  and 
which  would  otherwise  cause  arcing  across  the  breaker  con- 
tacts. This  voltage,  however,  now  causes  a  surge  of  cturent 
to  pass  into  the  condenser  K  and  charges  it.  The  reaction  of 
this  charge  amounts  to  a  condenser  discharge  which  takes  place 
instantly  in  the  opposite  direction  back  through  the  primary 
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circuit,  thus  tending  to  send  a  current  through  the  primary  winding 
of  the  coil  in  the  opposite  direction  and  helping  to  very  quickly 
reduce  the  magnetism  of  the  coil  to  zero,  and  thus  assisting  to  in- 
duce a  very  high  voltage  in  the  secondary  winding. 

The  exact  size  or  capacity  of  the  condenser  must  be  deter- 
mined by  experiment  for  each  individual  system,  depending  upon 
the  amount  and  size  of  wire  in  the  primary  circuit,  the  size  and 
penneability  of  the  core,  and  the  speed  of  the  breaker  contacts. 
It  is  important  that  the  condenser  be  well  insulated,  as  it  is 
subjected  to  the  full  inductive  kick  of  several  hundred  volts  from 
the  primary  winding,  and  a  defective  condenser  will  be  apparent 
by  sparking  at  the  breaker  contacts  and  a  very  poor  spark  at  the 
plug.  It  has  been  estimated  that  a  good  condenser  of  the  proper 
capacity  will  intensify  the  spark  at  the  plug  from  20  to  30  times, 
and  many  systems  refuse  to  operate  at  all  if  the  condenser  should 
be  broken  down. 


Fig.  962.— Induction 


Many  coils  have  incorporated  in  them  a  safety  gap  which  is 
adjusted  so  that  the  distance  between  the  points  is  from  5/16 
inch  to.3/8  inch  and  connected  in  parallel  with  the  spark  plug  aa 
shown  at  L,  in  Fig.  960.  The  purpose  of  the  safety  gap  is  to 
provide  a  by-path  for  the  high-tension  current  in  case  the  spark- 
plug leads  should  be  disconnected  or  the  spark-plug  points 
become  so  widely  separated  that  the  current  will  not  pass  between 
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them  under  high  compression  of  gas  in  the  cylinder.     In  case 

any  break  should  occur  in  the  secondary  circuit  which  would 
offer  a  higher  resistance  to  the  secondary  current  than  the  path 
across  the  safety  gap.  the  discharge  would  take  place  between 
the  points  of  the  safety  gap  and  jirevent  the  secondary  winding 
of  the  coil  from  being  subjected  to  an  excessive  pressure  which 


Fig.  9bS. — Various  parti 

might  break  down  the  insulation  of  the  coil  and  cause  short 
circuits  between  the  turns. 

Spark  Plugs 

Spark  plugs  are  used  for  leading  the  high-tension  current  into 
the  combustion  chamber,  and  the  interior  construction  of  a 
typical  plug  is  shown  in  Fig.  963.  The  central  terminal  F  ii 
insulated  from  the  outer  shell  M  and  terminal  by  a  porcelain  or 
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mica  cylinder  /.  The  outer  shell  screws  into  the  head  of  the 
engine  cylinder  so  that  the  points  project  into  the  combustion 
chamber,  and  is  therefore  grounded.  The  gap  between  the 
points  is  adjusted  to  about  0.03  inch  for  engines  of  normal  com- 
pression, although  the  proper  adjustment  of  the  gap  will  vary 
slightly  with  the  compression  pressure  and  the  type  of  ignition 
equipment  used.  Some  plugs  have  several  grounded  terminals, 
in  which  case  the  gaps  should  all  be  set  alike.  After  considerable 
use  the  terminal  points  bum  and  the  gap  widens.  It  should, 
therefore,  be  adjusted  from  time  to  time.  In  case  a  multiple 
point  plug  is  used  it  is  claimed  that  the  points  will  not  be  burned 
away  as  rapidly  and  therefore  will  have  to  be  adjusted  less 
frequently. 
The  requirements  of  a  good  serviceable  plug  are : 

1.  The  insulation,  whether  of  porcelain  or  mica,  must  not 
be  readily  coated  by  a  deposit  of  carbon,  which  is  largely  due  to 
too  rich  a  mixture  or  too  much  lubricating  oil.  The  electrical 
resistance  of  the  gas  in  the  cylinder  increases  as  compression 
takes  place,  and  a  weak  battery  which  may  be  able  to  produce 
a  spark  across  the  points  in  air  may  utterly  fail  to  produce  a 
spark  in  the  cylinder  where  the  gas  is  under  pressure.  A  similar 
result  will  occur  if  the  porcelain  insulation  of  the  plug  is  cracked 
or  badly  coated  with  carbon.  The  plug  may  spark  perfectly  in 
the  open  air  and  yet  sufficient  leakage  occur  to  short-circuit  the 
terminal  points  through  a  crack  in  the  insulation  when  placed  in 
the  cylinder.  The  length  of  the  path  from  the  insulated  high- 
tension  terminal  to  the  grounded  terminal  over  the  surface  of 
the  porcelain  or  mica  insulation  should  be  made  as  long  as  pos- 
sible to  reduce  the  leakage  from  the  deposit  of  carbon  which 
gradually  accumulates  over  the  plug. 

2.  The  plug  should  be  so  constructed  that  it  may  be  readily 
taken  apart,  easily  cleaned,  assembled  again,  and  made  gas 
tight  without  danger  of  destroying  the  insulation. 

Spark  plugs  may  be  provided  with  either  a  one-half  inch 
tapered  pipe  thread,  or  the  threaded  part  may  be  made  seven- 
eighths  inch  in  diameter  straight,  with  18  threads  per  inch.  The 
latter  has  been  adopted  as  standard  by  the  S.  A.  E.  and  is  used 
on  nearly  all  American  made  cars.  The  tighter  the  tapered  plug 
is  screwed  into  the  cyUnder  the  tighter  the  fit,  and  this  fit  is  relied 
upon  to  prevent  any  leakage  of  gas  around  the  plug.     Plugs 
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having  a  straight  shank  require  a  copper  gasket  against  which 
the  plug  must  be  tightly  seated  to  insure  that  no  gas  will  leak 
around  the  plug.  The  terminal  points  of  the  plug  between 
which  the  spark  takes  place  should  be  made  of  non-oxidizable 
metal  and  be  capable  of  standing  high  temperatures. 

The  successful  operation  -of  the  plug  is  determined  very  largely 
by  its  proper  installation  in  the  cylinder  and  is  influenced  by 
the  type  of  cylinder  head  used  and  the  shape  of  the  combustion 
chamber.  On  accotmt  of  the  variation  in  thickness  of  the 
cylinder  heads  on  different  types  of  motors,  spark-plug  shells 
are  made  in  several  different  lengths  so  that  the  sparking  points 
may  always  be  properly  located  in  relation  to  the  gases  in  the 
combustion  chamber.  The  length  of  the  shell  should  be  such 
that  when  the  plug  is  screwed  in  the  cylinder  the  inner  edge  of 
the  shell  will  be  flush  with  the  inside^  of  the  cylinder  wall  as 


Fig.  964.— Right  and  wrong  types  of  spark  plugs  to  use  in  various  cases. 
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shown  at  i4,  5,  C  in  Fig.  964.  If  the  shell  extends  beyond  the 
inner  surface  of  the  cylinder  as  at  D,  there  is  danger  of  the  plug 
overheating,  and  probably  causing  premature  ignition,  or  the 
porcelain  insulation  may  become  cracked  from  the  high  tem- 
perature. If  the  plug  does  not  extend  entirely  through  the 
cylinder  wall,  as  at  E,  a  pocket  is  formed  in  which  the  burned 
gases  collect  and  there  is  danger  of  misfiring,  owing  to  the  fact 
that  the  sparking  points  are  surroimded  with  burned  gases  in- 
stead of  fresh  gases.  There  is  also  danger  of  the  plug  becoming 
fouled  by  oil  and  carbon  accumulation  which  would  result  in 
short-circuiting. 
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SECTION  XVIII  CHAPTER  I 

AUTOMOBILE  ENGINE  IGNITION,  STARTING  AND  LIGHTING 

REQUIREMENTS  OF  GAS  ENGINE  IGNITION 

L  Explain  the  principle  of  the  four-stroke  cycle  gas  engine. 

2.  Explain  the  principle  of  the  two-stroke  cycle  gas  engine. 

3.  Explain  the  general  plan  of  ''make  and  break"  ignition  for  auto- 
mobile gas  engines. 

4.  Explain  the  general  plan  of  "jump  spark"  ignition  for  automobile 
gas  engines. 

5.  Explain  the  scheme  of  the  "open-circuit"  contact  breaker  and  "closed- 
circuit"  contact  breaker.  Where  is  each  type  used  and  what  arc  its  ad- 
vantages ? 

6.  Explain  the  construction  of  the  condenser  employed  in  ignition 
work  and  just  how  it  operates  to  improve  the  quality  of  the  spark. 

7.  Explain  the  object  of  a  spark  plug  and  the  construction  of  a 
standard  type. 

8.  Why  should  a  spark  plug  be  of  a  certain  length  and  what  are  the 
disadvantages  of  having  a  plug  either  too  long  or  too  short. 


SECTION  XVIII 


CHAPTER  II 


AUTOMOBILE  ENGINE  IGNITION.  STARTING 

AND  LIGHTING 

MODERN  BATTERY  IGNITION 

Induction  Coils. — In  the  vibrating  type  of  induction  coil  a 
vibrator  is  employed  for  producing  a  series  of  interruptions,  and 
a  timer  is  used  for  the  initial  closing  of  the  circuit.     In  the  non- 


FiG.  965. — Circuits  for  vibrating  coil  and  timer. 

vibrating  type  of  coil  the  vibrator  is  omitted  entirely,  and  a 
breaker  is  used  for  opening  and  closing  the  primary  circuit.  In 
the  vibrating  type  a  core  consisting  of  a  btmdle  of  soft  iron  wire 
is  employed,  over  which  the  primary  winding  of  heavy,  insulated 
wire  is  wound.  Over  this  is  a  secondary  winding  of  fine,  insulated 
wire.  A  vibrator  is  mounted  on  the  coil  housing  and  connected  in 
series  with  the  primary'.  A  condenser  is  connected  across  the 
vibrator  contacts  to  prevent  arcing  and  to  increase  the  secondary 
voltage.  Fig.  965  illustrates  the  circuits  for  a  vibrating  coil  and 
timer,  in  the  jump-spark  system  of  ignition.  There  .are  two 
292 
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distinct  circtiits,  one  the  primary  and  the  other  the  secondary, 
as  with  the  single  spark  system  which  omits  the  Vibrator,  The 
primary  circuit  includes  the  battery  B,  switch  5,  vibrator 
V,  timer  T,  and  condenser  K.  The  secondary  circuit  includes 
the  spark  plug  C,  and  the  secondary  winding  S,  of  induction 
coil  only.  The  timer,  driven  by  the  cam-shaft  of  the  engine, 
closes  the  circuit  periodically.  The  current  "then  flows  from 
the  battery  through  the  primary  circuit,  as  shown  by  the 
arrows.     The  core  of  the  induction  coil  is  magnetized  and  exerts 


c         V 


an  attraction  for  the  armature  of  the  vibrator  which  causes  a 
separation  of  the  contact  points.  This  interrupts  the  primary 
circuit,  and  the  current  ceases  to  flow.  The  iron  core  imme- 
diately loses  its  magnetism,  and  the  si>ring  returns  the  vibrator 
contacts  to  the  closed  position.  This  is  repeated  very  rapidly, 
and  the  vibrator  will  continue  to  vibrate  so  long  as  the  roller 
makes  contact  with  one  of  the  segments  in  the  timer.  WJiencver 
the  vibrator  contacts  open,  the  current  in  the  primary  and  the 
magnetic  flux  in  the  core  very  quickly  cease.     This  induces  a 
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high-voltage  current  in  the  secondary  which  produces  a  spark  at 
the  plug.  The  e.m.f.  of  self-induction  which  tends  to  produce 
sparking  at  the  vibrator  contacts  is  absorbed  by  the  condenser, 
and  a  shower  of  sparks  corresponding  in  nuipber  to  the  vibra- 
tions of  the  vibrator  is  produced  at  the  spark  plug.  These 
sparks  continue  throughout  the  time  during  which  the  roller  is 
in  contact  with  the  metallic  segment  of  the  timer. 

While  the  high-tension  and  low-tension  circuits  of  an  induction 
coil  may  be  kept  entirely  separate,  there  is  no  advantage  in 
isolating  them  from  each  other.  It  is  quite  common  to  connect 
the  windings  together  at  one  point  so  that  ignition-induction  coils 


arc  frequently  found  with  three  terminals  instead  of  four.  One  of 
these  terminals  is  one  end  of  the  low-tension  winding,  another  is 
one  end  of  the  high-tension  winding,  while  the  third  is  common 
to  both  high-tension  and  low-tension  windings.  Fig,  966  shows 
the  arrangement  of  such  a  coil  designed  for  a  Ford  car.  It  is 
customary  to  employ  a  separate  coil  for  each  cylinder  on  an 
automobile  where  vibrating  coils  arc  used.  These  coils  are 
generally  i>laced  in  a  box  on  the  dash  and  are  arranged  with 
sliding  spring  connections  shown  at  A,  C,  and  D,  Fig.  968,  so 
that  they  may  be  removed  individually  without  disturbing  the 
car  wiring.    The  switch  5  on  the  front  of  the  box  controls  the  ad- 
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sion  of  current  from  either  battery  B  or  magneto  M  to  the 
coils.  The  timer  shown  at  7"  in  Fig,  965  is  a  revolving  switch 
designed  for  completing  the  circuit  in  the  battery  or  magneto  line 


at  the  proper  moment  to  energize  the  induction  coil  which  supplj 
the  spark  for  firing  a  certain  cylinder. 

Fig.  967  shows  the  general  appearance  of  the  timer  used  on 
Ford  car.   -The  roller  mechanism  R  is  mounted  on  the  end 
camshaft    L  and   therefore   revolves    at    camshaft    speed, 
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As  the  Toller  touches  each  of  the  four  metallic  insulated 
segments  in  turn,  a  circuit  is  completed  from  the  magneto  or 
battery  through  the  primary  of  the  induction  coil  and  through 
the  particular  segment  which  the  roller  touches  and  induction 
coil  connected  thereto.  This  causes  the  vibrator  to  operate, 
and  a  shower  of  sparks  in  rapid  succession  is  produced  at  the 
plug  supplied  by  this  coil.  The  surrounding  framework  of  the 
timer  does  not  rotate,  but  it  is  capable  of  being  shifted  forward 
or  backward  through  a  limited  angle  so  as  to  alter  the  time  in  the 
engine  cycle  when  the  firing  shall  occur. 

*  Fig.  968  represents  the  electrical  circuits  through  the  four 
induction  coils,  timer,  battery,  and  switch  on  a  Ford  car.  The 
spring  contacts  by  which  each  of  the  induction  coils  completes 
its  circuits  when  placed  in  the  retaining  box  are  shown  at  ^4,  C, 
and  D.  The  plate  in  the  bottom  of  the  box  which  is  conmion  to 
all  the  coils,  and  leads  to  the  switch,  is«hown  at  P,  the  condensers 
at  K  and  the  vibrators  at  V. 

Fig.  969  shows  the  actual  position  of  the  induction  coils  with 
the  low-tension  terminals  A,  B,  C,  D,  and  the  high-tension 
terminals  E,  F,  (7,  //,  the  battery  terminal  B,  magneto  terminal 
M,  wiring,  timer  and  headlights. 

Time  of  Firing 

On  all  automobile  engines  it  is  necessary  to  vary  the  time  of 
firing  when  the  speed  of  the  engine  varies,  as  there  is  a  certain 
time  interval  after  the  spark  is  produced  before  the  explosion 
takes  place  and  this  interval  is  independent  of  the  speed  of  the 
engine.  If  the  engine  is  operating  at  high  speed,  it  is  necessary 
to  produce  the  spark  before  the  piston  reaches  the  point  where 
the  crank  is  on  dead  center,  if  the  full  force  of  the  exploding  gas 
is  to  act  upon  the  piston  immediately  after  it  passes  the  center 
point.  On  the  other  hand,  if  the  engine  speed  is  low,  the  spark 
may  be  produced  later  and  the  full  energy  of  the  exploding  gas 
will  still  be  exerted  immediately  after  the  piston  passes  over  upper 
dead  center.  When  an  engine  is  started  it  is  desirable  that  the 
spark  shall  occur  when  the  crank  is  practically  on  dead  center. 
If,  however,  a  high-tension  magneto  is  employed  when  starting, 
it  is  desirable  to  have  the  spark  occur  slightly  before  the  dead- 
center  point.  This  is  particularly  true  when  an  electric  starter 
is  employed,  as  the  rotational  speed  of  the  engine  is  much  higher 
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then  than  when  cranked  by  hand;  and  the  energy  stored  in  the 
fly-wheel  is  sufficient  to  carry  the  cranks  past  the  dead-center 
position. 

From  the  foregoing  it  will  be  evident  that  it  is  highly  desirable 
to  alter  the  time  of  firing  to  stiit  various  conditions.  This  is 
accomplished  by  shifting  the  housing  of  the  "timer"  or  "breaker," 
which  will  thereby  cause  the  interruption  of  the  primary  current 
and  the  production  of  the  spark  in  the  cylinder  at  an  earlier  or 
later  point  in  the  cycle.  A  spark-control  lever  for  this  purpose 
is  usually  attached  to  the  steering  column.  When  starting  the 
engine  it  is  important  that  the  spark  should  be  produced  late 
in  the  cycle;  that  is,  it  should  be  retarded  until  after  the  piston 
has  started  on  its  downward  stroke.  It  is  then  advantageous  to 
advance  the  spark  as  the  engine  increases  in  speed.  Care  should 
be  taken,  however,  not  to  advance  the  spark  too  far,  for  if  gas 
is  ignited  too  early  the  explosion  reacts  against  the  piston  before 
it  reaches  the  top  of  its  stroke,  which  gives  a  pound  in  the 
cylinder  and  is  accompanied  by  a  reduction  in  power.  The  most 
economical  position  for  the  spark  may  be  determined  experi- 
mentally and  is  reached  by  advancing  the  time  of  firing,  so  far 
as  possible,  without  causing  the  engine  to  poimd.  There  is  a 
considerable  advantage  from  the  standpoint  of  economy  in  gas 
consumption  if  the  greater  part  of  the  combustion  takes  place 
while  the  crank  is  passing  the  upper  dead-center  position.  Any 
portion  of  the  combustion  which  takes  place  before  the  crank 
reaches  dead  center  is  not  only  wasted  but  is  a  hindrance.  On 
the  other  hand,  if  the  combustion  is  unduly  delayed,  the  full 
energy  contained  in  the  fuel  will  not  be  realized  in  the  explosion 
stroke  of  the  engine  and  less  actual  work  will  be  done. 

The  rate  at  which  a  given  charge  will  be  ignited  depends  upon 
the  quality  of  the  fuel  and  the  mixture.  A  weak  mixture  or  too 
rich  a  mixture  will  bum  more  slowly  than  one  which  is  properly 
proportioned.  Fuel  possessing  a  large  percentage  of  heat  units 
will  also  burn  more  rapidly  than  one  low  in  heat  value.  The 
real  governing  factor  in  determining  the  rate  at  which  combustion 
takes  place  is  the  intensity  of  the  heat  generated.  A  spark  at 
the  plug  ignites  the  gas  immediately  adjacent  thereto.  The 
heat  thereby  produced  is  transmitted  to  the  surrounding  charge 
and  this  burns,  transmitting  heat  to  succeeding  layers  of  adja- 
cent gas.     The  greater  the  intensity  of  the  heat  generated  the 
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greater  will  be  the  rate  of  propagation.  The  pressure  employed 
also  influences  the  rate  of  combustion.  When  a  charge  is  com- 
pressed to  a  very  high  value  in  a  small  space,  the  heat  generated 
for  each  cubic  inch  is  greater  and  the  flame  has  a  shorter  distance 
to  travel  before  the  whole  charge  is  ignited. 

The  location  of  the  spark  plug  also  h&s  an  important  bearing 
on  the  rapidity  with  which  combustion  takes  place.  If  it  is 
situated  near  the  center  of  the  combustion  chamber,  the  whole 
charge  may  be  fired  more  quickly  than  if  it  is  situated  on  one 
side.  To  increase  the  rapidity  of  combustion,  some  engines 
employ  two  spark  plugs,  one  over  each  valve,  arranged  to  spark 
simultaneously. 

Timing  Battery  Ignition  Systems 

The  type  of  ignition  system  used  and  characteristics  of  the 
engine  and  operating  conditions  all  influence  the  procedure 
involved  in  timing  ignition  apparatus. 

First:  Turn  engine  over,  using  hand  crank  until  No.  1  piston 
is  at  exactly  the  end  of  the  compression  stroke.  To  determine 
this  position,  if  no  marks  are  shown  on  the  fly-wheel,  proceed  as 
follows:  Remove  spark  plug  No.  1  and  place  a  finger  over  the 
spark-plug  hole,  and  when  the  crank  is  turned  the  compression 
stroke  can  be  readily  detected  in  that  cylinder.  Usually  the 
exact  top  of  stroke  may  be  seen  through  the  spark-plug  hole  or  a 
wire  may  be  inserted  to  give  an  indication. 

Second:  Put  spark  lever  in  *'full  retard  position"  and  examine 
the  rod  and  lever  connection  to  the  breaker  box  to  see  that  no 
excessive  lost  motion  exists.  If  lost  motion  is  there,  a  light 
coiled  spring  may  be  attached  to  keep  breaker  box  arm  in  proper 
retarded  position. 

Third:  Remove  the  high-tension  distributor  cover  and  arm, 
then  loosen  the  clamp  screw  which  holds  the  breaker  cam.  Now 
turn  the  cam  into  such  a  position  that  it  permits  the  breaker  con- 
tacts to  open  and  check  the  amoimt  of  opening  between  the  con- 
tacts by  a  standard  gauge  furnished  by  the  manufacturer;  or,  in 
absence  of  this,  set  the  contacts  so  that  about  0.015  inch  space 
exists  when  fully  open,  and  secure  lock  nut  on  the  adjustable  con- 
tact. Be  sure  to  inspect  the  contacts  for  proper  alignment  and 
siuiace  contact.  Now  replace  temporarily  the  high-tension  dis- 
tributor arm  and  turn  until  it  is  directly  under  or  opposite,  as  the 
case  may  be,  the  high-tension  terminal  in  distributor  cover  leading 
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to  No.  1  cylinder,  thus  locating  the  proper  cam  lobe  for  firing  No.  1 
cylinder.  Again  remove  the  distributor  arm  and  locate  final 
position  for  the  breaker  cam  by  turning  slightly,  in  either  direc- 
tion, until  the  position  is  reached  where  the  contacts  will  be  just 
closing,  when  the  back-lash  in  the  distributor  gearing  is  taken 
up,  by  turning  the  cam  by  hand  in  the  opposite  direction  to  that 
of  normal  rotation.  The  cam  should  now  be  securely  fastened 
by  its  clamp  screw.  For  exact  timing,  the  following  absolute 
check  may  be  applied  : 

Use  a  small  low- voltage  test  lamp,  which  should  be  connected  in 
parallel  with  the  breaker  contacts.  As  long  a$:the  breaker  contacts 
are  closed  and  make  electrical  contact  the  lamp  will  show  dark,  but 
will  light  up  with  current  from  the  ignition  battqy,  the  instant 
the  contacts  open.  Now  turn  the  hand  crank  as  slowly  as  possible, 
stop  cranking  the  instant  the  lamp  lights,  then  test  No.  1  cylinder 
and  see  if  the  piston  is  at  the  exact  top  center  on  the  compression 
stroke.  If  the  cam  is  not  in  proper  position,  make  a  correction  by 
readjusting  and  test  again.  On  engines  using  dual  breakers,  as 
Cadillac,  Pierce- Arrow,  Stutz,  etc.,  both  breakers  should  open  at 
the  same  instant  to  get  the  best  results,  it  being  estimated  that  one- 
thousandth  of  a  second  difference  between  the  two  sparks  in  the 
cylinder  destroys  most  of  the  advantage  of  the  two-spark  method 
of.  firing  the  charge.  So  that,  by  adjusting  one  set  of  contacts 
first  and  then  using  a  test  lamp  across  each  set  of  breaker  con- 
tacts, the  second  set  may  be  made  to  synchronize  with  the  first, 
by  adjusting  the  second  set  of  contacts  until  both  lamps  light  at 
the  same  instant.  Now  replace  the  distributor  arm  and  note  with 
which  high-tension  terminal  it  is  in  contact.  Then  attach  the 
wire  from  No.  1  plug  to  that  distributor  terminal.  Attach  the 
other-high  tension  leads  to  the  other  terminals  so  that  the  proper 
firing  order  will  be  observed.  Be  sure  the  high-tension  leads  are 
connected  to  suit  the  proper  direction  of  rotation  of  the  distrib- 
utor arm.  The  above  method  is  satisfactorily  applied  to 
timing  of  such  systems  as  require  removal  of  the  cover  of  the 
distributor  to  adjust  the  position  of  the  cam  in  the  primar}' 
breaker  housing. 

Such  systems  as  the  Connecticut  do  not  require  the  removal 
of  anything  to  time  properly.     In  this  system,  all  that  is  neces   - 
sary  is  to  loosen  the  set  screws  that  hold  the  distributer  shaf 
(they  are  outside  of  the  breaker  box),  then  slowly  turn  the  break( 
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cam  in  normal  direction  until  you  get  a  spark  at  No.  I  plug, 
having  previously  turned  on  ignition  switch  and  retarded  spark 
lever.     Then  fasten  the  set  screws  again  on  the  distributer  shaft. 
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Modem  Battery  Ignition  Systems 

The  principal  parts  in  a  modem  ignition  system  are  a  storage 
battery,  an  induction  coil  of  the  non-vibrating  type,  a  breaker 
and  a  high-tension  distributor.  The  storage  battery  supplies 
current  for  the  starting  and  lighting  system  as  well  as  for  igni- 
tion. The  high-tension  distributor  and  the  breaker  for  the  low- 
tension  circuit  are  combined  in  a  single  unit,  driven  either  through 
spiral  gears  from  the  same  shaft  which  drives  the  generator  or 
by  a  special  shaft  provided  for  the  purpose.  The  usual  location 
for  the  induction  coil  is  on  top  of  the  charging  generator  and 
close  to  the  breaker  and  distributor  which  are  frequently  carried 
on  one  end  of  the  generator.  The  switch  for  controlling  the 
ignition  circuit  may  be  combined  with  the  lighting  switch  or 
constructed  independently.  It  is  located  on  the  instrument 
board.  Fig.  970  represents  the  circuits  through  a  standard 
automobile  ignition  system  of  this  type.  The  breaker-contact 
points  and  distributor  are  both  operated  by  a  vertical  shaft,  and 
the  distributor  arm  is  carried  on  the  upper  end  immediately 
above  the  cam  which  operates  the  breaker  points.  On  engines 
of  the  four-stroke-cycle  type  it  is  necessary  that  the  entire 
number  of  cylinders,  whether  there  be  four,  six,  eight  or  twelve, 
shall  fire  in  two  complete  revolutions  of  the  crank  shaft.  In  one 
revolution  of  the  crank  shaft  it  is  therefore  necessary  that  one- 
half  of  the  total  number  of  cylinders  must  receive  an  ignition 
spark  and  fire.  An  ignition  system  must  therefore  deliver  two 
sparks  for  a  four-cylinder  engine,  three  sparks  for  a  six-cylinder 
engine,  four  sparks  for  an  eight-cylinder  engine,  and  six  sparks 
for  a  twelve-cylinder  engine  within  each  revolution  of  the  crank 
shaft.  To  accomplish  this  it  is  necessary  to  employ  a  cam 
having  four,  six,  eight,  or  twelve  lobes  for  lifting  the  breaker  arm 
and  interrupting  the  primary  circuit.  The  high-tension  dis- 
tributor must  have  as  many  segments  as  there  are  cylinders, 
equally  spaced  from  each  other  so  that  the  high-tension  current 
may  be  directed  to  the  plug  in  the  proper  cylinder  at  the  right 
time.  This  system  requires  that  the  cam  in  the  breaker  housing 
and  distributor  arm  in  the  distributor  shall  be  driven  at  cam- 
shaft speed — that  is,  one-half  crank-shaft  speed. 

As  the  spark  in  the  cylinder  is  produced  at  the  moment  when 
the  breaker  contacts  open,  it  is  absolutely  necessary  that  the 
lobes  of  the  cam  operating  these  contacts  shall  be  accurately 
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*  spaced  so  that  the  spark  in  each  cylinder  will  occur  at  relatively 
the  same  point  in  the  revolution.  Since  the  distributor  shaft 
revolves  at  one-half  crank-shaft  speed,  the  segments  in  the  dis- 
tributor and  the  lobes  on  the  cam  must  therefore  be  spaced  so 
as  to  correspond  to  one-half  of  the  angle  through  which  the 
crank  shaft  passes  during  the  period  between  successive  explo- 
sions in  the  cylinders.  This  angle  between  successive  explosions 
is  180  degrees  for  a  four-cylinder  engine,  120  degrees  for  a  six- 
cylinder  engine,  90  degrees  for  an  eight-cylinder  engine,  and 
60  degrees  for  a  twelve-cylinder  engine.  As  360  degrees  com- 
prise one  complete  revolution,  it  is  a  simple  matter  to  determine 
the  angle  between  successive  explosions  by  dividing  720  degrees, 
which  comprise  two  revolutions,  or  one  complete  cycle,  by 
the  total  number  of  cylinders  which  the  engine  contains.  Thus 
the    angle    in    a   four-cylinder   engine    between   explosions    is 

mW  .  180-. 

V  The  Timer 

The  object  of  the  breaker  or  primary  interrupter  is  to  close 
and  open  the  primary  circuit  and  thereby  magnetize  and  demag- 
netize the  core  of  the  induction  coil  so  that  a  spark  may  be  pro- 
duced at  the  plug  at  the  proper  time.  If  a  non-vibrating  coil  is 
employed,  this  secondary  spark  wilt  be  produced  at  the  moment 
when  the  contact  points  open.  These  points  are  usually  made 
of  an  alloy  of  tungsten  and  platinum,  one  being  fixed  in  position 
while  the  other  is  attached  to  a  pivoted  arm  so  it  may  swing 
under  the  pressure  of  the  cam.  The  points  are  normally  held  in 
contact  with  each  other  by  means  of  a  spring.  As  the  distributor 
shaft  revolves,  each  lobe  in  tiun  forces  the  contact  on  the  movable 
arm  away  from  the  stationary  contact,  opening  the  circuit  at 
the  points  about  0.02  inch.  As  this  circuit  opens,  the  current 
in  the  primary  of  the  induction  coil  falls,  and  the  resulting  col- 
lapse of  the  magnetic  flux  of  the  core  upon  the  secondary  winding 
induces  a  high-voltage  current  which  is  led  to  the  spark  plug. 
The  contact  points  of  the  breaker  are  of  a  non-oxidizable  material 
and  designed  to  stand  a  high  temperature  so  that  they  will  last 
a.  long  time  even  though  subjected  to  more  or  less  heat,  due  to 
Sparking.  A  condenser  is  employed  in  shunt  with  these  con- 
tacts.  however,  to  suppress  the  sparking  as  much  as  possible. 
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The  Distributor 

The  distributor  has  an  insulated  central  terminal  which  passes 
through  the  head  and  connects  with  the  high-tension  terminal  of 
the  induction  coil.  Equally  spaced  around  the  interior  of  the 
insulating  housing  of  the  distributor  are  as  many  metal  segments 
as  there  are  spark  plugs.  Distributor  heads  were  formerly  made 
of  hard  rubber,  but  they  are  now  generally  made  of  bakelite  or 
some  other  composition  which  does  not  deteriorate  imder  the 
influence  of  heat  or  oil.  A  carbon  brush  is  usually  provided  on 
the  inside  of  the  distributor  head  which  is  held  by  a  spring  in 
contact  with  the  rotating  arm  on  one  side  and  connects  with  the 
high-tension  cable  on  the  other  side.  This  device  provides  a 
sliding  connection  between  the  cable  and  the  moving  arm.  This 
arm,  also  of  bakelite,  is  designed  to  fit  upon  the  revolving  shaft  in 
only  one  position,  so  that  it  may  always  be  brought  in  contact 
with  the  proper  stationary  segment  when  the  time  for  a  particular 
cylinder  to  fire  has  arrived.  In  some  forms  of  distributors,  the 
revolving  arm  has  another  carbon  brush  or  metal  button  on  its 
end  which  actually  wipes  across  the  stationary  contacts.  In 
other  forms  this  arm  simply  moves  close  to,  but  does  not  actually 
touch  the  stationary  segments.  As  the  e.m.f.  on  this  circuit  is 
between  5,000  and  10,000  volts  it  is  not  essential  that  the  revolv- 
ing member  actually  touch  the  stationary  segments,  for  the  volt- 
age is  sufficient  to  easily  jump  the  gap. 

Two  spring  clips  are  provided  for  holding  the  distributor  head 
in  position.  These  are  arranged  so  that  the  head  can  readily  be 
removed  for  adjustment  or  inspection.  If  the  revolving  arm 
actually  makes  contact  with  the  stationary  segments,  the  cap 
should  be  removed  after  the  car  has  traveled  one  or  two  thousand 
miles,  and  the  path  through  which  the  moving  member  travels 
should  be  wiped  clean  of  any  dirt  or  carbon  deposit  which  might 
cause  internal  short-circuit.  A  cloth  to  which  a  little  heavy  oil 
or  vaseline  has  been  applied  should  be  employed  for  this  purpose. 

Compensating  Resistance  Unit 

On  closed-circuit  ignition  systems  the  induction  coil  is  provided 
with  a  resistance  unit  which  may  be  seen  at  -R  in  Fig.  970,  being 
usually  mounted  on  the  end  of  the  coil.  This  unit  consists  of  a 
few  convolutions  of  high-resistance  wire,  such  as  nichrome  or 
German  silver.     This   wire   possesses   a   positive   temperature 
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coeflScient — ^that  is,  its  resistance  will  increase  when  it  is  heated 
up.  If  the  ignition  switch  is  left  in  the  **on  position"  when  the 
engine  is  standing  still  and  the  breaker  contacts  closed,  the 
current  passing  through  the  induction  coil  is  led  through  this 
resistance  unit  in  series  therewith.  The  unit  will  heat  up  im- 
mediately and  at  the  same  time  increase  its  resistance  to  such  an 
extent  as  to  substantially  reduce  the  flow  of  ciurent  from  the 
battery  through  the  primary  winding  of  the  coil.  This  protects 
the  coil  against  damage  from  overheating  and  at  the  same  time 
reduces  the  rate  of  dischai^ge  from  the  storage  battery.  The 
coil  is  designed  to  stand  the  large  current  required  for  ignition 
purposes  momentarily  but  is  not  designed  to  carry  such  current 
continuously.  The  duration  of  each  individual  closure  of  the 
breaker  contacts  is  very  brief.  If  the  speed  of  the  engine  is  high, 
the  contacts  remain  closed  for  a  short  time;  if  the  speed  is  low,  the 
dtu*ation  of  closure  is  greater.  The  longer  the  time  which  the 
contacts  are  closed  the  greater  the  current.  The  resistance  imit 
will  therefore  be  heated  slightly,  and  the  current  will  automatically 
be  reduced.  This  tends  to  equalize  the  intensity  of  the  spark  at 
high  and  low-engine  speeds.  Should  the  voltage  of  the  battery 
fall,  this  resistance  unit  assists  the  coil  to  produce  a  hotter  spark, 
for  it  will  not  serve  to  check  the  current  until  it  has  reached  such 
a  value  as  to  raise  the  temperature  of  the  unit. 

Testing  Induction  Coils 

To  determine  the  condition  of  the  induction  coils  it  is  necessary 
that  they  be  tested.  As  they  are  generally  sealed  with  a  hard 
wax  they  can  only  be  examined  from  the  outside. 

To  test  a  vibrating  coil  a  low  reading  ammeter  capable  of  a 
range  fromX)  to  3  amperes  should  be  connected  in  series  with  the 
coil  and  a  6-volt  battery.     The  secondary  terminals  should  be 
brought  to  within  3^  inch  of  each  other  by  means  of  wires. 
When  the  circuit  is  completed  through  the  primary  winding  the 
vibrator  should  operate  freely  and  give  a  good,  strong  spark. 
The  screw  on  the  vibrator  should  now  be  adjusted  until  the 
cmrrent  absorbed  is  between  ^  and  1  ampere.     This  should 
result  in  a  good,  heavy  discharge  across  the  secondary  gap.     If 
the  discharge  is  yellow  or  feeble,  it  indicates  a  weak  coil  or  im- 
proper adjustment.     If  you  can  blow  the  spark  out  with  your 
breath,  it  indicates  an  improper  adjustment  of  the  vibrator. 
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If  the  primary  is  consuming  its  proper  current  and  the  vibrator 
operating  and  yet  no  secondary  spark  is  obtained,  it  indicates  the 
probability  of  a  break  inside  the  coil. 

Should  the  ammeter  indicate  an  abnormally  large  current,  it  is 
probable  that  the  primary  winding  has  become  short-circuited 
or  that  the  vibrator  contacts  are  stuck  together.  With  the  coil 
operating  properly  a  very  faint  spark  will  generally  appear  on  the 
vibrator  contacts.  If  this  spark  becomes  blue  in  color  and  large 
in  volume,  giving  off  a  snappy  sotmd,  it  indicates  that  the  con- 
denser within  the  coil  is  probably  open-circuited.  The  vibrator 
points  will  then  become  rapidly  pitted  and  will  soon  be 
unworkable. 

Non-vibrating  coils  have  very  little  to  get  out  of  order.  Some 
types  contain  the  safety  spark  gap  and  condenser  in  the  same 
housing  with  the  coil,  but  either  or  both  of  these  may  be  located 
elsewhere  in  the  system.  To  test  a  coil  of  this  type  one  end  of  a 
piece  of  wire  should  be  attached  to  any  part  of  the. engine  frame 
and  the  other  end  should  be  brought  to  within  about  J^  inch  of 
the  high-tension  terminal  of  the  coil.  If  the  breaker  contacts  in 
the  interrupter  are  then  opened,  a  good,  sharp  spark  should  jtunp 
between  the  high-tension  terminal  and  the  grounded  wire.  This 
will  indicate  that  the  coil  is  in  good  condition.  Failure  to  secure 
a  spark  under  these  conditions  indicates  a  defect  within  the  coil, 
such  as  a  short  circuit  in  the  primary,  an  open  circuit  in  the 
secondary  winding,  or  a  failure  in  the  condenser.  As  has  already 
been  set  forth,  the  condenser  is  connected  in  shunt  with  the 
breaker  points  in  a  non- vibrating  coil,  and  across  the  vibrator 
contacts  in  a  vibrating  coil.  It  is  of  ample  capacity  to  absorb  the 
e.m.f.  of  self-induction,  thus  preventing  the  piling  up  of  charges 
on  the  primary  contact  points,  so  as  to  form  a  spark  or  arc.  The 
secondary  spark  will  be  most  effective  if  the  condenser  acts 
properly.  Should  the  condenser  break  down  or  be  removed,  it  is 
practically  impossible  to  get  a  secondary  spark  suitable  for  firing. 

The  tin-foil  layers  in  the  condenser  may  be  punctured  by  a 
high-voltage  discharge  and  the  breaker  contacts  in  shunt  there- 
with be  thereby  short-circuited,  or  the  connections  to  the  con- 
denser terminals  may  be  broken,  thereby  opening  the  drcuit- 
If  the  condenser  is  short-circuited,  the  primary  circuit  cannot 
opened,  for  the  short-circuit  therein  bridges  the  breaker  contacts 
No  spark  can  therefore  be  produced  at  the  spark  plug.     If  th 
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circuit  to  the  condenser  is  broken,  it  is  not  permitted  to  absorb 
the  e.m.f.  of  self-induction,  and  the  secondary  spark  is  feeble. 

The  condition  of  the  condenser  can  usually  be  determined  in 
the  following  way:  Open  and  close  the  contacts  at  the  breaker 
points  and  observe  the  quality  of  the  spark  produced  across  a 
j4[-inch  gap  in  the  secondary  circuit.  If  a  good,  thick,  blue 
spark  is  obtained  in  the  secondary  circuit  and  there  is  no  objec- 
tionable spark  at  the  breaker  contacts,  it  may  be  assumed  that 
the  condenser  is  in  proper  condition.  If,  on  the  other  hand,  the 
secondary  spark  is  feeble  and  considerable  spark  is  observed  at 
the  breaker  points,  it  is  probable  that  the  condenser  is  open- 
circuited.  If  no  spark  is  produced  in  the  secondary  when  the 
breaker  points  are  opened,  while  at  the  same  time  current  flows 
in  the  primary,  it  may  be  assumed  that  the  condenser  is  short- 
circuited. 

Automatic  Spark  Advance 

In  some  automobile  systems  the  advancing  or  retarding  of  the 
spark  is  cared  for  automatically,  being  governed  by  the  speed  of 
the  engine.  This  relieves  the  driver  of  the  responsibility  of 
changing  the  setting  of  his  spark  during  ordinary  driving.  In 
one  form  of  device  for  advancing  the  spark,  the  governor  has  a 
revolving  weight  which  is  carried  on  the  distributor  shaft  below 
the  cam  which  operates  the  breaker.  The  entire  mechanism  is 
arranged  so  that  the  weights  move  outward  against  the  resistance 
of  a  spring,  and  as  the  engine  speeds  up  the  cam  and  ring  are 
shifted  forward  with  respect  to  the  timer  shaft. 

With  the  manual  spark  advance  the  operating  lever  is  placed 
on  the  steering  column  and  the  proper  position  is  determined  by 
the  judgment  of  the  operator. 


SECTION  XVIII  CHAPTER  II 

>\UTOMOBILE  ENGINE  IGNITION,  STARTING,  AND  LIGHTING 

MODERN  BATTERY  IGNITION 

1.  Explain  the  action  of  a  vibrating  induction  coil  for  ignition  purposes. 
Sketch. 

2.  Explain   the   action   of   a   non-vibrating   induction   coil    for    ignition 
I>iirposes.    Sketch. 
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3.  Explain  the  construction  and  object  of  the  low-tension  timer. 

4.  Explain  the  general  scheme  of  the  ignition  system  employed  on 
Ford  automobiles.     Sketch. 

5.  Explain  why  it  is  desirable  to  alter  the  time  of  firing  in  an  auto 
engine. 

6.  Explain  how  to  "time"  the  firing  of  an  engine  using  a  battery  ignition 
system. 

7.  What  are  the  principal  parts  of  a  battery  ignition  system  with  a 
high  tension  distributor  for  a  four-cylinder  engine?  Sketch  complete 
circuit 

8.  Is  the  ignition  spark  produced  when  the  timer  contacts  open  or 
close  ?    Why  ? 

9.  Of  what  material  are  the  timer  contacts  made?    Why? 

10.  Explain  the  construction  and  advantages  of  the  high  tension  dis- 
tributor. 

11.  Explain  the  object  and  construction  of  the  "comi)ensated  resistance 
unit"  on  an  induction  coil. 

12.  Explain  how  to  make  the  proper  adjustment  of  a  vibrating  induc- 
tion coil.  Approximately  what  amount  of  current  should  such  a  coil 
consume  ? 

13.  Explain  how  to  determine  whether  the  condenser  in  an  ignition 
system  is  open-circuited,  short-circuited  or  in  good  condition. 


SECTION  XVIII  CHAPTER  III 

AUTOMOBILE  ENGINE  IGNITION,  STARTING 

AND  LIGHTING 

Magnetos 

Magnetos  are  used  extensively  for  ignition  purposes  on  auto- 
mobiles of  all  kinds.  They  consist  of  two  parts :  the  field  struc- 
ture, composed  of  laminated  compound  steel  permanent  mag- 
nets, and  the  armature,  on  which  is  placed  a  winding  designed 
to  revolve  within  the  field  and  thereby  produce  the  ignition 
current.  There  are  two  general  types  of  magnetos:  (1)  The  type 
with  a  wound  armature,  the  core  of  which  is  usually  of  **H**  con- 
struction, and  (2)  the  inductor  type.  In  the  first,  the  conduc- 
tors themselves  revolve  in  the  magnetic  field.  In  the  second, 
the  conductors  are  stationary,  and  the  rotor  produces  the  neces- 
sary alteration  in  the  magnetic  flux. 

Magnetos  may  also  be  classified  as  either  high-tension  or  low- 
tension,  depending  upon  the  voltage  which  they  generate.  Both 
of  these  types  may  have  either  a  revolving  armature  or  they  may 
be  of  the  inductor  type. 

Low-Tension  Magnetos 

In  the  low-tension  magneto  the  armature  winding  is  of  coarse 
wire,  usually  about  No.  18  gauge,  and  the  voltage  generated  is 
low.  In  order  to  raise  the  potential  to  a  suitable  velue  for  igni- 
tion purposes,  it  is  necessary  to  employ  an  induction  coil.  This 
coil  must  have  a  low-tension  winding  which  receives  current  from 
the  magneto  and  a  high-tension  winding  in  which  the  requisite 
voltage  for  ignition  is  generated. 

The  high-tension  magneto  combines  in  one  structure  the  ele- 
ments of  generator  and  transformer.  No  external  induction 
coil  is  therefore  required.  The  windings,  which  correspond  to 
the  primary  and  secondary  of  the  induction  coil,  are  both  placed 
upon  the  armature  of  the  magneto.  The  condenser,  to  care  for 
the  spark  at  the  breaker  contacts,  is  also  frequently  carried  within 
the  armature  housing. 

A  distinction  should  be  made  here  between  the  true  high- 
tension  magneto  and  the  type  manufactured  by  some  com- 
panies in  which  a  transformer  coil  is  placed  outside  of  the  mag- 
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neto  and  the  armature  has  a  low-tension  winding.  This  type  is 
sometimes  designated  as  a  high-tension  magneto.  But  it  is 
not  in  the  proper  application  of  the  term. 

A       _  p 


360" 


Fig.  971. 

Revolving  armature  magnetos  require  sliding  contacts  in  order 
to  collect  the  current.  In  the  inductor  type  no  such  sliding 
contacts  are  necessary,  as  the  windings  are  stationary. 

Fig.  971  shows  a  wave  of  current  produced  by  the  ordinary 
**H**   type  of  magneto   armature,   sometimes   called   **shuttle- 


FiG.  972. 


Fig.  973. 


wound"  because  it  is  wound  like  a  shuttle.  There  is  a  consider 
able  departure  from  the  sine  wave  of  e.m.f.  produced  in  larg 
alternators.  It  is  e\4dent  that  only  a  portion  of  this  wave  i 
useful  for  ignition  purposes  as  during  the  rest  of  the  time  th 
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voltage  is  not  suflSciently  high.  The  effective  ratige  is  between 
the  dotted  Knes  A-B  arid  represents  an  arc  of  about  40  degrees. 
The  actual  position  of  the  armature  when  the  current  is  of  a 
maximum  value  as  shown  at  A  is  illustrated  in  Fig.  972.  The 
actual  position  of  the  armature  when  the  current  has  fallen  to 
B  is  shown  in  Fig.  973.  It  is  only  through  this  range,  therefore, 
that  current  may  be  obtained  for  ignition  purposes.  The  posi- 
tion in  Fig.  972  represents  the  extreme  point  of  spark  advance 
and  the  position  in  Fig.  973  the  point  of  extreme  retard.  Because 
of  the  shape  of  the  core,  any  further  advance  ahead  of  Fig.  972, 
or  retard  beyond  Fig.  973,  would  give  too  low  an  e.m.f.  to  pro- 
duce a  suitable  spark. 

It  is  therefore  necessary  to  have  the  magneto  driven  by  gears 
from  the  engine  shaft  so  that  the  armature  will  never  vary  in  its 
proper  relation  to  the  position  of  the  cranks  and  the  proper  time 
for  firing.  As  the  current  reverses  in  each  half-revolution  it  is 
evident  that  there  are  two  ranges  during  which  a  spark  may  be 
obtained;  one,  Fig.  971  in  a  positive  direction,  and  one  in  a  nega- 
tive direction.  Thus,  two  sparks  may  be  obtained  for  each 
revolution  of  the  armature.  In  a  fotu--cylinder  automobile 
engine  this  necessitates  the  armature  revolving  at  crank-shaft 
speed.  It  will  therefore  produce  four  sparks  while  the  crank 
shaft  makes  two  revolutions.  With  a  six-cylinder  engine  it  is 
required  that  the  magneto  shall  make  three  revolutions  during 
two  revolutions  of  the  crank  shaft. 

Where  a  low-tension  magneto  is  employed  with  an  external 
transformer  for  raising  the  voltage,  provision  is  usually  made  for 
using  a  dry  battery  as  an  alternative  source  of  supply  instead  of 
the  magneto.  The  batteries  can  be  used  for  starting  when  the 
speed  of  the  magneto  is  low  and  also  for  running  in  case  of 
emergency.  As  the  breaker  employed  for  magnetos  maintains 
the  circuit  closed  during  most  of  the  cycle,  the  life  of  the  batteries 
would  be  short  if  the  same  breaker  was  employed.  It  is  usual, 
however,  to  provide  connections  in  the  switch  so  that  an  inter- 
rupter is  in  series  between  the  battery  and  the  coil.  In  this  case 
the  spark  is  induced  by  the  interrupter  rather  than  by  the 
breaker.  In  some  dual  systems  a  push  button  is  employed  in 
connection  with  the  switch  for  the  purpose  of  operating  a  vibra- 
tor so  that  the  spark  may  be  produced  without  cranking  the 
engine.  If  an  explosive  charge  happens  to  be  in  the  cylinder 
through  which  the  spark  is  directed,  the  engine  may  start. 
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The  Ford  Magneto. ^Tlie  magneto  univcrsaUy  employed  on 
Ford  cars  is  of  the  inductor  type  and  furnishes  an  alternating 
current  under  a  relatively  high  frequency.  It  is  a  low-tension 
machine  and  suppHes  current  fur  vilwating  induction  coils 
mounted  on  the  dash.  Fig.  974  shows  the  magnets  which  are 
carried  on  the  fly-wheel  and  Fig.  975  the  stator  which  supports 
the  coils.    There  are  sixteen  coils  in  the  winding  carried  inside  the 


Ford  Magneto  1 

fly-wheel  housing.  The  magnets  rotate  within  a  distance  of  1/32       ■ 
inch  from  the  coils.     The  north  poles  of  two  adjacent  magnets  are  ^M 
fastened  together,  as  are  also  the  next  pair  of  south  poles.     When.  ^1 
a  pair  of  north  poles  are  in  front  of  one  of  the  coils,  the  magnetic  ■ 
flux  passes  through  the  core  of  one  coil,  through  the  plate  which 
supports  the  coil  and  out  through  the  core  of  the  adjacent  coil 
to  the  south  poles.     The  current  reverses  every  time  the  fly- 
wheel  makes   1/16  of   a    re\'olution.      This  results  in  sixteem- 
current  impulses  for  every  revolution  of  the  fly-wheel.     At  I,80C^ 
r.p.m.,  or  M)  miles  per  hour,  this  means  a  frequency  of  240cycle^^ 
per  second.     All  the  coils  are  connected  in  series,  and  one  endo"^^ 


Automobile  Engine  Ignition,  Starting  and  Lighting         313 

the  circuit  is  grounded  on  the  engine  frame.  The  other  end 
leads  through  an  insulated  binding  post  to  the  outside  of  the 
engine.  From  this  terminal  a  circuit  leads  to  all  four  of  the 
induction  coils  through  a  metallic  platie  for  the  purpose,  located 
in  the  bottom  of  the  coil  box,  as  shown  in  Fig.  968.  The 
other  four  terminals  of  the  coils  lead  to  the  four  binding  posts 
of  the  timer,  which  is  carried  on  the  front  end  of  the  cam- 
shaft.  As  one  side  of  the  magneto  is  grounded  and  as  the  timer 
completes  the  circuit  through  its  insulated  terminals  and  the 
revolving  roller  to  the  ground  for  each  induction  coil  in  proper 
order,  it  is  evident  that  the  magneto  current  will  pass  through 
whichever  coil  is  groimded  through  the  timer.  These  coils  are 
each  provided  with  two  windings  and  a  vibrator. 

There  is  a  marked  difference  between  this  magneto  and  those 
previously  described.  Because  of  the  high  frequency  of  the 
current  delivered  and  the  fact  that  successive  impulses  follow 
each  other  very  closely,  it  is  not  necessary  to  have  the  magneto 
timed  with  respect  to  the  engine. 

The  frequency  is  so  high  that  the  variations  of  the  current 
cause  only  a  slight  alteration  in  the  instant  when  the  spark  is 
produced,  and  there  is  no  practical  disadvantage  in  the  fact 
that  the  current  repeatedly  falls  to  zero.  The  arc  of  contact  in 
the  timer  is  suflSciently  great  to  cause  one  current  wave  to  merge 
into  the  next,  so  that,  if  the  moving  magnets  are  in  a  position 
where  no  current  is  produced  when  the  timer  first  makes  contact, 
the  crank  shaft  need  move  only  a  very  few  degrees  before  the 
magneto  reaches  a  position  where  it  will  generate  sufficient 
current  to  induce  a  discharge  from  the  coil.  It  is  therefore  only 
necessary  to  rotate  the  housing  of  the  timer  to  vary  the  ignition 
of  this  system.  It  is  customary  to  fix  the  point  of  firing  so  that 
contact  will  be  made  in  the  timer  of  cylinder  No.  1  when  the 
piston  in  that  cylinder  is  about  >^  inch  below  dead  center  on  the 
explosion  stroke  when  the  spark-control  lever  on  the  starting 
Wheel  is  in  the  full  retarded  position. 

High-Tension  Magnetos 

As  has  already  been  stated,  the  high-tension  magneto  is  a  self- 
contained  machine  in  which  the  requisite  high  voltage  is  pro- 
duced for  jumping  the  gap  in  the  spark  plug  without  the  aid  of 
ajiy  external-induction  coil.  The  armature  winding  consists  of 
tvro  sections,  a  primary  and  secondary,  which  are  connected  to 
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each  other.     The  interrupter  is  attached  to  the  end  o£  the  mag- 
neto shaft  and  the  distributor  is  geared  immediately  above  it. 

The  Bosch  Magneto.— One  of  the  most  widely  used  magnetos 
is  the  Bosch.  A  sectional  view  of  this  machine,  showing  the 
principal  parts,  is  given  in  Fig.  976.  It  has  an  armature  of  the 
"H"  type  mounted  on  ball  bearings.  As  will  be  seen  in  Fig.  977, 
the  armature  contains  a  primary  winding  of  a  few  convolutions 
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Pig.  976. — Sectional  view  of  Bosch  high-tension  magneto, 
of  heavy  wire  and  a  secondary  winding  of  many  convolutions  ol 
fine  wire,  the  latter  being  wound  outside  of  the  primary-  •' 
condenser  is  placed  in  the  end  of  the  armature  and  revolves  mli' 
it.  The  interrupter  for  breaking  the  primary  circuit  is  placed  on 
an  extension  of  the  armature  shaft,  and  the  condenser  is  placed 
in  shunt  with  it.  The  breaker  points  are  separated  by  means  o* 
cams  placed  on  the  inside  of  the  interrupter  housing.  This  is  s 
different  arrangement  from  that  found  on  the  low-tension  mag' 
neto,  where  the  cam  is  carried  on  the  armature  shaft  and  the 
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breaker  on  the  housing.  It  is  generally  considered  advantageous, 
however,  to  have  the  breaker,  primary  winding,  and  condenser  all 
mounted  on  the  armature  shaft,  as  this  gives  a  very  compact  and 
efficient  construaion. 

As  indicated  in  Fig.  977,  thefirst  or  inner  end  of  the  low-tension 
winding  of  the  armature  is  grounded  on  the  armature  core,  and 
the  common  connection  between  the  high-tension  and  low- 
tension  windings  is  brought  out  through  an  insulated  path  to  the 
breaker  contact.     A  good  ground  for  the  magneto  armature  is 


for    Bosch    high -ten  si  on 


assured  by  means  of  a  brush  which  slides  on  the  armature  hous- 
ing and  which  connects  with  the  frame  of  the  magneto.  The 
low-tension  winding  is  normally  maintained  on  short-circuit 
through  the  breaker  contacts.  As  the  armature  revolves,  the 
voltage,  and  therefore  the  current  generated  in  this  winding, 
varies  from  zero  to  a  maximum  value.  The  high-tension  winding 
also  generates  a  considerable  voltage,  due  to  cutting  of  lines  of 
force  of  the  permanent  magnetic  field.  This  voltage,  however, 
is  not  sufficient  to  bridge  the  gaps  at  the  spark  plugs.  When 
the  proper  time  for  firing  arrives,  the  breaker  contacts  open  and 
the  short-circuit  on  the  low-tendon  winding  is  interrupted.  The 
delivered  current  is  now  due  to  three  causes.  First,  as  the  cur 
rent  collapses  in  the  primary  winding,  due  to  the  opening  of  the 
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short-circuit  thereon,  mutual  induction  sets  in  between  the 
low-tension  and  high-tension  windings.  Second,  the  generated 
voltage  in  the  secondary  winding,  due  to  the  rotational  effect 
of  the  armature.  This  e.m.f.  is  in  the  same  direction  as  that 
generated  in  the  secondary  winding  by  mutual  induction.  Third, 
to  whatever  extent  mutual-induction  fails  between  the  low-tension 
and  high-tension  windings  due  to  leakage,  to  precisely  this  extent 
self-induction  ensues  in  the  primary  winding.  As  the  low-tension 
and  high-tension  windings  are  in  series,  the  e.m.f.  of  self-induction 
and  the  e.m.f.  of  mutual  induction  all  combine  to  aid  the  voltage 
due  to  generator  action  in  the  secondary  winding,  and  a  veri- 
table flame  is  produced  at  the  spark-plug  points  of  such  inten- 
sity that  it  may  properly  be  characterized  an  arc.  Magnetos 
of  this  type  have  sometimes  been  designated  "arc  light'*  ma- 
chines because  of  this  action. 

To  stop  the  engine,  a  switch  is  employed  which  permanently 
short-circuits  the  low-tension  winding.  This  kills  the  e.m.f.  of 
both  mutual-induction  and  self-induction,  and  the  normally 
generated  secondary  e.m.f.  is  not  sufficient  to  bridge  the  spark 
gap  at  the  plugs. 

The  magneto  armature  is  driven  through  gears  at  crank-shaft 
speed,  while  the  distributor  above  it  is  geared  for  cam-shaft 
speed,  which  is  one-half  of  crank-shaft  speed.  When  the  inter- 
rupter housing  is  in  the  fully  advanced  position,  the  armature 
should  be  in  the  position  shown  in  Fig.  972,  at  the  moment  when 
the  breaker  contacts  open.  It  is  then  possible  to  shift  the 
timing  lever  between  30  and  40  degrees,  which  will  rotate  the 
housing  of  the  breaker  contacts  to  the  full-retard  position.  This 
insures  that  a  spark  of  maximum  intensity  will  be  produced 
when  the  engine  is  running  at  normal  speed  and  the  housing  set 
for  full  advance. 

Referring  to  Fig.  977,  the  outside  terminal  of  the  high-tension 
winding  of  the  armature  leads  to  a  highly  insulated  slip-ring  on 
the  back  of  the  armature,  on  which  is  placed  a  carbon  brush. 
This  brush  collects  the  high-tension  current  and  leads  it  through 
a  rod  to  the  center  of  the  distributor,  where  contact  is  made  with 
the  revolving  ami.  The  high-tension  current  is  then  directed 
to  the  proper  cylinders  in  order.  After  passing  to  the  engine- 
frame,  the  current  returns  via  the  grounded  circuit  to  the  fram< 
of  the  magneto,  thence  through  the  armature  core  to  the  insid 
end  of  the  low-tension  winding. 
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When  a  high-tension  magneto  is  assembled  it  is  important 
that  the  gears  between  the  armature  and  distributor  should  be 
set  with  the  proper  relation  so  that  the  distributor  arm  will  make 
contact  in  the  housing  with  the  proper  segment  at  a  time  when 
the  interrupter  paints  break  the  circuit  in  either  the  advance  or 
retard  position.  The  span  of  a  distributor  segment  is  made 
sufficient  to  accomplish  this  purpose.  When  the  spark  is  set 
for  full  advance,  the  brush  in  the  distributor  should  be  just  coming 
in  contact  with  a  given  segment,  and  when  the  breaker  contacts 
open,  the  brush  should  be  just  leaving  the  same  segment  with 
the  interrupter  housing  shifted  to  full-retard  position. 


Fir..  978. — General  arrangement  of  c 
of  dual  ignitio 


Because  of  the  high  voltage  generated  in  this  type  of  magneto 
it  is  necessary  that  a  safety  gap  be  provided  to  prevent  puncture 
of  the  armature  insulation  or  the  breaking  down  of  the  condenser 
in  case  the  circuits  leading  to  the  spark  plugs  should  be  inter- 
rupted. This  gap  is  shown  in  Fig.  977,  placed  just  above  the 
armature  at  the  rear.  The  contact  points  which  are  placed 
across  the  high-tension  circuit  are  separated  about  5/16  inch. 
Sparks  should  not  be  permitted  to  jump  these  contacts  continu- 
ously, as  there  is  danger  of  injuring  the  armature  winding  or 
breaking  down  the  condenser. 
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The  Bosch  Dual  System. — In  the  Bosch  dual-ignition  system  j 
a  standard  high-tension  Bosch  magneto,  carrying  two  sets  of  ] 
breaker  contacts,  is  employed.     Attached  to  the  armature  shaft  ] 
is  a  disk  with  two  segments,  through  which  the  current  is  col-  I 
lected.     The  rollers  or  cams  are  carried  on  the  interrupter  hous- 
ing.    The  magneto  is  also  provided  with  a  steel  cam,  ha\Hng  I 
two  projections  and  built  into  the  interrupter  disk.     This  cam  J 
operates  a  lever  carried  on  the  interrupter  housing  and  is  con-  ] 
nected  in  the  battery  circuit,  so  as  to  serve  as  a  primary  inter- 
rupter for  the  battery  current.     When  the  battery  is  used,  a 
non-vibrator  transformer  coil  is  employed  to  step  up  the  voltage,   ! 
The  induction  coil  .used  with  this  system  is  mounted  in  a  brass] 
case  and  arranged  to,  be  attached  to  the  dash  board.     The  wiring  ] 


End  View  of  Mugn^lo,  Loogitadinal  Section  of  M 

Fig.  979. — Remy  inductor  type  o£  low-tension  magneto. 

for  this  system  is  shown  in  Fig.  978.     Dual  ignition  involves  more 
or  less  complication  in  wiring  and  equipment. 

The  Eiseman  Impulse  Starter.— Many  magnetos  do  not  give 
a  spark  of  sufficient  intensity  to  fire  the  engine  when  cranking  by 
hand.  The  makers  of  the  Eiseman  magneto  have  overcome  this 
difficulty  by  a  device  called  an  "impulse"  starter.  This  con- 
sists of  a  spring  coupling  between  the  source  of  power  and  the 
magneto  armature.  When  cranking,  this  spring  is  compressed 
and  the  armature  positively  driven,  the  coupling  being  main- 
tained rigid  through  the  medium  of  a  trigger.  When  the  time 
for  firing  arrives,  however,  the  cam  on  the  trigger  ring  engages 
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!  one  on  the  tube  within  and  disengages  the  trigger.  This 
'"allows  the  spring,  which  has  already  been  compressed,  to  spin 
the  armature  of  the  magneto  past  the  firing  point  and  thus 
provide  a  hot  spark.  When  the  rotational  speed  is  slow  the 
trigger  is  caught  as  it  passes  the  notch,  but  when  the  rotational 
speed  is  high,  as  when  the  engine  is  firing,  centrifugal  force  pre- 
vents the  trigger  from  entering  the  notch  provided  for  it.  A 
permanent  solid  connection  is  therefore  provided  for  driving  at 
high  speed.  With  this  type  of  starter  an  auxiliary  ignition 
system  is  not  necessary. 


The  Remy  Low-Tension  Magneto. — Attention  has  already  been 
^ected  to  the  inductor  type  of  ma>;neto.    The  Ford  and  the  Remy 
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belong  to  this  class.  In  the  Remy  magneto  both  the  coils  and 
the  magnets  are  stationary,  the  flux  being  cut  by  the  rotation  of 
an  S-shaped  rotor  within  the  coil.  The  reversal  of  the  flux  gen- 
erates the  current  in  the  stationary  winding.  Fig.  979  illustrates 
the  construction  of  the  Remy  magneto.  All  moving  wires,  car- 
bon brushes  and  sliding  contacts  are  eliminated.  The  rotating  * 
part  is  a  solid  steel  shaft  carrying  two  simple  forgings  or  inductor 
wings,  one  on  each  side  of  the  winding.  The  stationary  winding 
is  directly  connected  through  a  circuit  breaker  with  the  primary 
of  a  non- vibrator  coil.  The  design  of  the  rotor  is  such  that  the 
current  wave  is  considerably  prolonged,  allowing  a  range  of 
timing  something  over  60  degrees  of  the  inductor's  revolution. 
The  Dixie  Magneto. — One  of  the  most  imusual  types  of  in- 
ductor magnetos  is  the  Dixie,  invented  by  Charles  T.  Mason. 
This  machine  is  manufactured  by  the  Splitf ord  Electric  Company. 
The  magneto  consists  of  a  pair  of  magnets,  a  field  structure,  a 
stationary  winding,  a  rotor,  a  circuit  interrupter  and  a  con- 
denser. The  rotor  carries  two  wings,  N  and  5,  Fig.  980,  sepa- 
rated by  a  bronze  casting,  B,     The  polarity  of  the  wings  is  al- 
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Fig.  982. 


Fig.  983. 


Fig.  984 


ways  the  same,  for  the  magnetism  never  reverses  therein.  The 
rotor  in  revohdng  allows  the  magnetic  flux  to  circulate  through 
the  core  of  the  winding  in  alternating  directions,  according  to 
the  position  which  the  rotor  occupies  with  respect  to  the  poles 
of  the  field  structure.  A  view  of  this  magneto  with  cover  re- 
moved is  shown  in  Fig.  981. 

In  Fig.  982  it  will  be  noted  that  the  path  of  the  flux  through  the 
coil  is  from  left  to  right.     In  Fig.  983  the  flux  does  not   pass- 
through  the  coil  at  all,  while  in  Fig.  984  the  flux  passes  through- 
the  coil  from  right  to  left.     When  the  magnetic  flux  is  changing' 
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in  the  core  of  the  coil  at  a  maximum  rate,  the  highest  voltage  and 
therefore  the  greatest  intensity  of  current  will  be  induced.  This 
occurs  in  the  position  shown  in  Fig. 
983.  This  is  the  point  where  the 
interrupter  contacts  should  open 
the  primary  circuit.  Fig.  985  gives 
a  very  clear  idea  of  the  magnetic 
circuit.  A  diagram  of  the  electri- 
cal circuits  for  this  magneto  is  given 
in  Fig.  986.  When  the  primary 
circuit  is  broken,  a  high -voltage 
current  is  induced  in  the  secondary 
winding,  this  current  being  directed  to  the  proper  spark  plug 
by  a  geared  distributor  carried  above  the  rotor  shaft. 
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1  Dixie  inductor- type 


An  unusual  feature  found  in  this  magneto  is  the  ability  to  shift 
the  pole  pieces  together  with  the  timing  lever  for  the  purpose  of 
retarding  or  advancing  the  spark.  This  allows  the  breaker  con- 
tacts to  open  the  primary  circuit  when  the  primary  current  is  at 
its  nsaximum  value  regardless  of  the  position  of  advance  or 
retard. 
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Magneto  Timing 

As  already  stated,  engines  of  the  four-stroke-cycle  type  require 
four  strokes  of  the  piston  or  two  revolutions  of  the  crank  shaft 
to  complete  the  cyde.  In  Fig.  987  an  attempt  is  made  to  show 
these  two  revolutions,  and  to  illtistrate  what  occurs  in  each 
portion  of  the  cycle.  The  crank  is  supposed  to  be  rotating  anti- 
clock  wise  and  the  piston  moving  vertically.  Consider  the 
piston  at  the  top  of  its  stroke  and  about  to  start  downward. 
After  the  crank  has  moved  through  an  angle  of  approximately 
l(f ,  the  inlet  valve  must  open.  The  suction  stroke  of  the  engine 
now  begins,  and  the  inlet  valve  shotdd  dose  between  20**  and  30° 
after  the  crank  passes  the  lower  dead-center  point.  This  necessi- 
tates the  inlet  valve  remaining  open  through  an  angle  of  between 
180**  and  200°.  The  crank  now  moves  upward,  compressing 
gas  in  the  top  of  the  cylinder  as  both  inlet  and  exhaust  valves 
are  dosed.  Somewhere  between  5**  and  10**  before  the  crank 
reaches  the  upper  dead-center  point,  the  gas  is  ignited  and  com- 
bustion begins.  Within  an  angle  of  from  5**  to  10**  the  combus- 
tion should  be  completed.  It  is  important  that  the  ftall  energy 
of  the  exploding  gas  shall  be  exerted  upon  the  piston  head  just 
as  the  crank  passes  the  upper  dead-center  position  and  as  the 
piston  starts  downward  on  the  explosion  stroke.  During  this 
stroke  the  gas  expands.  Somewhere  between  30**  and  40*^ 
before  the  crank  reaches  the  lower  dead  center-point,  the  ex- 
haust valve  should  open,  thus  permitting  the  gas  to  be  forced 
out  of  the  cylinder  on  the  return  stroke.  This  valve  should 
close  a  few  degrees  after  the  crank  has  passed  the  upper  dead- 
center  point.     Another  cycle  is  then  started. 

When  an  engine  is  being  cranked  it  is  necessary  that  the  igni- 
tion point  should  be  delayed  until  the  piston  passes  the  upper 
dead  center.  This  is  to  avoid  an  early  explosion,  forcing  the 
crank  backward.  To  delay  the  firing,  the  spark  must  be  re- 
tarded. When  the  engine  gets  under  way,  the  spark  shotdd  be 
advanced  until  it  takes  place  at  the  proper  time,  as  indicated  in 
Fig.  987.  Complete  combustion  of  the  fidl  charge  does  not 
occur  instantaneously  but  requires  a  considerable  fraction  of  a 
second  for  its  completion.  At  high  speed  the  piston  may  move 
a  considerable  distance  during  this  interval.  This  is  the  reason 
that  the  spark  must  be  produced  a  few  degrees  in  the  cyde  before 
the  crank  reaches  the  upper  dead-center  point,  in  order  to  allow 
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lime  for  the  mixture  lo  bum  and  the  full  pressure  to  develop 
before  the  working  stroke  begins.  The  faster  the  engine  runs 
the  more  the  spark  should  be  advanced,  while  the  slower  it  runs 
the  more  the  spark  should  be  retarded.  This  is  the  reason  that 
the  time  of  firing  must  be  controlled  either  by  a  lever  operated 
by  the  driver  or  by  some  mechanism  which  provides  for  an  auto- 
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matic-  ;iiijtistmciU  of  the  s])ark.     The  adjustment  of  the  spark 
to  the  proper  point  is  called  "liming." 

In  Fig.  9X8  a  view  is  given  of  cylinder  No.  1  in  an  automobile 
engine,  witli  the  crank  in  the  profjcr  position  for  the  explosion 
stroke.  The  ch;irge  i^  compressed  in  the  top  of  the  cylinder 
nnd  the  crank  \<-  about  to  descend.  The  inlet  and  exhaust  valves 
arc  bdlli  eldsed.  The  flexible  coupling  connecting  the  magneto  to 
the  driving  shaft  slumld  he  loosened,  and  the  armature  of  the  mag- 
nelo  should  tie  rotateii  in  its  proper  direction  until  the  brush  in 
the  distributor  is  in  contact  with  segment  \o.  I,  which  in  turn 
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should  lead  to  the  spark  plug  in  No.  1  cylinder.  The  spark  lever 
should  now  be  placed  in  the  fully  retarded  position  and  the  arma- 
ture shaft  rotated  until  the  cam  is  just  about  to  separate  the 
contact  points  in  the  breaker  housing.  This  is  as  shown  in  cut. 
The  crank  at  this  time  shotild  be  exactly  on  dead  center.  With 
the  magneto  positively  held  in  this  position  the  coupling  should 
then  be  tightened.  The  other  spark  plugs  should  then  be  wired 
to  the  distributor  in  the  order  in  which  the  engine  is  designed  to 
fire.  When  the  spark  lever  is  placed  in  its  fully  retarded  position, 
the  magneto  will  fire  the  charge  sufficiently  late  to  make  hand 
cranking  safe,  and  from  this  point  the  spark  may  be  advanced  as 
the  speed  of  the  engine  requires. 


SECTION  XVIII  CHAPTER  III 

AUTOMOBILE  ENGINE  IGNITION,  STARTING,  AND  LIGHTING 

MAGNETOS 

1.  Explain  the  general  principle  of  the  magneto  employed  for  ignition 
purposes. 

2.  Explain  the  actual  construction  of  a  low-tension  magneto. 

3.  Explain   the  construction  of  a  semi-high   tension  magneto. 

4.  Explain  the  construction  of  a  straight  high  tension  magneto. 

5.  Explain  the  construction  of  the  inductor  type  magneto. 

6.  May  magnetos  be  belt -driven  or  must  they  be  positively  geared?    Why? 

7.  Give  sketch  of  current  wave  produced  by  a  magneto  and  show 
through  just  what  range  the  current  is  of  sufficient  magnitude  for  igni- 
tion purposes. 

8.  Explain  the  construction  of  the  Ford  magneto. 

9.  Explain  the  construction  of  the  Bosch  high  tension  magneto. 

10.  Give  sketch  of  wiring  for  a  Bosch  high  tension  magneto  for  a 
four-cycle  engine,  including  all  interior  and  exterior  circuits. 

11.  In  order  to  stop  the  engine,  how  is  the  ignition  circuit  rendered 
inoperative  when  supplied  by  a  high  tension  magneto. 

12.  Explain  the  general  plan  of  the  Bosch  dual  ignition  system. 

13.  Explain  the  construction  of  the  Remy  low  tension  inductor  type 
magneto. 

14.  Explain  the  principle  of  operation  and  construction  of  the  Dixie 
high  tension  magneto.    What  are  its  advantages? 

15.  Explain  in  detail  the  method  of  adjusting  the  timing  of  a  magneto. 


SECTION  XVIII  CHAPTER  IV 

AUTOMOBILE  ENGINE  IGNITION.  STARTING 

AND  LIGHTING 

Starting  and  Lighting  Systems 

During  the  development  of  the  gasoline  automobile  many 
different  devices  have  been  designed  and  put  on  the  market  for 
cranking  the  engine  until  it  was  able  to  operate  under  its  own 
power.  Among  the  more  successful  of  these  were  the  mechan- 
ical starter  which  was  operated  by  the  driver  from  the  seat;  air 
starters,  which  admitted  compressed  air  from  a  storage  tank  to 
the  engine  cylinders;  acetylene  starters,  by  means  of  which  the 
driver  could  inject  a  small  quantity  of  acetylene  gas  into  the 
cylinders  for  starting  on  the  spark;  and  electric  starters,  which 
crank  the  engine  by  a  small  electric  motor,  deriving  power  from 
a  storage  battery  carried  on  the  car. 

The  electric  starter  has  practically  replaced  all  other  types  of 
starters  and  is  now  furnished  as  standard  equipment  on  practi- 
cally all  passenger  cars  and  on  many  trucks.  The  essential  parts 
of  a  typical  electric  starting  and  lighting  system  are  a  small 
D.  C.  motor  for  cranking  the  engine;  a  storage  battery  to  supply 
current  to  the  lights  when  the  generator  is  not  being  operated 
and  current  to  the  starting  motor  for  cranking  the  engine,  and 
a  D.  C.  generator  for  charging  the  storage  battery. 

Ii)lectric  starting  and  lighting  systems  may  be  divided  into  two 
g(»noral  classes  accc^rding  to  the  number  of  individual  units  used 
to  perform  the  starting  and  generating  functions.  In  the  single- 
unit  system  the  starting  motor  and  generator  are  combined  into 
one  unit  known  as  a  motor-generator.  It  draws  current  from 
the  storage  battery  for  cranking  the  engine,  and  after  the  engine 
begins  to  fire  and  operate  under  its  own  power  with  increasing 
Sliced,  the  motor-generator  automatically  becomes  a  generator 
and  sends  current  back  into  the  battery. 

In  the  two-unit  system  the  starting  motor  and  generator  are 
built  as  separate  units.     The  generator  is  permanently  geared  to 
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the  engine  and  driven  continuously  by  it.  The  starting  motor 
is  normally  disconnected  from  the  engine  through  the  driving 
mechanism  and  operates  only  when  the  starting  switch  is  closed 
and  the  starting  gears  brought  into  mesh. 

Another  type  of  starting  and  lighting  system,  which  is  a  com- 
promise between  the  single-unit  system  and  the  two-unit  system, 
is  the  Delco  motor-generator  system.  This  machine  is  provided 
with  two  separate  sets  of  armature  and  field  windings,  with 
individual  commutators  similar  to  the  two-tmit  system,  but 
employs  n  single  field  structure  and  armature  core  and  therefore 
has  a  magnetic  circuit  similar  to  the  single-unit  system.  This 
system  has  been  brought  to  a  very  high  degree  of  mechanical 
perfection  and  is  used  on  many  high-grade  cars. 

Fig.  988-A  illustrates  a  typical  installation  of  a  two-imit  starting 
and  lighting  system,  showing  the  proper  relation  of  the  different 
units  to  each  other.  This  is  a  single-wire  or  ground-return  S3rs- 
toni  and  employs  the  framework  of  the  car  to  carry  the  rettun 
ourront  from  the  starting  motor,  generator,  lights,  ignition,  and 
hor!i  back  to  the  negative  side  of  the  battery.  The  single-wire 
system  is  now  almost  universally  used  in  preference  to  the  two- 
wiro  system  as  it  greatly  simplifies  the  wiring  of  the  car,  although 
it  has  the  ilisadvantage  that  a  single  ground  on  the  insulated  side 
of  the  system  has  the  s;une  effect  as  a  short-circuit  on  a  two- 
wire  system  and  renders  the  grounded  unit  inoperative. 

The  vohaj^e  usevi  on  the  i>lder  systems  varied  from  6  to  24 
voUs;  but  ai  the  present  time  6  volts  are  used  almost  universally 
tor  stariiui:.  lii:htinv:  and  iv^nition  purposes.  The  higher- voltage 
systems  have  ihe  avivantai^e  that  smaller  currents  are  handled 
{U\d  theiviore  sn\aller  wHring  amid  be  used  and  still  not  have  an 
exv^\^sive  \lrv^p  betwwn  the  battery  and  starting  motor.  The 
l\>\\et-vv\ha>;o  systems  h.ave  the  advantage  that  a  smaller  and 
less  e\jvt\Mve  b^utery  r.\ay  Iv  usevi.  but  also  have  the  disadvan- 
(ii^e  that  larj^ev  v\:rve!\:s  must  Iv  handled,  requiring  larger 
wibleN  IvtwAvn  ;l.v^  iv/.ury  and  the  starting  motor. 

U  \>  alsx*  \ev\  i!v,\\^r:av.:  i:\  the  lower- voltage  systems  that  the 
H\MHiat\vv  v^t  iVe  v;,iv:\:\i;  v*i:\i::t  at^vl  its  connections  shall  be  kept 
I^M  Un\  a .  isv^v.Mx^  iVv.wvu^it  at  the  l\\tter>'  terminals  may  in- 
gi>\M>v  i*'e  i\\v,N',,;tuv  at  t*\'.t  tx^y.tt  to  such  an  extent  that  the 
-^^i^(u)v:  nnnU'v.  ',^*..;\    t.iil  :v^  ^^.rk  at  all.     Wlien  the  starting 
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switch  is  closed  the  initial  rush  of  current  on  a  6- volt  system  may 
be  as  much  as  250  amperes.  Should  a  resistance  of  only  0.01 
ohm  be  encountered  in  the  circuit,  250  amperes  passing  through 
it  would  involve  a  loss  of  2.5  volts,  and  this  would  leave  only  3.5 
volts  to  be  applied  to  the  motor.  It  is  therefore  obvious  that  if 
the  energy  of  the  battery  is  to  be  realized  in  the  starting  motor, 
the  resistance  of  the  starting  circuit  must  be  maintained  as  low 
as  possible. 

A  few  systems  still  operate  with  a  12- volt  battery,  and  in  some 
cases  it  is  arranged  so  as  to  be  di\dded  into  two  groups  and  con- 
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Fig.  988-B. — Storage  of  water  in  reservoir  corresponding  to  the  storage  of 

electrical  energy'  in  a  battery'. 

nected  in  parallel  while  being  charged,  using  the  higher  voltage 
for  starting  purposes  only. 

The  principle  of  operation  of  the  different  units  of  the  starting 
and  lighting  system  may  be  compared  to  the  operation  of  an 
automatic  water  system  as  shown  in  Fig.  988-B.  The  pump  is 
driven  by  a  motor  the  speed  of  which  may  be  controlled  by  an 
adjustable  resistance,  which  is  itself  controlled  by  a  float  in  the 
main  tank  or  reservoir.  The  pump  is  connected  through  a  main 
to  the  reservoir  which  is  placed  at  such  a  height  as  to  give  the 
desired  pressure,  and  also  connects  directly  to  the  various  outlets 
so  that  water  may  pass  directly  from  a  pump  to  the  outlets 
without  first  passing  through  the  reservoir.     A  check  valve  is 


330  Theoretical  and  Practical  Electrical  Engineering 

placed  in  the  main  line  between  the  pump  and  reservoir  for  the 
purpose  of  preventing  water  from  the  reservoir  flowing  back 
through  the  piunp  when  the  pressure  from  the  reservoir  exceeds 
that  of  the  pimip  or  in  case  the  pirnip  should  be  stopped.  If  the 
amount  of  water  being  used  at  the  outlets  is  in  excess  of  that 
supplied  by  the  pump,  the  difference  will  be  supplied  by  the 
reservoir.  This  will  cause  the  level  of  the  reservoir  to  fall,  and 
the  float  mechanism  will  move  the  rheostat  in  such  a  way  that 
the  motor  will  speed  up  and  drive  the  pimip  faster  and  increase 
the  supply  of  water  furnished  by  the  ptmip.  If  the  demand  for 
water  at  the  outlets  should  decrease  below  that  furnished  by  the 
pimip,  the  excess  will  be  forced  into  the  reservoir,  and  as  the 
level  rises  the  float  mechanism  will  cause  the  motor  to  run  slower 
and  reduce  the  output  of  the  piunp.  In  this  way  the  output  of 
the  pump  is  regulated  in  such  a  manner  as  to  maintain  the  reser- 
voir at  a  constant  level  regardless  of  the  variable  demand  for 
water  at  the  outlets. 

The  pump  in  the  water  system  corresponds  to  the  generator 
in  the  starting  and  lighting  system  which  is  driven  by  the  engine, 
the  reservoir  to  the  storage  battery,  the  float  mechanism  to  the 
regulating  relay  for  controlling  the  output  of  the  generator,  and 
the  check  valve  to  the  reverse  current  cutout  of  the  starting  and 
lighting  system. 

The  water  meter  registers  the  amount  of  water  flowing  into  or 
out  of  the  reservoir  and  corresponds  to  the  ammeter  or  current 
indicator  on  the  electric  svstem  which  shows  the  amount  of 
current  flowing  into  or  out  of  the  storage  battery.  If  the  gen- 
erator had  an  output  of  10  amperes  and  the  lamps  required  5 
amperes,  then  the  ammeter  would  show  5  amperes  flowing  into 
the  battery;  but  if  additional  lamps  were  tiuned  on  until  the 
demand  for  current  reached  10  amperes,  then  the  ammeter 
would  register  0,  showing  that  no  current  was  flowing  into  or  out 
of  the  storage  battery. 

If,  now,  still  more  electrical  devices  are  turned  on  and  the 
total  demand  for  current  increased  to  15  amperes,  then  the  bat- 
tery would  have  to  supply  the  difference  of  5  amperes,  and  the 
ammeter  would  show  discharge  of  5  amperes  being  drawn  from 
the  battery.  In  all  two-unit  systems  and  most  of  the  single-unit 
systems  the  current  for  the  starting  motor  does  not  pass  through 
the  ammeter,  as  the  current  supplied  by  the  battery  for  cranking 
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purposes  is  very  large  and  far  beyond  the  range  of  the  instru- 
ment. The  ammeter  used  does  not  usually  have  a  range  of 
more  than  20  or  30  amperes  and  would  be  burned  up  by  the 
heavy  current. '  Under  normal  conditions  the  generator  output 
should  be  so  regulated  that,  with  all  the  lights  turned  on,  the 
ammeter  should  show  a  charging  current  of  2  to  5  amperes 
passing  into  the  battery  which  is  to  compensate  for  the  current 
drawn  from  the  battery  for  cranking  purposes. 

If  now  a  by-pass  valve  is  shunted  around  the  check  valve  in 
Fig.  988-B,  the  analogy  of  the  water  system  will  apply  equally 
well  to  the  single-unit  system.  The  by-pass  valve  corresponds 
to  the  starting  switch  and,  when  opened,  allows  the  water  to 
flow  from  the  reservoir  around  the  check  valve  and  operate  the 
pump  as  a  water  motor,  corresponding  to  the  action  of  the  motor- 
generator.  With  this  arrangement  the  starting  current  will  pass 
through  the  ammeter,  and  since  the  range  of  this  instrument  is 
not  sufficiently  high  to  handle  this  large  starting  current  it  is 
either  omitted  from  the  system  or  replaced  by  a  current  indicator 
capable  of  carrying  a  large  current.  The  current  indicator  does 
not  indicate  the  number  of  amperes  passing,  but  simply  indi- 
cates whether  the  battery  is  charging,  discharging,  or  floating 
across  the  line. 

Generator  and  Starting-Motor  Drives 

The  position  in  which  the  generator  is  mounted  on  the  engine 
and  the  manner  in  which  it  is  driven  depend  very  largely  on  the 
t>'pe  of  engine  on  which  it  is  to  be  used,  and  it  therefore  repre- 
sents an  individual  problem  for  each  different  make  of  car.  The 
generator  is  commonly  driven  at  a  speed  of  from  one  to  one  and 
one-half  times  crankshaft  speed  from  the  timing  gears  either 
by  a  pinion  on  the  armature  which  meshes  directly  with  the 
timing  gears  or  by  a  silent  chain  running  in  oil.  In  some  cases 
the  drive  is  made  by  an  extension  of  the  pump  shaft,  in  which 
case  a  flexible  coupling  is  usually  interposed  between  the  gener- 
ator and  pump  shaft  to  insure  proper  aUgnment  of  the  bearings. 

The  starting  motor,  in  most  cases,  is  mounted  so  as  to  drive 
to  the  fly-wheel  of  the  engine  either  through  gears  or  by  a  silent 
chain.  There  are  three  different  ways  in  which  the  motor  may 
be  connected  to  the  fly-wheel  for  cranking  the  engine'. 
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,  The  sliding-pinion  type  as  shown  in  Fig.  988-C,  in  which  a 
[fion  or  intermediate  gear  G-H,  is  shifted  b\'  liic  operator  as 
B  starting  switch  is  closed. 

The  magnetic  type  shown  in   Fig.  988-D,  in   which   the 

lature  A  and  pinion  P  are  shifted  against  the  tension  of  a 


\a.  988-U. — Bosth  magnetic  gear-shift  for  engaginR  armature  iil  starting 
ir  with  fly-wheel.  Upper  view  shows  pinion  disengaged,  lower  vIcm' 
's  pinion  in  mesh. 

I  spring  by  the  magnetic  puU  between  the  armature  itself 
I  the  field  thus  pulling  the  gears  into  mesh. 

The   Bendix   drive,   as  shown  in  Fig.  988-E,  which  aulo- 

iftlically  meshes  the  gears  without  any  skill  being  required  on 

!  part  of  the  oiwrator. 

I  the  systems  employing  the  single-gear  reductions,  as  in 

i.  988-D  and  98S-E,  the  pinion  on  the  armatin-e  shaft  meshes 
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directly  with  the  gear  teeth  on  the  flywheel,  and  the  reducdtst] 
obtained  between  the   motor   armature   and   the   fly-wheel  i 
about  10  or  12  to  1.     In  some  cases  where  the  double-reduction 
Rear  is  used,  as  in  Fig.  98g-C  the  gear  reduction  mav  be  as  h^J 
as  40  to  1. 

With  the  duublc-gear  reduction  the  pinion  on  the  armatureJ 
shaft  meshes  with  an  intermediate  gear,  which  in  turn  dnv4l 
the  pinion  which  meshes  with  the  teeth  on  the  fly-wheel.  WitKl 
the  double-reduction  drive  a  much  smaller  motor  may  be  used^l 
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running  at  a  much   higher  speed;  but  it  has  the  disadvantage 
of  having  a  more  complicated  driving  mechanism. 

Owing  to  the  high  gear  ratio  between  the  starting  motor  and 
fly-wheel,  some  provision  must  be  made  to  prevent  the  fly-wheel 
from  driving  the  starting  motor  at  a  dangerously  high  speed 
when  the  engine  starts  operating  under  its  own  ]Jower  at  an 
increasing  speed.  For  example,  assume  this  gear  ratio  to  be  30 
to  1  and  that  the  throttle  is  half  open  when  the  engine  is  being 
cranked.  As  soon  as  the  explosions  begin  to  take  place  the 
engine  will  very  soon  speed  up  to  about  500  r.p.m.  Before  the 
engine  is  started,  however,  the  motor  will  be  running  near  its 
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safe  maximum  rate  of  about  3,000  r.p.m.  An  electric  motor  of 
this  type  will  operate  safely  at  speeds  as  high  as  5,000  r.p.m., 
but  speeds  in  excess  of  this  are  liable  to  damage  it.  Under  these 
conditions  the  motor  would  be  nmning  at  a  speed  in  excess  of 
7,000  r.p.m.  A  niunber  of  different  devices  have  been  used  for 
disengaging  the  starting  motor  from  the  fly-wheel,  but  at  the 
present  time  the  over-running  roller  clutch  is  the  most  widely 
used.  In  starters  employing  the  intermediate  reduction  gear 
this  clutch  is  incorporated  in  the  intermediate  gear  itself,  Fig, 
988-C.  Fig.  988-F  shows  the  internal  construction  of  the  clutch 
incorporatedwithin  the  intermediate  gear.    It  consists  of  an  oiiter 


driving  member  and  an  inner  driven  member  connected  by  a 
number  of  rollers.  The  use  of  a  clutch  of  this  type  allows  power 
to  be  transmitted  by  a  train  of  gears  in  one  direction  only,  and 
thus  prevents  the  engine  from  driving  the  starting  motor  at  an 
excessive  speed. 

On  starters  using  the  magnetic  or  Bendix  drive  the  driving 
pinion  is  automatically  thrown  out  of  mesh  when  the  engine 
speeds  up  under  its  own  power. 

The  construction  of  the  Bendix  drive  which  is  almost  univer- 
sally used  on  starting  motors  of  the  two-imit  type  is  very  clearly 
shown  in  Fig.  989.  This  is  of  the  "in-board"  type,  that  is,  the 
pinion  progresses  toward  the  motor  as  it  engages  the  ge%r  wheel. 
No  bearing  for  the  shaft  is  required  at  the  outer  end.     A  triple- 
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threaded  sleeve  P,  is  mounted  on  an  extension  of  the  armature 
shaft,  having  stops  at  each  end  to  limit  the  travel  of  the  pinion, 
G.  which, .  ha\'ing  internal  threads  corresponding  to  those  on  the 
sleeve,  is  mounted  on  the  sleeve  so  as  to  be  free  to  turn  and 
move  along  the  sleeve,  thus  shifting  the  position  of  the  pinion  for 
engaging  with  and  disengaging  from  the  teeth  on  the  fly-wheel. 
The  sleeve  is  connected  to  the  shaft  of  the  motor  amature 
through  a  coil  spring  S,  attached  to  a  collar  which  is  fastened  to 
the  armature  shaft. 

The  operation  of  the  Bendix  drive  is  shown  in  Fig.  988-E.    This 
is  an  "out-board  drive,"  that  is,  the  pinion  pn^resses  away  from 


Fig.  989. — "Itilxiard"  type  of  Edipse- Bendix  drive, 

Iht  motor  along  the  shaft  to  engaf;c  the  gear  and  must  always 
have  an  oiil-board  leaving  at  the  end  of  the  shaft  to  support  it. 
The  pinion  normally  rt'mains  stationary  on  the  sleeve  and  out  of 
nic'sh  with  ihf  fly-whoel;  but  as  soon  as  the  starting  switch  is 
clost'd,  the  motor  immediately  begins  to  rotate  at  a  very  high 
spc'cd  due  to  the  full  voltage  being  impressed  upon  it  with  no 
lo;id  to  prevent  ils  rapid  acceleration.  The  pinion  is  weighted 
on  (ijie  side  and  therefore  docs  not  begin  to  turn  immediately 
n-illi  the  sleeve;  but,  ha\'ing  internal  threads,  will  run  forward 
on  the  re\'oh-ing  .-ileeve  until  it  meets  or  meshes  with  the  fly- 
wheel gear.  In  ease  the  teeth  of  the  gears  meet,  the  spring  will 
allow  Ihc  pillion  to  revolve  until  it  is  in  proper  position  to  mesh 
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with  the  fly-wheel  gear.  After  the  pinion  meshes,  the  spring  is 
compressed  and  the  engine  is  turned  over  by  the  motor-driven 
pinion,  it  being  driven  through  the  spring.  The  spring  acts  as  a 
cushion  and  breaks  the  severity  of  the  shock  on  the  gear  teeth 
when  they  are  meshed,  or  in  case  of  backfire.  After  the  engine  ^ 
begins  firing,  the  fly-wheel  drives  the  pinion  at  a  higher  rate  of 
speed  than  the  armature,  thus  causing  the  pinion  to  be  tiuned 
in  the  opposite  direction  on  the  sleeve  and  to  automatically 
disengage  from  the  fly-wheel,  and  thus  prevent  the  engine  from 
driving  the  starting  motor  at  an  excessive  speed  even  though  the 
starting  switch  is  not  released  immediately.  After  the  pinion 
has  been  automatically  disengaged  from  the  fly-wheel,  the  cen- 
trifugal effect  of  the  pinion  holds  it  at  the  end  of  its  travel  on  the 
sleeve  remote  from  the  fly-wheel  until  the  switch  is  opened  and 
the  motor  comes  to  rest. 

Among  the  advantages  of  the  Bendix  drive  are : 

1.  Its  simplicity  of  construction  and  operation. 

2.  It  gives  a  high  cranking  speed  due  to  the  fact  that  the  start- 
ing motor  attains  practically  full  speed  before  the  gears  are 
meshed  and  the  load-  applied.  With  the  higher  cranking  speed 
thus,  obtained  the  engine  will  tend  to  begin  firing  sooner,  thus 
lessening  the  drain  on  the  battery  and  the  time  during  which 
the  starting  motor  must  be  in  operation. 

3.  The  engine  is  given  a  higher  break-away  cranking  torque, 
which  is  very  desirable  in  cold  weather  when  the  engine  is  very 
"stiff"  due  to  the  thickening  of  the  oil,  and  the  available  capacity 
of  the  battery  very  much  reduced  due  to  the  drop  in  temperature. 

4.  The  entire  mechanism  is  automatic  in  its  operation  and 
requires  no  skill  on  the  part  of  the  operator. 

In  single-unit  systems  such  as  the  Northeast  and  Dyneto,  the 
motor-generator  is  usually  driven  by  a  silent  chain  from  the 
crank-shaft  at  two  and  one-half  to  three  times  engine  speed. 

In  the  Delco  motor-generator  the  armature  is  driven  inde- 
pendently as  a  motor  and  as  a  generator.  When  operating  as  a 
generator  the  armature  is  driven  from  the  timing  gears  through 
an  overrunning  clutch  at  about  one  and  one-half  times  crank- 
shaft speed.  Fig.  988-C,  but  when  operating  as  a  motor  a  pinion 
on  the  rear  end  of  the  armature  meshes  with  an  intermediate 
gear  which  in  turn  meshes  with  the  fly-wheel,  thus  obtaining  a 
gear  ratio  of  about  20  to  1  for  cranking  purposes.     This  change  in 
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the  gear  ratio  is  made  possible  by  the  use  of  the  ovemmning 
clutch  in  the  generator  drive  end.  Another  similar  clutch  is 
provided  in  one  of  the  intermediate  gears  of  the  motor  drive  to 
prevent  the  fly-wheel  from  driving  the  armature  at  excessive 
speed  when  the  engine  begins  firing. 

The  Reverse  Current  Cut-out 

The  reverse  current  cut-out,  or  relay,  is  an  electro-magnetic 
switch  connected  in  the  charging  circuit  between  the  generator 
and  the  battery.  It  is  evident  that,  if  the  storage  battery  were 
at  all  times  in  direct  connection  with  the  generator,  it  would  im- 
mediately discharge  through  the  generator  windings  as  soon  as 
the  driving  speed  of  the  generator  fell  below  the  point  where 

sufficient  voltage  was  generated  to 
overcome  the  coimter  voltage  of  the 
battery.  The  function  of  the  re- 
verse current  cut-out  is  to  automati- 
cally connect  the  generator  to  the 
battery  when  its  voltage  exceeds 
that  of  the  battery  and  to  auto- 
matically^ disconnect  the  generator 
from  the  battery  when  its  voltage 
falls  below  that  of  the  battery,  and 
thus  prevent  the  battery  from  dis- 
charging back  through  the  generator 
when  it  is  [running  at  a  very  low 
speed  or  has  been  stopped.  The 
action  of  the  cut-out  is  very  similar 
to  that  of  the  check  valve  placed 
between  the  pump  and  reservoir  in 
Fi^.  988-B. 

In  Fig.  990  is  shown  a  circuit 
diagram  of  a  typical  cut-out  con- 
nected to  a  third  brush  generator  on  a  two-unit,  6-volt  sys- 
tem. The  cut-out  consists  of  a  soft  iron  core  over  which  are 
placed  two  se]jarate  windinj^s,  one  a  potential  winding  J5,  con- 
sisting:^ of  a  lar^e  number  of  turns  of  fine  wire  connected  in  shunt 
with  tlie  j^^eiierator,  and  the  other  A,  a  ciwrent  winding,  made 
lip  of  a  relatively  few  turns  of  lar^e  \\dre  and  connected  in  series 
between  the  generator  and  a  set  of  contacts  which  are  closed  by 
the  magnetic  attraction  produced  by  the  shunt  winding  on  the 
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Fk;.  ^)90. — vSimplc  wiring 
diagram  for  two-unit  system 
showing  battery,  charging 
generator,  automatic  cutout 
and  starting  motor. 
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core.  The  contacts  are  normally  held  apart  by  a  spring  and  are 
closed  only  when  the  core  produces  sufficient  magnetic  pull  to 
overcome  the  tension  of  the  spring.  The  tension  of  the  spring 
should  be  adjusted  so  that  the  contacts  will  close  when  the 
terminal  voltage  of  the  generator  reaches  6.5  to  7  volts  on  a  6- 
volt  system,  or  13  or  14  volts  on  a  12-volt  system.  With  the 
gear  ratio  most  generally  used,  these  voltages  are  attained  at  a 
car  speed  of  8  to  10  miles  per  hour,  and  the  generator  begins  to 
charge  the  battery  at  that  speed.  The  last  end  of  the  potential 
coil  is  groimded  and  is  therefore  connected  across  the  terminals  of 
the  generator,  and  when  the  generator  reaches  a  speed  at  which  it 
generates  about  7  volts  the  core  is  sufficiently  magnetized  by  the 
current  flowing  through  the  potential  winding  to  overcome  the 
spring  tension  and  close  the  cut-out  contacts.  This  completes  the 
circuit  between  the  generator  and  battery,  and  current  now  flows 
from  the  positive  terminal  of  the  generator,  through  the  series 
coil  of  the  cut-out  and  contacts  of  the  cut-out  to  the  positive  side 
of  the  battery,  and  after  passing  through  the  battery  returns  to 
the  negative  side  of  the  generator.  From  the  diagram  it  will  be 
seen  that  the  current  flows  around  the  core  through  the  series 
winding  in  the  same  direction  as  the  current  flowing  through  the 
voltage  winding  and  produces  a  magnetic  effect  in  the  core  in  the 
same  direction  as  that  produced  by  the  voltage  winding.  This 
holds  the  contacts  very  firmly  together,  notwithstanding  the 
severe  vibration  to-  which  they  are  sometimes  subjected. 

If  the  speed  of  the  generiator  decreases  so  that  its  voltage  falls 
below  6  volts,  which  is  approximately  the  voltage  of  the  battery, 
then  a  momentary  discharge  current  will  flow  from  the  battery 
through  the  current  winding  of  the  cut-out  and  through  the 
generator.  Since  the  direction  of  this  current  passing  through 
the  series  winding  is  opposite  to  that  passing  through  the  poten- 
tial winding,  the  core  will  be  demagnetized  and  the  contacts 
opened  by  the  tension  of  the  spring,  thus  preventing  the  battery 
from  discharging  through  the  generator  \\dndings.  The  cut-out 
should  be  adjusted  so  that  the  contacts  will  open  vA\h  a  dis- 
charge current  of  one  ampere  or  less  flowing,  preferably  as  near 
zero  as  possible  so  as  to  reduce  the  arcing  at  the  contacts  when 
they  are  opened.- 

The  ammeter  is  usually  connected  as  shown  in  order  that  it 
may  indicate  the  amount  and  direction  of  current  flowing  in 
either  direction  between  the  generator  and  battery.     The  car 
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speed  at  which  the  cut-out  contacts  open  should  be  2  or  3  miles 
below  the  speed  at  which  they  close,  in  order  to  prevent  the  con- 
tinuous opening  and  closings;  of  the  contacts  in  case  the  car  should 
be  driven  at  the  critical  speed  at  which  the  contacts  operate. 
The  car  speed  at  which  the  contacts  open  and  close  may  be 
determined  by  slowly  increasing  and  decreasing  the  car  speed 
and  taking  the  speedometer  reading  at  the  instant  that  the  am- 
meter shows  a  charging  current,  and  again  when  it  returns  to 
zero.  In  case  the  lamps  have  been  turned  on  they  will  increase 
in  brilliancy  at  the  instant  that  the  cut-out  closes,  due  to  the 
voltage  on  the  lamps  being  increased  to  7  or  7.5  volts  instead 
of  6  volts  as  when  the  cut-out  opens  and  disconnects  the  gen- 
erator from  the  battery  and  lamp  circuit. 

Reg^ation  of  Charging  Generators 

The  generators  used  with  starting  and  lighting  systems  are  of 
the  shunt-wound  type,  this  arrangement  being  particularly 
adapted  to  the  work  required,  while  the  series  winding  is  espe- 
cially adapted  for  use  in  the  starting  motor.  Owing  to  the  fact 
that  the  shunt  generator  has  the  characteristic  of  increasing  its 
voltage  and  current  output  as  the  speed  increases,  some  auxiliary 
means  must  be  employed  for  protecting  the  generator  windings 
against  overload,  and  the  battery  against  overcharge.  This  is 
done  by  controlling  the  strength  of  the  field  current,  which 
in  turn  controk  the  strength  of  the  field  magnetism,  and  the 
voltage  generated. 

The  strength  of  the  field  magnetism  may  be  regulated  and  con- 
trolled in  three  difTcrent  ways: 

1.  By  the  use  of  a  differential  or  reverse  series  field  winding  in 
which  the  series  winding  opposes  the  shunt  winding. 

2.  A  vibrating  relay  or  regulator  which  cuts  resistance  in  and 
out  of  the  field  circuit  in  such  a  way  as  to  maintain  a  constant 
voltage  or  a  constant  current. 

3.  The  third  brush  j^rinciple  of  regulation,  which  depends  upon 
the  reactions  that  take  place  in  the  armature  and  the  resulting 
distortion  of  the  magnetic  field  passing  through  the  armature 
as  the  generator  increases  in  s])eed. 

Bucking  Series  Generator. — The  reverse-series  or  bucking- 
series  method  of  regulating  the  current  output  of  the  generator 
is  perhaps  the  simplest  method  in  use,  as  it  makes  the  machine 
inherently  self-regulating  with  no  moving  parts  and  requires  no 
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adjustments  due  to  wear  and  long  usage.  A  typical  example  of 
this  method  of  control  is  found  in  the  Auto-Lite  two-pole  gen- 
erator shown  in  Fig,  991.  This  is  a  differentially  compound- 
wound  machine,  using  the  long-shunt  field  connection.  As  the 
voltage  of  the  generator  builds  up,  current  flows  through  the 
shunt  field  winding  Sh  and  establishes  a  magnetic  flux  across  the 
armature.  Current  also  flows  from  the  positive  generator  brush 
through  the  potential  winding,  V,  of  the  cut-out  and  back  to  the 
negative  brush  through  the  ground.  Both  of  these  circuits  lead 
through  the  reverse-series  field  winding  Se  in  the  direction  shown 
by  the  arrows.  When  the  speed  and  voltage  of  the  generator 
increase  to  the  point  where  the  cut-out  contacts  are  closed,  a 
small  charging  current  will  flow  from  the  positive  brush  of  the 
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generator,  through  the  reversed-series  field  winding,  through  the 
cut-out  contacts  R  and  current  coil  C,  through  the  ammeter  A. 
and  to  the  positive  terminal  of  the  battery.  After  passing 
through  the  battery  it  returns  through  the  frame  of  the  car  to  the 
negative  brush  of  the  generator.  By  inspection  of  the  diagram 
it  will  be  seen  that  this  current  flows  through  the  reverse-series 
field  winding  in  a  direction  opposite  to  that  in  which  the  current 
flows  through  the  shunt-field  winding,  thereby  producing  a  demag- 
netizing effect  upon  the  field  flux  as  the  generator  speed  and  cur- 
rent output  increase.  This  results  in  a  weakening  of  the  field 
magnetism  as  the  generator  speed  increases,  so  that  after  the 
maximum  charging  current  of  10  or  12  amperes  is  reached  the  cur- 
rent output  of  the  generator  will  never  exceed  this  amount  no 
matter  how  much  the  speed  of  the  generator  may  be  increased. 
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Since  the  current  regulation  of  this  type  of  generator  depends 
upon  the  charging  current  flowing  through  the  reverse-series 
field  winding,  it  is  highly  important  that  the  charging  circuit 
should  never  be  open  circuited  at  any  point,  and  precaution  must 
be  taken  to  see  that  the  cut-out  contacts  are  maintained  in  good 
shape  and  close  properly;  that  the  battery  terminals  are  free 
from  corrosion,  and  that  all  conniections  are  maintained  mechan- 
ically and  electrically  in  good  condition.  If  for  any  reason  an 
open  circuit  should  occiu*  in  the  charging  line,  the  regulation  of 
the  generator  would  be  destroyed,  and  the  voltage  would  btiild 
up  to  an  excessive  value  and  probably  cause  serious  damage  to 
the  armature  and  field  windings,  as  well  as  to  the  windings  of  the 
cut-out.  The  lights  will  also  be  burned  out  if  they  should  be 
turned  on  while  the  car  is  being  operated  at  a  speed  in  excess  of 
18  or  20  miles  per  hour. 

If  it  becomes  necessary  to  operate  a  car  using  the  reverse-series 
field  method  of  generator  regulation  with  the  storage  battery  or 
any  other  part  of  the  charging  circuit  removed,  or  otherwise  open 
circuited,  it  is  absolutely  necessary  to  take  the  precaution  of 
short-circuiting  the  generator  terminals  in  order  that  a  current 
may  still  flow  through  the  reverse-series  field  winding  and  pre- 
vent the  generator  from  building  up  an  excessive  voltage  which 
would  be  dangerous  to  its  windings. 

It  is  not  practical  to  change  the  charging  rate  of  this  type  of 
generator,  as  it  would  be  necessary  to  alter  the  niunber  of  turns 
in  the  reverse-series  field  coil.  Increasing  the  niunber  of  turns 
in  this  )\4nding  would  decrease  the  charging  rate,  while  decreas- 
ing the  number  of  turns  in  this  winding  would  have  the  effect  of 
increasing  the  charging  rate.  With  this  type  of  machine,  as  with 
other  types  of  constant  current  regulating  devices,  the  charging 
current  remains  the  same  under  all  conditions  of  charge  of  the 
battery;  i.e.,  the  battery  will  receive  the  same  charging  current 
when  fully  charged  as  when  only  partially  charged,  thus*  tending 
to  overcharge  and  overheat  the  battery  when  the  car  is  driven 
on  long  tours.  This  is  sometimes  compensated  for  by  turning 
on  the  lamps  for  sufficient  periods  to  prevent  the  battery  from 
being  overcharged. 

Current  Regulation  by  Means  of  Vibrating  Regulator. — In  Fig. 
992  is  shown  a  circuit  diagram  of  a  typical  system  employing 
a  vibrating  regulator  or  relay  for  maintaining  a  constant  current 
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output  of  the  generator,  which  is  of  the  ordinary  shunt-wound 
type.  The  regulating  relay  consists  of  a  soft  iron  core  J,  around 
which  is  placed  a  single  winding  of  heavy  wire  V,  similar  to  the 
current  coil  on  the  cut-out;  a  set  of  contacts  P,  normally  held 
closed  by  a  spring  N,  and  a  small  resistance  unit  R  connected 
across  the  contacts.  The  winding  of  the  relay  is  connected  in 
series  with  the  charging  circuit  so  that  all  current  passing  through 
the  battery  must  also  pass  through  this  winding. 

The  regulator  controls  the  current  output  of  the  generator 
under  varying  conditions  of  speed,  by  cutting  the  resistance 
unit  in  and  out  of  the  shunt  field  circuit  as  the  contacts  open  and 
close  under  the  varying  magnetic  pull  produced  by  the  core. 
Referring   to  Fig.   992,   the  operation   of  the  regulator  is  as 
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Fig.  992. — Electrical   circuits     through    vibrating    regulator   designed    to 
maintain  a  constant   current  at  aU  times  from  the  generator. 

follows:  The  generator  builds  up  as  a  simple  shunt-wound 
machine;  the  path  of  the  field  current  is  from  the  positive  brush 
of  the  generator,  through  the  contacts  of  the  regulating  relay, 
through  the  field  winding,  and  back  to  the  negative  brush  of  the 
generator.  As  the  speed  and  generated  voltage  of  the  generator 
increase,  the  cut-out  contacts  S  will  close,  and  the  charging 
current  will  flow  through  the  winding  of  the  regulating  relay. 
As  the  speed  increases  the  charging  current  will  increase  until  it 
reaches  the  maximum  value  for  which  the  regulator  has  been 
adjusted,  which  is  about  12  or  15  ampcrcR;  the  core  of  the  relay 
will  now  be  magnetized  sufficiently  to  attract  the  armature 
carrying  the  movable  contact,  and  the  contacts  will  open  against 
the  tension  of  the  spring  N,  inserting  the  re-sistance  unit  R  in 
the  •ihunt-field  circuit,  causing  the  field  current  to  be  lessened. 
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This  weakens  the  strength  of  the  magnetic  field  and  reduces  the 
generated  voltage,  which  in  turn  causes  the  charging  current  to 
decrease.  When  the  charging  current  has  reduced  0.5  to  1.5  am- 
peres below  the  point  at  which  the  contacts  open,  the  magnetic 
effect  produced  by  it  in  the  core  is  not  sufficient  to  hold  the  con- 
tacts open  against  the  tension  of  the  spring,  and  they  will  dose, 
short-circuiting  the  resistance  unit,  thus  restoring  the  full  field 
strength  and  causing  the  charging  current  to  again  increase. 
Under  actual  operating  conditions  the  contacts  open  and  close 
very  rapidly;  thus  the  charging  current  is  continually  changing, 
but  within  a  very  small  range  of  perhaps  a  fraction  of  an  ampere, 
thus  preventing  the  charging  current  from  ever  exceeding  the 
maximum  rate  for  which  the  relay  is  adjusted,  no  matter  how 
high  the  speed  of  the  car  may  be. 

The  maximum  charging  rate  of  a  system  emplo5dng  current 
regulation  by  a  vibrating  relay  may  be  increased  by  increasing 
the  tension  of  the  spring  on  the  relay  contacts,  or  decreased  by 
decreasing  the  tension  of  the  spring.  In  case  the  charging  rate  is 
increased,  care  must  be  taken  to  see  that  the  generator  windings 
are  not  being  overloaded. 

As  in  the  bucking-series  method  of  regulation,  it  is  highly 
important  that  an  open  circuit  should  never  occur  in  the  charg- 
ing line,  as  the  regulation  of  the  system  wotdd  thereby  be  de- 
stroyed and  serious  damage  to  the  windings  of  the  generator  and 
relay  regulator  would  result.  Should  it  become  necessary  to 
operate  a  car  equipped  vnth  a  regulator  of  this  type,  with' the 
storage  battery  or  any  other  part  of  the  charging  circuit  removed, 
the  precaution  must  first  be  taken  to  open-circuit  the  field  wind- 
ing of  the  generator,  thereby  'preventing  it  from  building  up;  or 
to  short-circuit  the  \\4res  leading  to  the  battery,  thus  preventing 
the  current  frcmi  ever  exceeding  the  maximum  value  for  which 
the  regulating  relay  has  been  adjusted. 

This  method  of  current  regulation  is  being  used  on  some  cars 
equip])cd  \nth  Reniy  starting  and  lighting  systems. 

Voltage  Regulation  by  Means  of  Vibrating  Regulator. — In  Fig. 
^)9^  is  shown  a  iy]ncal  starting  and  lighting  system  employing 
a  vibrating  ty]>o  of  regulator  for  maintaining  the  voltage  of  the 
j^onoralor  at  a  constant  value.  The  construction  of  the  regulator 
is  very  similar  to  that  used  to  obtain  constant  current  regulation, 
\nth  the  exception  that  the  current  winding  of  heavy  wire  is 
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replaced  with  a  potential  coil,  V,  consisting  of  a  large  number  of 
turns  of  fine  wire  similar  to  the  one  used  for  the  potential  winding 
on  the  reverse  current  cut-out.  This  potential  winding  is  con- 
nected across  the  brushes  of  the  generator  in  parallel  with  the 
battery  instead  of  in  series  with  it  as  in  the  constant  current 
regulator.  The  current  which  flows  through  this  potential  coil 
and  the  amount  of  magnetic  pull  produced  by  the  core  on  the 
contacts  depend  upon  the  voltage  developed  by  the  generator. 
As  the  generator  speeds  up  to  the  point  where  the  voltage  exceeds 
the  value  for  which  the  regulator  has  been  adjusted,  which  is 
7.75  volts  on  a  6-volt  system,  a  larger  current  will  be  forced 
through  the  potential  winding  of  the  relay  by  the  inpreased 
voltage,  causing  the  magnetic  pull  of  the  core  to  increase  to  such 
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an  extent  that  the  spring  tension  will  be  overcome  and  the 
contacts  opened,  thereby  inserting  the  resistance  uqjt  in  the 
shunt-field  circuit.  This  added  resistance  reduces  the  shunt- 
field  current  and  lowers  the  generated  voltage.  As  soon  as  the 
terminal  voltage  falls  slightly  below  7.75  volts,  the  current  in  the 
potential  coil  decreases  to  a  value  where  it  does  not  produce 
sufficient  magnetic  pull  to  hold  the  contacts  open  against 
the  tension  of  the  spring,  and  they  will  therefore  close, 
short-circuiting  the  resistance  unit,  thus  restoring  the  field  cur- 
rent to  its  full  value,  and  the  voltage  of  the  generator  begins  to 
rise.  This  cycle  of  operations  is  repeated  very  rapidly,  and  the 
contacts  open  and  close  with  such  rapidity  that  the  voltage  is 
held  practically  constant  at  7.75  volts  at  all  speeds  above  the 
critical  speed  at  which  this  voltage  is  generated  with  the  resist- 
ance unit  cutout  of  circuit. 
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With  generators  employing  constant  voltage  r^^ulation  the 
amount  of  current  delivered  by  the  generator  depends  upon  the 
condition  of  charge  of  the  storage  battery  and  the  amount  of 
current  being  used  for  lamps  or  other  devices,  while  the  voltage 
remains  practically  constant  at  all  loads  after  the  speed  has 
reached  the  point  where  the  critical  pressure  of  7.75  volts  is 
generated. 

The  voltage  of  a  storage  battery  depends  upon  the  condition 
of  its  charge,  being  higher  for  a  fully  charged  battery  than  for  a 
partially  or  completely  discharged  one,  and  since  the  voltage 
available  for  sending  current  through  the  battery  is  the  difference 
between  the  voltage  of  the  generator  and  that  of  the  battery,  it 
will  be  seen  that  the  charging  current  that  passes  through  the 
battery  will  vary  with  the  condition  of  its  charge,  being  a  maxi- 
mum when  the  battery  is  in  a  discharged  condition.  As  the 
charge  proceeds  the  voltage  of  the  battery  rises,  so  that  the 
difference  between  the  voltage  of  the  generator  and  the  voltage 
of  the  battery  decreases  until  at  the  completion  of  the  charge 
this  difference  is  very  slight,  and  only  a  very  small  charging 
current  will  flow.  The  charging  current,  which  is  variable  and 
independent  of  the  speed,  varies  from  15  to  20  amperes  with  a 
discharged  battery  to  about  5  amperes  for  a  fully  charged  battery. 
The  tapered  charge  thus  given  the  battery  is  the  ideal  one,  charg- 
ing it  in  the  minimum  possible  time  and  without  the  danger 
of  overcharging  after  the  normal  charge  has  been  completed,  as 
is  often  the  case  \\dth  the  constant-current  system  of  regulation. 

The  voltage  maintained  by  the  generator,  and  consequently  the 
charging  current  passing  through  the  battery,  may  be  increased 
on  this  type  of  system  by  increasing  the  tension  of  the  spring  on 
the  relay ;  but  if  the  voltage  is  raised  above  7.75  volts  an  excessive 
charging  current  will  result,  which  may  overload  the  generator 
and  overcharge  the  battery.  The  life  of  the  lamps  will  also  be 
shortened  if  the  voltage  is  maintained  above  this  value. 

Since  the  regulation  of  this  type  of  system  does  not  depend 
upon  the  charging  current  itself,  the  car  may  be  operated  at 
speeds  below  30  M.  P.  H.  without  the  storage  battery  being  in 
the  charging  circuit,  with  no  danger  of  damaging  the  generator 
windings  or  burning  out  the  lamps,  as  the  voltage  will  still  be 
maintained  at  the  same  constant  value. 

Third-Brush  Regulation. — The  third-brush  principle  of  reg- 
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ulating  the  current  output  of  the  generator  depends  for  its  opera- 
tion entirely  upon  the  reactions  which  exist  in  the  armature  when 
its  windings  are  carrjTng  current.  Fig.  994  shows  the  circuit 
diagram  of  a  typical  generator  employing  the  third-brush  prin- 
ciple of  current  regulation.  A  and  B  are  the  main  generator 
brushes  connected  to  the  charging  circuit,  and  C  is  the  auxiliary 
or  third  brush  which  connects  to  one  end  of  the  shunt-field  wind- 
ing. The  other  end  of  the  field  winding  is  connected  to  brush 
B.  so  that  the  generator  is  primarily  a  shunt  machine.  The 
auxiliary  brush  is  positive  with  respect  to  brush  B,  and  thcre- 


Fio.  594.^"Third-'"rush  "  generator  with  no 
load  and  unilisiorted  field. 

fore  current  flows  from  C  through  the  shunt-field  winding  and 
into  brush  B. 

When  the  generator  is  nmning  at  a  low  speed  and  little  or  no 
current  is  flowing  through  the  armattire  winding,  the  magnetic 
flux  produced  by  the  field  will  be  practically  straight  through  the 
armature  from  pole  to  pole  as  shown,  and  the  voltage  generated 
by  each  armature  coil  within  this  field  is  practically  uniform. 
On  a  generator  of  the  6-volt  type,  in  which  the  terminal  voltage 
is  approximately  7.75  volts,  the  third  brush  is  placed  in  such  a 
position  on  the  commutator  that  about  5  volts  will  be  impressed 
on  the  shimt  field,  forcing  a  current  of  about  1.25  amperes 
through  the  field  winding. 
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As  the  speed  of  the  generator  increases,  tie  voltage  and  the 
current  flowing  through  the  armature  winding  will  be  increased. 
This  increaEed  armature  current  tends  to  produce  a  cross  mag- 
neting  field  in  a  direction  at  right  angles  to  the  main  field  which 
distorts  the  magnetic  field  produced  by  the  shunt-field  winding,  so 
that  instead  of  the  flux  being  equally  distributed  over  the  pole 
faces  and  passing  straight  through  the  armattire  as  in  Fig.  9W, 
it  is  now  distorted  as  shown  in  Fig.  995.  The  field  flux  now 
becomes  much  denser  at  the  trailing  pole  tips  D  and  E  and  less 
dense  at  the  leading  pole  tips  F  and  G,  and  the  armature  coils  no 


longer  KcntTulc  a  uniform  voltage.  Although  the  total  voltafe 
jlcniTuU'd  rfitiuins  nearly  the  same,  the  greater  part  of  .the  vol'- 
a);f  will  ninv  Ijc  };L'ni'ral<jd  by  the  coils  connected  to  the  comnw- 
lali>r  hclwcrn  thf  brushes  C  and  A.  since  these  coils  are  cutting 
thriiii>;h  a  iiiuch  dcns(.'r  magnetic  field  than  those  connected  to 
the  f(imniutat()r  between  the  brushes  C  and  B;  therefore  the 
vijllai.;e  ncntrated  between  the  brushes  C  and  B  will  decrease  as 
the  s]K\\i  increases.  Since  the  voltage  applied  to  the  shunt-field 
winding  is  the  same  as  that  between  the  brushes  C  and  B,  less 
current  will  Ix-  fi>ra.il  through  the  field  winding  and  the  total 
amount  of'tieKl  magneiism  will  be  reduced.     This  will  have  the 
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effect  of  lowering  the  generated  voltage  and  the  charging  current 
flowing  through  the  armature.  The  reaction  produced  by  this 
current  will  thus  be  lessened  and  the  field  flux  will  tend  to  return 
to  its  original  value;  but  any  increase  in  the  field  magnetism  will 
be  accompanied  by  an  increase  in  the  charging  current  flowing 
through  the  armature,  which  will  again  react  upon  the  field,  dis- 
torting it,  thus  automatically  regulating  the  charging  current  as 
the  speed  varies. 

One  of  the  advantages  of  the  third-brush  method  of  regulation 
is  that  the  charging  current  will  gradually  increase  with  the 
speed  until  the  maximum  value  for  which  the  generator  has  been 
adjusted  has  been  reached,  which  occurs  at  a  car  speed  of  about 
25  miles  per  hour;  above  this  speed,  the  charging  current  will 
begin  to  decrease,  until  at  40  or  45  miles  per  hour  the  charging 
rate  has  decreased  to  one-half  of  its  maximum  value.  This  is 
due  to  the  fact  that  at  high  speeds  a  given  armature  current  will 
produce  a  greater  distortion  of  the  field  than  at  a  lower  speed, 
because  the  field  flux  will  be  weaker  in  proportion  to  the  arma- 
ture current.  This  is  an  advantage,  as  the  maximum  charging 
current  will  be  obtained  at  normal  driving  speeds,  while  for 
long  drives  at  a  higher  speed,  when  the  starter  and  lights  are 
used  comparatively  little,  the  decreased  charging  rate  tends  to 
prevent  overheating  of  the  generator  and  overcharging  of  the 
battery. 

Another  advantage  of  the  third-brush  system  of  regulation  is 
the  ease  with  which  the  charging  rate  may  be  adjusted  to  suit  the 
conditions  tmder  which  the  system  is  operating.  The  charging 
current  may  be  varied  by  changing  the  position  of  the  third 
brush  on  the  commutator,  and  most  manufacturers  make  pro- 
vision for  doing  this  by  mounting  the  brush  on  a  sliding  or  ad- 
justable brush  holder.  Referring  to  Fig.  994,  it  will  be  seen 
that  shifting  the  position  of  this  brush  in  the  direction  in  which 
the  armature  rotates  will  have  the  effect  of  raising  the  voltage 
applied  to  the  shunt-field  winding  and  therefore  increasing  the 
generated  voltage  and  charging  current,  while  moving  it  in  the 
opposite  direction  wiU  have  the  effect  of  decreasing  the  charging 
current.  If  the  position  of  the  brush  is  changed,  care  should  be 
taken  to  properly  reseat  it  on  the  commutator,  thus  insuring  a 
low  contact  resistance. 

As  mThe  methods  previously  described  for  obtaining  current 
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regulation,  it  is  of  the  utmost  importance  that  all  connections  at 
the  battery  terminals  and  elsewhere  in  the  charging  circuit  should 
be  frequently  inspected  to  make  sure  they  are  tight  and  in  good 
condition,  as  an  open  circuit  in  the  charging  circuit  will  be  almost 
sure  to  bum  out  the  armature  winding  of  the  generator,  due  to 
the  excessive  rise  in  voltage  and  current. 

In  case  a  car  equipped  with  the  third-brush  S3rstem  of  current 
control  is  to  be  operated  with  the  battery  or  other  part  of  the 
charging  circuit  removed,  the  precaution  must  first  be  taken  to 
open  the  shunt-field  circuit  or  short-circuit  the  terminals  of 
the  generator  to  prevent  it  from  building  up. 


The  Remy  Two-Unit  System  with  Third-Brush  Regula- 
tion and  Thermostatic  Control 

The  Remy  starting  and  lighting  system  shown  in  Fig.  997  is 
used  on  the  Oakland,  Model  34,  and  other  cars,  and  represents  the 
generating  portion  of  a  typical  two-unit  system  of  the  single- wire 
ground  return  type.  The  generator  is  a  6-volt,  two-pole  machine 
in  which  the  current  is  regulated  by  the  third-brush  method,  sup- 
plemented by  the  Remy  thermostatic  control.  Fig.  996  shows 
the  construction  of  the  thermostat,  which  is  moimted  inside  of  the 
generator  housing  just  over  the  commutator.  It  consists  of  a 
stamped  steel  bracket  carrying  a  resistance  unit  connected  to  a 
thero^  blade,  carrying  one  of  two  silver  contacts  at  its  free  end. 
The  thermo  blade  consists  of  a  strip  of  nickel  steel,  welded  to  a 
strip  of  spring  brass.  When  heated,  the  brass  strip  expands  at  a 
faster  rate  than  the  strip  of  nickel  steel  and  causes  the  free  end  of 
the  blade  to  warp  as  shown.  The  stationary  contact  is  adjustable, 
but,  after  once  being  adjusted  at  the  factory,  is  fastened  in  place 
by  being  soldered  and  will  probably  never  require  further  atten- 
tion. At  temperatures  below  175**  F.  the  spring  tension  of  the 
blade  holds  the  contacts  firmly  together,  thus  short-circuiting  the 
resistance  unit  which  is  connected  across  them;  but  at  tem- 
perattwes  above  175°  the  heat  causes  the  metals  of  the  blade 
to  expand  unequally,  and  as  a  result  it  bends  in  such  a  way  as  to 
separate  the  contacts,  thus  inserting  the  resistance  unit  R  in 
series  with  the  shunt  field  and  reducing  the  field  current,  which  in 
turn  has  the  effect  of  decreasing  the  charging  current  (see  Fig. 
997).  Under  actual  operating  conditions  the  generator  will 
charge  the  battery  at  the  normally  high  charging  rate  tmtil  the 
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generator  and  battery  begin  to  heat  up.  When  the  given  t«n- 
peratijre  has  been  reached  the  thermostat  contacts  will  be  opened, 
and  the  added  resistance  thus  inserted  in  the  field  circuit  will 
cause  the  charging  current  to  drop  to  about  two-thirds  of  its 
original  value. 

The  advantage  of  the  thermostat  control  is  that  it  gives  a 
higher  charging  rate  in  winter,  when  the  efficiency  of  the  battery 


Gr* 


Fig.  ')'*7. — Wiring  diagram  for  electrical  < 
fipiicratiir  with  thermostatic  control,  shown  al 
motmUil  on  top  of  generator, 

is  low.  and  i.s  severely  taxed  by  the  increased  demand  for  current 
by  the  starlinjj  and  hfthting  system.  It  also  gives  a  higher 
charginf;  rate  when  ihe  ear  is  driven  at  slow  speeds,  and  for  short 
distiuiccs  lictwecn  stops.  In  warm  weather  it  prevents  the 
batter}-  from  heiiij;  o\-erchar};ed  by  reducing  the  charging  rate 
as  soon  as  the  generator  wamis  U]). 

The  Northeast  Equipment  for  Dodge  Car 

The  Niirthcist  starting  and  lij^hting  system  used  on  the  later 

models  of  the   Dod[;e  ear  is  a  single-unit,   12-volt  system.     It 
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[consists  primarily  o£  the  N'orcheast,  Model  G  motor-generatxir. 

f  Combined  starting  switch  and  reverse-current  cut-out,  storage 

I'battery,  and  current  indicator. 

A  circuit  diagram  of  this  system  is  shown  in  Fig.  998,  When 
the  starting  pedal  is  depressed,  the  starting  switch  is  closed, 
thus  short-circuiting  the  terminals  of  the  cut-out.      This  allows 


Fic  998. — Wiring  diagrain  of  Northeast  single-unit 
motor-generator,  reverse  current  cutout  and  12.  volt 
storage  battery,  as  applied  to  Dodge  automobiles. 

Ifcurrent  to  flow  from  the  positive  terminal  of  the  battery, 
'  through  the  starting  switch  and  windings  of  the  motor-gener- 
ator, and  then  back  to  the  negative  terminal  of  the  battery.  The 
motor-generator  thus  operates  as  a  motor  and  turns  the  engine 
f  crank  shaft.  After  the  engine  begins  firing  and  speeds  up,  the 
notor-gen orator  is  automatically  converted  into  a  generator  and 
>egins  charging  the  battery.     The  path  of  the  current  through 
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the  charging  circuit  is  the  same  as  through  the  starting  circuit, 
except  at  the  starting  switch,  where  instead  of  passing  from  one 
terminal  of  the  switch  contacts  to  the  other,  through  the  switch 
blade,  as  when  the  switch  is  closed,  it  now  flows  through  the 
current  winding  of  the  reverse-current  cut-out  and  current  indi- 
cator. The  current  indicator  is  of  the  C.  O.  D.  type,  indicating 
** Charge,"  **Off,"  and  ** Discharge,"  depending  upon  whether  the 
battery  is  being  charged  or  discharged.  The  motor-generator 
is  driven  at  three  times  crank-shaft  speed  by  a  silent  chain 
nmning  in  oil.  It  is  a  compotmd-wound  machine  of  the  true 
single-unit  type,  employing  the  same  field  and  armature  windings 
to  perform  both  the  generator  and  motor  functions. 

When  operating  as  a  starting  motor  the  machine  operates  as  a 
cumulative  compound  machine,  thus  giving  a  high  starting 
torque;  but  when  driven  as  a  generator  it  operates  as  a  diflferen- 
tially  compound  machine,  and  the  charging  current  is  regulated 
by  the  differential  action  of  the  series  field  upon  the  shunt  field, 
in  connection  with  the  third-brush  principle  of  current  r^^ulation. 

The  generator  begins  to  charge  the  battery  at  about  10  miles 
per  hour,  and  the  charging  rate  steadily  increases  tmtil  it  reaches 
its  maximum  value  of  about  6  amperes  at  16  or  17  miles  per  hoiu". 
From  16  to  21  miles  per  hour  the  charging  rate  remains  approxi- 
mately the  same,  but  at  higher  speeds  the  charging  rate  decreases 
until  it  may  be  only  about  one-third  of  its  maximtun  value. 

The  shunt  field  is  provided  with  a  protective  fuse,  and  this 
should  be  removed  in  case  the  car  is  to  be  operated  with  the 
battery  removed. 

Provision  is  made  for  readily  changing  the  charging  rate  by 
changing  the  position  of  the  third  brush,  but  tmder  normal 
operating  conditions  the  maximum  charging  rate  should  not  be 
more  than  about  6  amperes. 

The  ''Liberty"  Ford  Starting  and  Lighting  System 

The  starting  and  lighting  equipment  now  furnished  with  the 
Ford  car  is  a  typical  two-unit,  6- volt,  single-wire  system.  The 
starting  motor  is  a  four-pole,  series-wound  machine  using  the 
Bendix  drive  which  meshes  with  the  gear  teeth  on  the  fly-wheel. 

The  generator  is  of  the  four-pole  type,  using  the  third-brush 
method  of  current  regulation.  It  is  driven  by  a  pinion  mounted 
on  one  end  of  the  armature  shaft,  which  meshes  with  one  of  the 
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timing  gears.  The  contacts  of  the  reverse  current  cut-out, 
which  is  mounted  on  top  of  the  generator,  are  adjusted  so  as  to 
close  at  a  car  speed  of  about  10  miles  per  hour,  and  the  maximum 
charging  rate  is  reached  at  a  speed  of  about  20  miles  per  hour, 
above  which  the  charging  rate  decreases,  a  characteristic  of  the 
third-brush  generator. 

Fig.  999  shows  the  wiring  diagram  for  the  complete  starting, 
lighting  and  ignition  system.  Dimming  of  the  headlights  on 
this  system  is  accomplished  by  using  lamps  of  the  double-fila- 
ment type,  one  filament  being  smaller  than  the  other  and  slightly 
out  of  focus.  Fig.  1000  gives  a  general  view  of  the  electrical 
equipment  on  a  Ford  car,  showing  the  actual  location  of  the 
various  apparatus. 

The  Delco  Single-Unit  Starting  and  Lighting  System 

The  Delco  single-unit  starting  and  lighting  system  used  on  the 
Buick,  Model  46,  is  typical  of  the  6-volt,  single-unit  Delco  system 
installed  on  many  high-grade  cars.  It  consists  essentially  of  the 
Delco  motor-generator,  combination  lighting  and  ignition  switch, 
and  storage  battery. 

The  armature  of  the  motor-generator  is  driven  through  an 
overrunning  clutch  from  an  extension  of  the  pump  shaft  when  the 
machine  is  driven  by  the  engine,  and  operates  as  a  generator 
charging  the  battery.  As  shown  in  Fig.  1001,  a  small  pinion  is 
mounted  on  the  rear  end  of  the  armature  shaft  and  meshes  with 
an  intermediate  gear,  which  in  turn  meshes  with  the  teeth  on 
the  fly-wheel  for  cranking  the  engine  when  the  unit  operates  as  a 
motor.  As  previously  explained,  one  of  the  intermediate  gears 
contains  an  overrunning  clutch  to  prevent  the  fly-wheel  from 
driving  the  armature  at  an  excessive  speed  when  the  engine 
starts  firing.  The  Delco  motor-generator  differs  from  the  usual 
machine  of  this  type  in  that  it  has  individual  windings  on  the 
armature  and  field  for  ])crforming  the  generator  and  motor 
functions.  The  armature  windings  are  connected  to  separate 
commutators,  having  two  separate  sets  of  brushes.  One  of  the 
field  windings  is  a  shunt  winding  and  is  used  when  the  machine 
operates  as  a  generator,  while  the  other  is  a  series  winding  and 
is  used  only  when  the  machine  operates  as  a  motor  for  cranking 
eposes.  The  brush  mechanism  is  constructed  in  such  a  way 
,  when  the  starting  pedal  is  depressed  for  cranking  the 
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engine,  both  motor  brushes,  one  of  which  is  normally  out  of 
contact  with  the  commutator,  will  be  brought  into  contact  with 
the  commutator  connected  to  the  series  motor  winding,  while  at 


I 
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the  same  time  one  of  the  generator  brushes  is  lifted  from  its 
commutator,  thus  opening  the  generator  circuit  while  the  crank- 
ing operation  is  being  performed.  When  the  starting  pedal  is 
released,  one  of  the  starting  brushes  is  automatically  raised  and 
the  generator  brush  is  dropped  to  its  former  place  on  the  com- 
mutator, thus  completing  the  generator  circuit  for  charging  the 
battery. 

Fig.  1002  is  a  complete  circuit  diagram  for  this  system.  It 
will  be  seen  that  the  button  on  the  left  of  the  combination  switch 
controls  the  ignition  circuit  and  also  the  charging  circuit  between 
the  generator  and  storage  battery.     The  second  button  controls 

Btncx  iKmtt  coNPANv-iiODns  immumt 
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Fig.  1002.— Wiring  circuit! 
ment  for  Buick  automobile,  i 
circuits. 


t  breaker  and  lighting 


the  head  lights,  and  the  third  button  controls  the  auxiliary  or 
"dim"  lights,  while  the  fourth  button  controls  the  cowl  and  tail 
lights. 

Fig.  1002  also  shows  the  winding  and  contacts  of  the  circiut- 
breaker  which  is  mounted  on  the  back  of  the  combination  switch 
and  connected  in  series  with  the  light  circuits.  It  takes  the 
place  of  fuses,  which  are  often  used  for  protecting  the  battery 
against  excessive  discharge  in  case  a  ground  should  occur  on  any 
of  the  light  circuits.  In  case  a  ground  should  occur  on  any  of 
these  circuits,  an  excessive  current  will  flow  through  the  wind- 
ings of  the  circuit-breaker,  causing  it  to  open  the  contacts  inter- 
mittently, making  a  clicking  sound,  but  automatically  restoring 
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the  contacts  to  the  closed  position  when  the  ground  or  short 
circuit  is  removed. 

The  motor-generator  has  three  separate  operations  to  perform: 
(1)  motoring  the  generator,  (2)  cranking  the  engine,  and  (3) 
generating  electrical  energy. 

When  the  igmtign  switch  is  closed,  the  circuit  between  the 
battery  and  generator  will  be  completed  and  current  will  flow 
from  the  battery,  causing  the  armature  to  slowly  turn,  thus 
motoring  the  generator  so  that  the  starting  gears  may  be  easily 
brought  into  mesh  when  the  starting  pedal  is  depressed.  Failure 
of  the  machine  to  operate  as  a  motor  may  be  due  to  a  dirty 
commutator  and  poor  brush  contact;  an  open  circuit  in  the  sbimt 
field  or  armature  winding,  or  a  weak  battery  or  sticking  genera- 
tor brush. 

The  first  part  of  the  movement  of  the  starting  pedal  shifts  the 
starter  gears  into  mesh  between  the  fly-wheel  and  the  pinion  on 
the  armature  shaft.  The  gears  shotdd  not  be  forced  together 
in  case  they  do  not  mesh  readily,  but  the  starting  pedal  should  be 
slightly  released,  thus  allowing  the  armature  to  rotate  and  change 
the  position  of  the  gear  teeth.  As  the  starting  pedal  is  moved 
farther,  the  brush  switching  mechanism  is  operated  in  such  a 
way  as  to  raise  one  of  the  generator  brushes,  thus  opening  the 
generator  circuit  and  preventing  the  generator  windings  and 
motor  windings  from  opposing  each  other  during  the  cranking 
operating,  as  this  would  cause  a  very  slow  cranking  speed. 

On  some  cars  equipped  with  this  system  the  generator  brush 
is  not  raised,  but  the  generator  circuit  is  opened  by  a  switch 
which  is  located  in  the  back  of  the  motor-generator  and  operated 
by  the  shifting  mechanism. 

The  last  part  of  the  movement  of  the  starter  pedal  operates 
the  motor  brush,  bringing  it  into  contact  with  the  motor  com- 
mutator, thus  completing  the  circuit  between  the  storage  battery 
and  motor  \\4ndings,  and  the  machine  now  operates  as  a  motor, 
cranking  the  engine.  Upon  releasing  the  starting  pedal  the 
above  operations  arc  reversed,  lea\4ng  the  generator  windings  in 
circuit  for  the  generation  of  current. 

The  armature  is  now  driven  through  the  overrunning  clutch 
and  begins  to  charge  the  batter\'  at  a  car  speed  of  about  7  miles 
per  hour.  The  current  output  of  the  generator  is  regulated  by 
the  third-brush  principle,  and  the  charging  ciurent  will  increase 
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to  about  15  amperes  at  a  speed  of  25  miles  per  hour,  above  which 
it  will  decrease  slightly. 

The  ammeter  is  comiected  as  shown  in  Fig.  1002  and  indicates 
all  current  flowing  into  or  out  of  the  storage  battery,  except  that 
used  for  starting  purposes. 

By  inspection  of  the  diagram  it  will  be  seen  that  the  shunt 
field  is  not  connected  directly  between  the  third  brush  and  the 
main  brush  of  opposite  polarity,  as  is  usually  the  case,  but  one 
end  of  the  winding  is  taken  out  through  the  generator  housing 
and  connected  on  to  the  terminal  of  the  ignition  coil  as  shown. 
The  path  of  the  shunt  field  current  is  now  as  follows:  From  the 
third  brush,  through  the  field  winding  and  then  through  the 
contacts  of  the  combination  switch  which  control  the  ignition 
and  charging  current,  and  then  back  to  the  main  generator 
brush  of  opposite  polarity.  The  shunt-field  winding  is  con- 
nected through  the  combination  switch,  so  that  in  case  the  engine 
ignition  is  turned  off  when  coasting,  down  long  grades  the  shimt- 
fidd  circuit  will  also  be  opened  and  thus  prevent  the  generator 
from  building  up.  If  the  generator  was  permitted  to  build  up 
when  the  ignition  switch  was  turned  off,  thus  opening  the 
charging  circuit,  the  windings  of  the  generator  might  be 
seriously  damaged. 

In  this  system,  dimming  of  the  headlights  is  accomplished  by 
providing  an  auxiliary  set  of  lamps  of  low  candle  power,  but 
where  desired  the  dimming  may  be  accomplished  by  inserting  a 
resistance  unit  in  series  with  the  headlamps. 


SECTION  XVIII  CHAPTER  IV 

AUTOMOBILE  ENGINE  IGNITION,  STARTING   AND  LIGHTING 

STARTING  AND  LIGHTING  SYSTEMS 

L  Explain    the    general    scheme    of    the    single-unit    electric    starting 
system. 

2.  Explain  the  general  plan  of  the  two-unit  electric  starting  system. 

3.  What  are  the   relative  advantages   of   the   two    systems   and   under 
what  circumstances  is  one  to  be  preferred  over  the  other? 

4.  Explain  the  "sliding  pinion"  type  of  drive  for  connecting  the  starting 
motor  to  the  engine  for  cranking. 
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5.  Explain  "magnetic"  type  of  drive  for  connecting  the  starting  motor 
to  engine  when  cranking. 

6.  Explain  the  "Bendix"  drive  for  connecting  the  starting  motor  to 
engine  when  cranking. 

7.  What  are  the  particular  advantages  of  each  of  the  three  t)rpcs? 

8.  Explain  the  object  and  principle  of  operation  of  the  "reverse-current 
cutout"  used  in  connection  with  the  charging  generator  and  storage  bat- 
tery on  a  starting  system.    Sketch. 

9.  Give  a  diagrammatical  sketch  of  a  "single-unit"  starting  system 
complete.    Mark  the  name  of  each  part. 

10.  Give  a  diagrammatical  sketch  of  a  "two-unit"  starting  system  com- 
plete. 

11.  Explain  the  construction  and  principle  of  operation  of  the  **bucking 
series"  type  of  charging  generator  for  automobile  work.    Sketch. 

12.  Explain  the  construction  and  principle  of  operation  of  the  'vibrating 
relay"  type  of  regulator  for  delivering  a  constant  current  from  a  variable 
speed  generator.     Sketch. 

13.  Explain  the  construction  and  principle  of  operation  of  the  ''vibrat- 
ing relay"  type  of  regulator  for  delivering  a  constant  potential  from  a 
variable  speed  generator.     Sketclv 

14.  Explain  the  construction  and  principle  of  operation  of  the  'third- 
brush"  type  of  generator  for  delivering  a  constant  output  at  variable 
speed.    Sketch. 

15.  Sketch  and  explain  the  general  plan  of  the  Remy  two-unit  starting 
system  with  third-brush  generator  and  thermostatic  control.  What  are 
its  advantages? 

16.  Sketch  and  explain  the  general  plan  of  the  Northeast  single-unit 
starting  system  used  on  Dodge  cars. 

17.  Explain  the  general  plan  of  the  "Liberty"  two-unit  starting  system 
used  on  Ford  cars. 

18.  Explain  the  general  plan  and  details  of  construction  of  the  "Delco" 
single-unit  starting  system.     What  are  its  advantages  and  disadvantages.' 


SECTION  XVIII  CHAPTER  V 

AUTOMOBILE  ENGINE  IGNITION,  STARTING 

AND  LIGHTING 

TRAIN  LIGHTING 

The  majority  of  first-class  passenger  coaches,  as  well  as  all 
Pullman  cars  on  all  steam  passenger  lines  today,  are  electrically 
lighted.  The  advantages  of  electricity  for  this  ptirpose  over  oil 
and  gas  are  sufficiently  well  understood.  The  essential  condition 
to  be  met  is,  that  the  voltage  of  the  lamps  shall  be  constant  at  all 
times,  regardless  of  the  number  of  lamps  in  use  and  the  speed  and 
the  direction  of  the  train. 

Three  principal  systems  are  in  use  today 

First:  The  straight  storage  system,  in  which  each  car  is 
supplied  with  a  storage  battery  of  its  own. 

Second:  The  head-end  system,  in  which  a  constant  potential 
generator  driven  by  a  direct-connected  steam  turbine  is  placed 
in  the  baggage  car  or  on  the  locomotive  itself  and  furnishes  cur- 
rent for  the  whole  train. 

Third:  The  axle  generator  system,  in  which  a  small  generator 
mounted  under  each  car  is  directly  driven  by  a  belt  from  the  car 
axle. 

The  straight  storage  system  was  used  in  the  first  installations 
of  electric  lights  on  steam  cars.  It  ordinarily  consists  of  thirty- 
two  cells  of  lead  storage  battery  of  about  300  ampere-hours 
capacity  placed  in  lead-lined  compartments  supported  under  the 
center  of  the  car.  The  size  of  the  battery  is  such  that  it  is  not 
practical  to  exchange  a  discharged  battery  for  one  freshly  charged 
at  the  end  of  the  line.  Therefore  the  cars  must  lie  over  long 
enough  to  have  the  batteries  charged.  Because  of  the  wide 
change  of  temperature  the  battery  varies  greatly  in  capacity, 
and  in  extremely  cold  weather  it  is  sometimes  difficult  to  get 
enough  energy  from  the  battery  to  care  for  the  lighting  through- 
out a  long  trip.  If  the  batteries  are  not  placed  on  charge 
promptly  at  the  end  of  a  run  or  are  left  in  a  discharged  condition, 
sulphation,  with  consequent  deterioration  of  the  entire  battery, 
results.  Furthermore,  the  change  in  voltage  between  the  con- 
dition of  charge  and  discharge  makes  an  objectionable  change  in 
the  candle  power  of  the  lamps. 
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In  the  head-end  system,  a  compound-woiiiid  generator  is 
driven  bv  a  steam  turbine,  which  takes  steam  from  the  Icxxwno- 
tive.  The  unit  may  be  mounted  in  the  comer  <rf  the  baggage 
car  or  on  the  locomotive  itself.  The  complete  equipment  must 
include  storage  batteries,  preferably  one  for  each  car.  to  operate 
the  lights  when  the  train  is  disconnected.  This  s\'stem  is  used 
on  the  Chicago,  Milwaukee  &  St.  Paul;  the  Union  Pacific,  Chicago, 
Burlington  and  Quincy,  and  the  Northern  Pacific.  It  is  espe- 
cially adapted  for  lights  where  the  runs  are  exceptionally  long. 
The  Baltimore  &  Ohio  also  uses  the  head-end  s\'stem  on  a  few 
of  its  trains. 

On  the  Baltimore  &  Ohio,  the  head-end  system  involves  a  20- 
k.w.,  1 10- volt,  compound  generator  driven  by  a  Curtis  turbine  at 
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Kkj.  1003. — Ocneral  scheme  of  Baltimore  &  Ohio  Railroad  head- 
end system  of  train  lighting. 

ri  s])<*(m1  of  4,500  r.p.m.,  with  a  pressure  of  80  pounds.  The  Pull- 
Tii.'iTi  cars  oil  tlu^  train  each  carry  a  32-cell,  300-ampere-hour  stor- 
ayy  l):itt<Ty.  Coaches  and  express  cars  have  no  battery.  The 
j'.cnrrator  delivers  a  pressure  of  from  65  to  90  volts  according  to 
the  condition  of  the  batteries.  When  the  generator  is  in  opera- 
tion at  \\w  same  time  that  lights  are  burning,  the  charging  volt- 
{\yy  is  reduced  by  means  of  the  regulator,  2?,  Fig.  1003,  to  the 
amoinit  ne(*essary  to  merely  float  the  batteries,  thus  allowing  the 
lam])s  to  be  carried  directly  on  the  generator  and  at  the  same 
time  ])revcntin^  excessive  charging  of  the  batteries.  To  main- 
tain the  lamps  at  pro])er  voltage,  each  car  is  provided  with  an 
automatic  lam])  regulator.  .4.  /?,  C,  Fig.  1003,  similar  to  that 
shown  at  ( ',  7\  /\.  5,  in  Fig.  UXH,  which  will  be  explained  later. 
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This  regiilator  holds  the  pressure  very  close  to  63  volts,  and 
Tungsten  Mazda  lamps  of  this  rating  are  employed.  They  use 
a  three-wire  train  line. 

The  Chicago,  Milwaukee  &  St.  Paul  also  employs  a  three-wire 
train  line  on  their  head-end  system,  but  arranged  so  as  to  give 
two  separate  circuits,  Fig.  1005.  The  batteries  are  connected  on 
one  circuit  and  the  lamps  on  the  other.  The  batteries  may  thus 
be  charged  over  one  circuit  from  the  generator  and  the  lamps  sup- 
plied over  the  other.  Or,  if  the  train  is  broken  up  or  the  gener- 
ator disconnected,  the  lamps  may  be  thrown  directly  upon  the 
batteries  by  connection  shown  by  dotted  line.  While  the  gen- 
erator is  operating,  however,  a  variable  resistance,  £,  is  inserted 


Fig.  1004. — Lamp  regulator  and  battery  charging  regulator  for  axle-generator 

system  of  train  lighting. 

in  the  lamp  circuit  at  the  head  of  the  train  by  means  of  which 
the  lamp  voltage  may  be  maintained  constant  while  the  charging 
current  can  be  altered  by  a  regulator  R,  so  as  to  charge  the 
battery  at  any  desired  rate. 

In  the  first  attempts  at  lighting  by  the  head-end  system,  the 
generator  was  allowed  to  carry  the  entire  lighting  load  and  no 
storage  battery  was  employed.  This  naturally  resulted  in 
frequent  lighting  failures  due  to  separating  the  train  or  discon- 
necting the  locomotive.  It  therefore  became  necessary  to  use 
storage  batteries  to  a  limited  extent.  Batteries  were  first  placed 
On  the  front  and  rear  cars  of  the  train.  Even  this  was  not  satis- 
factory, and  head-end  systems  today  generally  employ  a  battery 
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The  head-end  systems  are  standardized  at  62  volts,  using  32 
lead  cells  in  series.  This  necessitates  a  pressure  of  at  least  84 
volts  from  the  generator  to  properly  charge  the  battery.  The 
lamp  circuit  is  maintained  by  the  regulators  at  about  63  volts. 

The  most  expensive  system  from  the  standpoint  of  first  cost 
is  the  axle-generator  system.  But  because  of  the  entire  inde- 
pendence of  each  car  and  many  improvements  introduced  in- 
recent  years,  it  has  come  into  quite  universal  use  on  eastern  roads, 
among  which  are  the  Pennsylvania,  Baltimore  &  Ohio,  and 
Southern.  In  this  system  a  small  generator,  fully  enclosed  to 
exclude  dirt  and  moisture,  is  carried  in  a  cradle  attached  to  the 
running  gear  of  one  truck,  the  generator  being  usually  driven 
from  one  axle  by  a  belt,  both  driving  and  driven  ptdleys  being 


Fig.  1005. 


provided  with  flanges  to  insure  the  belt  staying  on.     The  gen- 
erator charges  the  storage  battery,  which  is  usually  a  i6-ceU 
equipment  rated  at  30  volts.     In  this  system  it  is  more  difficult 
to  maintain  a  constant  voltage  than  with  either  of  the  preceding 
systems,  because  of  the  fact  that  the  speed  of  the  generator  varies 
through  wide  limits  with  the  speed  of  the  train;  and  the  generator 
must  furthermore  be  capable  of  operating  equally  well  in  either 
direction.     An  ordinary  shunt  generator  does  not  possess  char- 
acteristics suitable  for  this  service.     To  insure  a  constant  volt- 
age under  variable  speed,  more  or  less  complicated  regulating 
devices  are  required.     Some  generators  built  for  the  ptirpose  of 
charging  batteries  on  automobiles  have  inherent  characteristics 
which  adapt  them  for  this  work.     But  they  are  generally  of 
small  capacity.     Furthermore,  the  axle-driven  generator  with 
its  accompanying  regulating  devices  was  perfected  before  the 
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introduction  of  the  small  charging  dynamo  now  so  commonly 
used  on  automobiles. 

To  prevent  the  candle  power  of  lamps  from  varying  widely, 
automatic  regulators  must  be  provided  which  will  hold  the  volt- 
age constant  at  the  lamp  while  the  voltage  of  the  battery  varies 
between  the  extremes  of  full  charge  and  complete  discharge.  In 
addition  to  this  the  regulators  must  prevent  voltage  variation  due 
to  change  in  speed  of  the  generator  itself. 

One  mechanical  method  of  regulating  the  generator  voltage  in- 
volves the  use  of  a  slipping  clutch.  The  speed  of  the  generator 
may  thus  be  held  constant  while  the  speed  of  the  train  varies. 

The  more  general  method  involves  regtdation  by  electrical 
means,  first  of  the  lamp  voltage  by  automatically  inserting  re- 
sistance in  the  lamp  circuit,  or  in  the  field  circuit  of  the  generator; 
and  second,  by  employing  the  armature  reaction  of  the  generator 
itself  to  hold  the  voltage  of  the  machine  constant. 

The  principle  of  voltage  regulation  employed  in  the  Gotdd 
system  is  illustrated  in  Fig.  1004.  This  regtdator  employs  a  pile 
of  carbon  discs,  C,  connected  in  series  between  the  battery  and 
the  lamp  circuit.  If  the  voltage  of  the  battery,  B,  rises  above 
that  for  which  the  lamps  are  designed,  as  would  be  the  case 
toward  the  end  of  a  charge,  the  pressure  on  the  lamps,  L,  will 
rise.  This  will  cause  the  circuit  through  the  solenoid  S,  in  shunt 
with  the  lamps,  to  increase.  As  the  solenoid  raises  its  plunger, 
it  operates  through  a  connecting  lever  to  increase  the  pressure 
upon  another  stack  of  carbon  discs,  R,  thereby  lowering  their 
resistance  and  permitting  an  increase  of  current  through  the 
solenoid  T,  The  upward  motion  of  the  core  of  this  solenoid 
releases  the  presstire  on  the  carbon  stack  C,  the  resistance  of 
which  will  thereby  be  increased.  This  causes  the  excess  of  pres- 
sure above  that  required  by  the  lamps  to  be  absorbed  by  C  As 
the  operation  of  solenoids  S  and  T  depends  upon  an  actual  altera- 
tion of  the  lighting  voltage,  the  pressure  on  the  lamps  cannot  be 
held  absolutely  constant,  but  the  variation  is  slight.  The  reason 
that  the  two  solenoids  are  employed  is  to  increase  the  sensitive- 
ness of  the  system.  Solenoid  5  acts  as  a  relay  and  transfers 
through  /?,  to  the  solenoid  T,  the  impulse  which  it  receives,  there- 
by producing  a  magnified  effect  upon  5.  That  is  to  say,  a  very 
slight  alteration  in  line  voltage  affects  5  comparatively  slightly. 
But  because  of  the  sensitiveness  of  the  carbon  stack  R  to  changes 
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in  pressure,  a  slight  alteration  of  S  varies,  to  a  magnified  degree, 
the  current  through  the  solenoid  T.  It  is  therefore  able  to  pro- 
duce a  large  alteration  in  the  pressiu-e  upon  C  and  thereby  check 
any  great  rise  in  voltage. 

The  generator  voltage  employed  to  charge  the  battery  or  light 
the  lamps  directly  is  regulated  by  altering  the  pressure  upon  a 
stack  of  carbon  discs  in  series  with  the  shunt  field  of  the  genera- 
tor. The  carbon  pile  is  acted  upon  by  two  solenoids,  V  and  F. 
The  solenoid  V  is  connected  in  shunt  with  the  line  and  therefore 
depends  upon  changes  in  generator  voltage  and  responds  to  the 
slightest  alteration  of  speed.  The  solenoid  F  is  connected  in 
series  with  the  storage  battery  across  the  line  and  is  influenced 
solely  by  variation  of  battery  current. 

A  pole-changing  switch,  P.C,  operates  automatically  to  con- 
nect the  generator  to  the  battery  in  the  proper  way,  regardless 
of  the  direction  of  rotation  of  the  generator.  In  some  systems 
the  rocker  arm  is  mounted  so  lightly  that  the  friction  of  the 
brushes  on  the  commutator  will  rotate  brushes  and  arm  180 
electrical  degrees  in  either  direction  and  thus  insure  the  proper 
polarity  for  the  delivered  current  no  matter  which  way  the 
generator  revolves. 

Assimiing  the  pole-changing  switch  to  have  closed,  as  the 
generator  rises  in  speed  the  shunt  winding  of  the  automatic  main 
switch  K  is  energized.  At  a  speed  of  about  12  miles  per  hour,  this 
solenoid  raises  its  core  and  closes  the  switch  K,  Current  inmie- 
diately  commences  to  pass  from  the  generator  G  through  the 
solenoid  F,  battery  B,  and  back  through  the  series  winding  of  if 
to  the  negative  side  of  the  generator.  This  ciurent  is  in  such  a 
direction  as  to  supplement  the  pull  of  the  shunt  winding  and  thus 
hold  the  switch  K  firmly  closed.  But  should  the  generator  slow 
down  to  such  an  extent  as  to  allow  the  battery  to  discharge 
through  the  generator,  the  reversal  of  current  in  the  series  winding 
of  the  switch  K  operates  differentially  with  respect  to  the  shimt 
winding  and  allows  the  switch  to  drop  open.  This  prevents 
motoring  of  the  generator.  As  the  speed  of  the  generator  acceler- 
ates, its  voltage  rises  and  the  charging  current  into  the  storage 
battery  also  increases.  This  increase  of  current  causes  the  sole- 
noid F  to  raise  its  core,  thereby  relieving  the  pressure  pre- 
viously exerted  by  the  weight  of  the  core  on  one  end  of  the 
carbon  stack  D.     This  causes  the  resistance  in  the  field  of  the 
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generator  to  be  increased  and  the  voltage  to  be  lowered.  As  the 
line  voltage  rises,  due  to  increased  generator  speed,  the  solenoid 
V  is  strengthened  and  raises  its  core,  thereby  reducing  the  pres- 
sure on  the  right-hand  end  of  the  carbon  stack  D,  still  further 
increasing  the  resistance  in  the  generator  field  circuit  and  lower- 
ing the  voltage. 

There  are  numerous  other  systems  in  which  the  methods  of 
regulating  the  lamp  voltage  as  well  as  the  charging  current  vary 
widely. 

For  long  runs  with  solid  trains,  the  head-end  system,  with  one 
generator  taking  care  of  the  storage  battery  charging  and  lighting 
for  the  entire  train,  is  the  most  economical. 

If  the  runs  are  short  and  the  cars  lie  over  for  considerable  time 
in  terminal  yards,  the  straight  storage  system  is  the  most  econom- 
ical, provided  the  same  equipment  is  always  used  for  the  same 
runs. 

Where  entire  independence  of  operation  is  desired  and  where 
equipment  is  transferred  from  one  system  to  another,  and  where 
the  cars  are  apt  to  be  gone  for  a  considerable  length  of  time, 
the  axle-generator  system  is  the  most  flexible  and  has  proved 
the  most  satisfactory. 


SECTION  XVIII  CHAPTER  V 

AUTOMOBILE  ENGINE  IGNITION,  STARTING   AND  LIGHTING 

TRAIN  LIGHTING 

1.  Explain    the    general    plan,    advantages    and    disadvantages    of    the 
"straight  storage''  system  of  lighting  for  railroad  trains. 

2.  Explain  the  general  plan,  advantages  and  disadvantages  of  the  "head- 
end" system  of  lighting  for  railroad  trains. 

3.  Explain  the  general  plan,  advantages  and  disadvantages  of  the  "axle- 
generator"  system  of  lighting  for  railroad  trains. 

4.  Explain  the  general  plan  of  regulator  employed  for  governing  the 
charging  of  storage  battery  and  the  regulator  for  governing  the  voltage 
of  the  lamp  circuit  used  with  the  axle  generator  system  of  the  Gould 
Company.    Sketch. 


SECTION  XIX  CHAPTER! 

TRANSMISSION  OF  POWER 

THE  FLOATING-COIL  CONSTANT-CURRENT 

TRANSFORMER 

Series  arc  light  generators  were  not  practical  in  sizes  mucn^ 

larger  than   150  lights  capacity.     They   therefore  absorbed  a 

comparatively  small  amount  of  power  and  were  not  as  efficient  as 

machines  of  several  thousand  kilowatts.     The  development  of 

a  special  type  of  transformer  permitted  the  abandonment  of  the 

series  arc  light  generator  as  it  was  found  that  a  constant  current 

could  be  obtained  from  a  constant  potential  alternator  by  means 


Pig.  1006. — Principle  of 

of  this  special  transformer.  All  alternators  today  are  const 
potential  machines.  By  means  of  the  usual  constant  potential 
transformer,  A,  Fig.  1006,  the  pressure  is  reduced  to  220  volts  or 
110  volts  for  lighting  incandescent  lamps,  C,  in  multiple.  By 
means  of  the  so-called  floating-coil  transformer,  B.  Fig.  1006, 
a  constant  current  for  a  series  circuit  may  be  obtained  in  which 
the  current  will  not  vary  more  than  one-tenth  of  an  ampere 
throughout  the  greatest  possible  variation  in  load.  The  primary 
coil,  P.  supplied  from  a  constant  potential  alternator,  surrounds 
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a  central  core  of  iron  which  divides  in  two  parts  in  multiple, 
forming  a  structure  similar  to  that  used  in  the  shell  type  of 
transformer.  This  primary  is  fixed  in  the  bottom  of  the  core. 
Surrounding  the  core  above  the  primary  is  the  secondary  coil, 
S.  This  coil  floats  in  space,  being  attached  to  the  lever,  D,  on 
one  end  and  partially  supported  by  the  counter  weight,  W,  on 
the  other  end.  Through  flexible  connections  a  series  of  street 
lamps,  E.  is  supplied.  When  current  is  impressed 'upon  the 
primary,  a  secondary  voltage  will  be  induced  which  supplies  the 
load.  The  secondary  current  is  practically  in  opposite  phase  to 
that  in  the  primary,  so  that  the  magneto-motive -force  of  these 
two  coils  will  be  in  opposition  to  each  other.  The  reaction  of 
the  secondary  current  will  cause  some  of  the  magnetic  flux  which 
passed  through  it  and  the  central  leg  of  the  transformer  to  be 
diverted  out  from  under  it,  returning  through  the  outside  legs 
to  the  bottom  of  the  core.  The  reaction  of  this  current  causes 
the  coils  to  repel  each  other.  The  secondary  coil  therefore  floats, 
as  it  were,  on  this  leakage  flux.  The  repulsion  between  the  two 
coils,  plus  the  counter  weight,  W,  balances  the  force  of  gravity 
on  the  secondary  coil. 

To  turn  out  lamps  on  the  secondary  circuit  they  must  be 
short-circuited.  This  would  reduce  the  resistance  of  that  cir- 
cuit. The  immediate  effect  would  be  to  cause  the  current  to 
rise.  This  would  produce  a  greater  repulsion  between  the  pri- 
mary and  secondary.  The  secondary  would  therefore  move  up 
until  additional  leakage  flux,  L,  was  diverted  beneath  it  to  such 
an  extent  as  to  lower  the  voltage  induced  therein  until  the 
current  was  reduced  to  practically  the  same  value  as  before,  after 
which  the  coil  would  again  float  stationary  in  space.  If,  on  the 
other  hand,  additional  lamps  were  cut  in  series  on  the  secondary 
circuit,  the  current  would  fall.  The  repulsion  between  the  two 
coils  would  then  go  down  and  the  secondary  coil  would  move 
toward  the  primary,  thus  permitting  more  of  the  leakage  flux  to 
pass  through  it.  When  this  increased  flux  raised  the  voltage 
sufficiently  to  restore  the  current  to  the  original  value,  its  down- 
ward movement  could  cease.  The  secondary  coil  therefore 
always  floats  at  a  point  where  the  secondary  current  will  be 
maintained  at  a  fixed  value,  the  particular  value  in  any  case 
being  determined  by  the  amount  of  counter  weight,  W.  The 
lighter  the  counter  weight  the  greater  the  current.     The  heavier 
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the  counter  weight  the  smaller  the  current.  A  Fmall  floating  coil 
transformer,  with  a  single  primary  and  a  single  secondary,  each 
built  in  two  sections,  which  are  rigidly  attached  to  each  other, 
manufactured  by  the  General   Electric   Company,  is  shown  in 


i 

^  kn$  M 
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Fig.  HX)7. — General  Electric  njiiaUnii-Lurrtiiil  (ioalxug-coil  transformer. 
Fig.  1007.  This  permits  two  circuits  to  be  taken  frotn  the  single 
secondary,  thus  avoiding  the  high  potential  which  would  be  in- 
volved in  a  single  circuit.  Large  transformers  of  this  tj-pe  have 
two  moving  coils  and  two  stationary  primary  coils  which  are 
not  rigidly  attached  to  each  other.   In  that  case  the  two  primaries 
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are  at  the  extreme  top  and  bottom  of  the  central  member  and  the 
secondaries  move  from  positions  immediately  adjacent  thereto 
away  from  the  primaries  and  toward  each  other  at  the  center. 
The  two  secondaries  are  counter-balanc  d  against  each  other. 
The  cotmter  weight  then  opposes  their  movement  from  the  pri- 
mary instead  of  aiding  it  as  when  there  is  but  one  secondary. 
As  these  transformers  depend  for  their  regulation  upon  the 
leakage  flux,  the  power  factor  involved  is  very  poor.     It  is  75% 


Fig.  1008. — Circuits  of  three-phase  constant-current  transformer  and  mercury 

rectifier  for  senes  direct-current  arc-light  circuit. 


to  85%  at  full  load  and  goes  down  directly  with  the  load.  The 
range  of  load  is  approximately  from  25%  to  100%,  for  the 
voltage  induced  in  the  secondary  winding  will  be  at  least  25% 
of  the  maximum  voltage  when  the  primary  and  secondary  are 
as  far  apart  as  possible.  The  efficiency  is  between  95  and  96%. 
To  put  the  transformer  in  action  the  secondary  circuit  is 
closed  on  the  lamps,  the  counter  weight  W  is  pulled  down  and 
the  windings  separated  as  far  as  possible.  The  primary  is  then 
put  into  circuit  with  the  source  and  the  counter  weight  released. 
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The  secondary  coil  then  floats  down  into  position  tuitil  the  cur- 
rent has  risen  to  the  particular  value  for  which  the  counter 
weight  W  is  adjusted.  Thereafter  the  variation  in  current  tinder 
the  widest  variation  in  load  will  not  be  more  than  one-tenth  of 
an  ampere. 

These  transformers  are  used  for  supplying  current  both  for 
incandescent  and  arc-light  series  circuits.  For  incandescent  light- 
ing the  alternating  current  is  jiist  as  satisfactory  as  direct. 
For  arc  lighting  the  mercury  rectifier  is  employed  in  connection 
with  these  transformers  because  of  the  higher  efficiency  of  the 
direct-current,  as  compared  with  the  alternating-current  arc. 
Fig.  1008  shows  the  application  of  the  mercury  rectifier  to  a  three- 
phase  circuit  and  the  direct-current  lighting  circuit  attached 
thereto.  Here,  the  direct-current  leading  from  the  mercury 
rectifier  terminals  is  passed  into  the  arc-light  circuit  and  then 
returned  to  the  neutral  point  of  the  Y-connected  secondaries  of 
the  transformers.  For  three-phase  circuits,  three  single-phase 
regulators  may  be  used,  one.  across  each  phase.  Or  they  can  be 
ftimished  in  pairs  with  an  auxiliary  auto  transformer  to  give 
a  balanced  load.  Where  three  regulators  are  used  the  auto 
transformer  may  be  omitted. 

Where  incandescent  lamps  are  employed  in  series,  some  pro- 
vision must  be  made  for  maintaining  the  continuity  of  the  circuit 
when  a  filament  bums  out.  This  is  usually  accompUshed  by 
bridging  the  lamp  terminals  with  two  small  aliuninum  discs 
separated  by  a  thin  piece  of  chiffon  veiling  or  similar  material. 
Series  incandescent  lamps  usually  require  between  10  and  20 
volts  each.  This  pressure  is  so  low  that  the  light  insulating  film 
is  not  broken  down.  If,  however,  the  lamp  filament  fails,  the 
potential  across  its  terminals  rises.  This  is  sufficient  to  punc- 
ture and  entirely  destroy  the  film,  allowing  the  two  aluminum 
discs,  which  are  maintained  under  spring  pressure,  to  come  into 
contact  with  each  other  and  short-circuit  the  lamp  terminals, 
thus  preventing  the  circuit  from  being  interrupted.  Where  arc 
lamps  are  connected  in  series  an  individual  magnetic  cutout  is 
placed  in  each  arc  lamp  to  short-circuit  the  lamp  shotdd  the 
electrodes  become  separated. 
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SECTION  XIX  CHAPTER  I 

TRANSMISSION  OF  POWER 

THE    FLOATING-COIL    CONSTANT-CURRENT    TRANSFORMER 

1.  Sketch  and  explain  the  construction  and  principle  of  operation  of 
the  "floating  coil,"  constant-current  transformer. 

2.  For  what  purpose  is  this  type  of  transformer  used?    Why? 

3.  What  is  the  efficiency,  power  factor  and  degree  of  regulation  ob- 
tained with  this  type  of  transformer? 

4.  Sketch  a  three-phase  mercury  rectifier  and  floating  coil  transformer 
used  for  deriving  a  single  series  arc  light  circuit  from  a  three-phase  source. 


SECTION  XIX  CHAPTER  II 

TRANSMISSION  OF  POWER 

THE  THREE-WIRE  SYSTEM 

The  Edison  three-wire  system  was  devised  for  the  ptirpose  of 
transmitting  power  at  220  volts  and  utilizing  it  at  110  volts,  thiis 
reducing  the  transmission  line  loss.  It  has  already  been  set 
forth  that  the  copper  required  for  transmitting  a  given  amount  of 
power  a  given  distance  with  a  fixed  loss  is  inversely  proportional 
to  the  square  of  the  voltage  of  transmission.  Thus  to  transmit 
a  given  amount  of  power  at  200  volts  will  require  one-fourth  the 
total  copper  required  to  transmit  the  same  power  the  same  dis- 
tance with  the  same  loss  at  100  volts.  To  prove  that  this  is  so, 
consider  the  calculation  shown  in  Fig.  1009.    Here  10,000  watts 


Fig.  1009.— 100  amperes  X  100  volts  =  10.000  watts;  resistance  of  line  =  0.1 
ohm,  loss  =  10^  =  10  volts.     10  volts  X 100  amperes  =  1,000  watts  lost. 

are  delivered  by  a  generator  for  transmission  in  the  form  of  100 
volts  and  100  amperes  through  a  circuit  the  resistance  of  which, 
exclusive  of  the  load,  is  0.1  ohm.  The  current  of  100  amperes 
flowing  through  this  resistance  will  involve  a  loss  of  10  volts, 
which  is  10%  of  the  generated  voltage.  A  loss  of  10  volts  and 
100  amperes  equals  1,000  watts.  Deducting  this  from  the  10,000 
watts  produced  leaves  9,000  watts  delivered  at  the  load. 

Next  consider  Fig.  1010.  Here  a  line  is  shown  having  a  total 
resistance  of  0.4  ohm  resistance  instead  of  0.1.  It  is  obviously 
of  one-fourth  the  cross-section.  To  transmit  10,000  watts  at 
200  volts  will  require  but  50  amperes.  Fifty  amperes  passing 
through  the  line  resistance  of  0.4  ohm  will  cause  a  loss  of  20 
volts,  which,  as  before,  is  10%  of  the  generated  voltage.     Twenty 
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volts  times  SO  amperes  equal  1,000  watts.  Deducting  this  from 
the  10,000  watts  generated  leaves  9,000  watts  delivered.  Thus 
in  the  two  cases  the  same  power  is  generated,  the  same  power  is 
lost  and  the  same  power  delivered.     The  copper  required  in  the 


Fig.  1010. — ^50  amperes  X  200  volts  =  10,000  watts;  resistance  of  line  =  0.4 
ohm,  loss  =  10%  =  20  volts.     20  volts  X  50  amperes  =  1,000  watts  lost 

second  case,  however,  is  one-fourth  that  required  in  the  former. 
This  is  because  the  current  transmitted  is  halved  and  the  actual 
voltage  lost  is  doubled. 

In  the  Edison  system,  two  generators,  A  and  J5,  Fig.  1011,  each 
supplying  100  volts,  are  connected  in  series.     Two  lamps,  C  and 


12.5  LBS 


6.25  LBS 


12.5  LBS 
TOTAL-31.25  LBS 

Fig.  1011. — Total  copper  required  to  transmit  a  given  amount  of  power  a  given 
distance  on  the  three-wire  system  with  a  fixed  loss. 

Dy  are  likewise  connected  in  series.  The  current  flowing  through 
this  circuit  will  pass  out  from  the  point  E  to  the  point  F,  thence 
through  the  two  lamps  in  series  and  back  from  G  to  H.  The 
same  ctirrent  that  flows  through  C  passes  through  D,  In  Fig. 
1012,  twice  the  current  would  be  required  to  light  two  lamps,  for 
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they  are  connected  in  multiple.  As  the  same  power  is  trans- 
mitted in  both  cases  it  is  evident  from  the  foregoing  discussion 
that,  if  the  upper  wire  in  Fig.  1012  weighed  SO  potmds  and  the 
lower  wire  weighed  50  pounds,  the  total  weight  for  both  lines 
would  be  100  pounds.  In  Fig.  1011,  the  transmitting  voltage  beign 
double,  the  size  of  each  of  the  two  outside  wires  could  be  made 


TV 


100  E 


#1 


50 


90  LBS 
TOTAL-100  LBS 


Fig.  1012. — Total  amount  of  copper  required  to 
transmit  the  same  amount  of  power  transmitted 
in  Fig.  991,  the  same  distance,  on  a  two- wire  sys- 
tem with  the  same  total  loss  and  the  same  voltage 
at  the  lamps. 

one-fourth  of  that  in  Fig.  1012,  or  12)^^  pounds.  If,  however,  there 
was  no  middle  wire  and  one  of  the  lamps  was  ttimed  off,  it  would 
interrupt  the  circuit  for  the  other,  and  as  it  is  undesirable  to  put 
two  lamps  out  at  once,  a  neutral  wire  is  employed,  returning  to  the 
middle  point  between  the  two  generators.  The  amount  of 
current  carried  by  this  wire  varies  \vith  the  number  of  lamps  on 


Fir..  10 Iv^. — Various  currents  in  neutral  wire  on  the  three-wire  system. 

t>no  side  of  the  system  in  excess  of  those  on  the  other  side  at  any 
particular  instant.  It-  therefore  cannot  be  regulated  or  cal- 
culated. In  some  installations  the  current  required  is  such  as 
to  necessitate  a  neutral  twice  the  size  of  an  outside  wire.  In 
huiUlings,  the  neutral  is  generally  of  the  same  size;  in  feeders, one- 
hall  the  size.     Assuming  it  in  this  case  to  be  one-half  the  size  of 
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an  outside  wire,  it  would  weigh  6}4  pounds.  The  total  weight 
for  the  three  wires  would  therefore  be  313^  pounds.  Thus  it  has 
been  customary  to  say  that  the  three-wire  system  requires  31  J^% 
of  the  copper  required  on  the  two-wire  system.  Fig.  1013  shows 
the  original  arrangement  of  the  Edison  three-wire  system.  Two 
1 10-volt  generators  were  placed  in  series  and  the  load  divided  as 
evenly  as  possible  between  the  two  sides  of  the  system.  The 
economy  of  this  system  was  only  fully  realized  when  the  load 
was  exactly  balanced.  To  whatever  extent  one  side  demanded 
more  current  than  the  other,  to  that  extent  that  side  of  the 
system  operated  with  the  economy  of  the  two-wire  system  only, 
instead  of  that  of  the  three-wire  system.  Lamps  A  and  B  being 
in  series,  the  neutral  carries  no  current  as  far  as  they  are  con- 
cerned. Lamps  C  and  D  may  be  removed  from  each  other  some 
distance  so  that  the  current  flows  through  C  and  thence  through 


Fig.  1014. — One  large  220-volt  generator  to  care  for  the  bal- 
anced load  and  two  small  1 10-volt  generators  to  care  for  an  un- 
balanced load  on  the  three-wire  system. 

the  neutral  until  it  finds  a  circuit  through  the  lamp  D  to  the 
negative  side  of  the  line.  The  current  through  E  flows  away 
from  the  station  through  the  neutral  until  it  finds  a  path  through 
F  to  the  negative  wire,  while  the  current  through  G  must  return 
through  the  neutral  wire  to  the  station.  Thus  the  neutral  may 
be  positive  and  negative  and  neutral  all  at  the  same  time  in 
various  portions  of  its  length. 

Lamps  are  commonly  built  for  110  volts  and  connected  on  one 
side  of  the  system.  Small  motors  are  connected  in  the  same 
way.  In  certain  localities  motors  over  one-half  horse  power  are 
required  to  be  wound  for  220  volts  and  are  connected  across  the 
two  outside  wires  of  the  system.  This  prevents  unbalancing  of 
the  system  by  motor  loads. 

As  the  size  of  the  load  on  the  three-wire  system  grew  in  large 
cities  it  became  desirable  to  use  one  large  220-volt  generator 
connected  to  the  positive  and  negative  wires  to  carry  the  bulk 


380  Theoretical  and  Practical  Electrical  Engineering 

of  the  balanced  load  as  in  Fig.  1014,  and  two  small  engine-driven 
generators  of  110  volts  each,  connected  in  series,  across  the  lines 
with  a  tap  from  between  them  to  supply  the  neutral  and  care 
for  the  unbalanced  load.  The  maximum  unbalanced  load  that 
could  be  handled  was  limited  to  the  capacity  of  one  of  the  small 
generators.  Should  the  unbalanced  load  exceed  this  capacity, 
the  load  on  the  small  set  could  be  reduced  by  throwing  an 
artificial  load  on  the  other  side  of  the  system.  To  whatever 
extent  the  load  was  thus  balanced,  to  that  extent  the  two  small 
machines  would  be  relieved  and  the  additional  load  would  be 
carried  by  the  large  generator.  Should  a  large  unbalanced 
load  be  thrown  suddenly  on  one  side  of  the  system  in  excess  of  the 
capacity  of  the  one  small  generator,  its  circuit  breaker  and  fuses 


Fig.  1015. — Etuot  vi  opening  iIk>  ncutnil  on  an  unbalanced  three-wire 

system. 

might  open  the  circuit,  thus  breaking  the  neutral  wire.  The 
elTect  of  opening  the  neutral  on  a  three-\vire  system  when  the 
load  is  unbalanced  is  to  produce  a  great  difference  in  voltage 
on  the  two  sides  of  the  system.  To  illustrate  this,  consider  Fig. 
lOlvS.  Here  one  lamp  of  200  ohms  is  connected  on  the  A  side  of 
the  system,  and  two  lamps  of  200  ohms  each  are  connected  in 
multiple  on  the  B  side,  with  200  volts  across  the  two  outside  wires. 
The  object  is  to  maintain  this  voltage  evenly  divided  between 
the  two  outside  wires  or  100  volts  on  each.  Should  the  neutral 
be  opened  at  C  from  any  cause,  the  result  will  be  as  follows:  A 

100-volt  200-ohm   lamp  requires  :r—r  =   ^  ampere.      The   two 

lamps  on  the  B  side  combined  have  100  ohms  resistance.  This 
in  series  with  the  one  lamp  on  the  .4  side  makes  a  total  of  300 
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ohms.  With  the  neutral  open,  200  voUs  will  establish  in  this 
circuit   =  =  /,     ^T-rr  =  -  ampere,  in  the  lamp  on  the  A  side. 

I  XR  =  E.      |x200  =  133>^  volts  on  A.     ^  X  100  =  (,(>% 

volts  on  B.  Thus,  instead  of  an  equality  of  voltages,  the  voltage 
goes  up  on  the  A  side  and  down  on  the  B  side  in  proportion  to 
the  combined  resistances.  The  ratio  of  voltage  is  as  2  to  1.  which 
is  the  same  as  the  ratio  of  the  resistances  on  the  two  sides.  The 
upper  lamp  gets  ?^  of  an  ampere  instead  of  J/^,  and  each  lower 
lamp  gets  J^  of  an  ampere  instead  of  }^.  The  upper  lamps  are 
thus  overloaded  and  the  lower  lamps  operated  at  reduced  current. 
The  greater  the  unbalancing  of  the  load  the  greater  the  unbalanc- 
ing of  the  voltages.  Thus  it  is  entirely  possible  for  the  voltage 
on  one  side  to  rise  to  such  an  extent  as  to  bum  out  a  large  number 


too  I 

Fig.  1016. — Motor-balancer  set  for  caring  for  unbalanci-d  load  on  three-wire 

of  lamps  should  the  neutral  be  opened.  Every  precaution  is 
therefore  taken  to  insure  that  the  neutral  circuit  shall  be  main- 
tained  closed. 

Another  method  of  supplying  the  unbalanced  load  is  by  em- 
ploying one  or  more  large  generators  of  220  volts  each  shown  in 
Fig.  1016,  with  a  motor-balancer  zetM-G.  whose  armatures  are 
connected  in  series  across  the  lines  with  a  tap  to  the  neutral  wire, 
the  shafts  of  the  two  machines  being  rigidly  coupled.  When 
the  load  is  balanced  these  two  machines  float  idly  on  the  system 
with  their  fields  across  the  line,  absorbing  only  their  stray  power 
and  field  losses.  If  an  unbalanced  load  is  thrown  on  tlie  negative 
side  of  the  system,  there  is  a  demand  for  current  between  the 
neutral  and  negative  wires.  The  difference  of  potential  across 
these  two  wires  causes  a  current  to  flow  from  between  the  two 
machines  into  this  wire.     This  current  coming  from  the  lower 
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machine  causes  it  to  act  as  a  generator,  its  counter  e.m.f.  now 
exceeding  the  drop  across  it.  This  current  causes  the  machine 
to  react  through  its  shaft  connection  upon  the  upper  machine, 
which  acts  as  a  motor  to  drive  it.  This  causes  a  demand  for 
current  from  the  main  generator.  Now  if  the  \mbalanced  load 
calls  for  10  amperes,  5  amperes  will  come  from  the  main  gen- 
erator down  through  the  motor  M  to  the  neutral  wire.  Five 
amperes  will  also  come  up  from  the  other  machine  G  and  unite 
with  the  former,  making  10  amperes  in  the  neutral,  which  sup- 
plies the  unbalanced  load.  There  are  three  dreuits  here  in- 
volved, each  supplying  a  different  current  and  voltage.  First, 
asstmiing  a  balanced  load  of  90  amperes,  this  current  comes 
from  the  main  generator  at  220  volts  over  the  positive  wire, 
supplies  the  load  and  returns  over  the  negative  wire  to  the  gen- 


FiG.  1017.— Com[)oiin< 


erator.  St'cond,  to  supply  the  unbalanced  load,  5  amperes  passes 
from  the  generator  at  220  volts  into  the  positive  wire  and  down 
through  the  motor  M.  It  there  falls  110  volts  in  potential  and 
then  passes  out  over  the  neutral  and  supplies  a  part  of  the  un- 
balanced load,  falling  the  other  1 10  volts  throi^h  it,  and  return- 
ing over  the  negative  wire  to  the  generator.  Third,  the  5  amperes 
and  1 10  volts  lost  in  the  motor  are  transformed  into  5  amperes  and 
110  volts  in  the  generator  G.  This  machine  then  furnishes  5 
amperes  and  110  volts  over  the  neutral  wire,  through  the  un- 
balanced load  and  back  over  the  negative  to  the  small  machine 
G,  where  it  originated.  Neglecting  losses,  the  voltage  of  each 
of  the  two  sides  of  the  system  will  be  maintained  at  110  volts. 
As  a  matter  of  fact,  the  motor  must  take  in  enough  power  to 
supply  the  losses  in  both  machines  of  the  set.  Hence  there  will 
be  a  discrepancy  of  voltage,  the  positive  or  lightly  loaded  side 
tending  to  rise  in  voltage  while  the  heavily  loaded  side  tends  to 


Transmission  of  Power  383 

fall.  This  may  be  partially  corrected  by  using  compound  motor 
balancers  as  in  Fig.  1017.  In  addition  to  the  shunt  winding, 
each  machine  has  a  series  winding.  The  current  may  reverse  in 
either  of  these  windings,  depending  upon  whether  the  excess  of 
load  is  on  the  A  side  or  the  B  side  of  the  system.  The  machines 
in  a  motor-balancer  set  reverse  their  functions  as  motor  and  gener- 
ator according  to  the  location  of  the  excess  load.  When  the  excess 
is  on  the  B  side,  C  is  a  motor  and  D  is  a  generator.  When  the 
excess  is  on  the  A  side,  D  is  a  motor  and  C  is  a  generator.  The 
double-headed  arrows  indicate  that  one  direction  of  aurent,  S, 
strengthens  the  field,  while  the  other  direction  of  current,  W, 
weakens  the  field.  Now  should  an  excess  load  be  thrown  upon 
the  B  side  of  the  system,  current  from  the  main  generator  flowing 
down  through  C  passes  through  the  series  winding  in  such  a 
direction  as  to  weaken  the  field  of  this  machine  on  its  way  to  the 


Fig.  1018. — Motor-balancer  set  with  cross-connected  fields  for 
equalizing  voltage  on  unbalanced  thrcc-wire  system. 

neutral.  At  the  same  time  D  is  operating  as  a  generator  and 
sends  current  upward  on  its  way  to  the  neutral,  passing  through 
the  series  winding  in  such  a  way  as  to  strengthen  the  field.  This 
tends  to  raise  the  voltage  on  the  B  side  and  consequently  lower 
it  on  the  A  side  and  thus  maintain  an  equality  of  potentials. 

A  more  widely  used  method  of  compensating  for  inequalities 
of  potential  is  shown  in  Fig.  1018.  Here  the  shimt  fields  are 
cross-connected  so  that  the  field  C  of  machine  A  is  connected 
across  the  armature  of  B,  and  th^  field  D  of  machine  B  is  con- 
nected across  the  armature  of  A.  Now  with  an  excess  load  at 
(7,  the  tendency  is  for  the  potential  to  fall  on  the  negative  side 
of  the  system.  As  the  field  winding  C  is  connected  to  this  side, 
it  is  thereby  weakened,  and  A,  acting  as  a  motor,  speeds  up, 
while  the  tendency  for  the  voltage  to  rise  on  the  positive  side  at 
H  results  in  raising  the  excitation  of  the  field  D  which  supplies 
flux  for  the  generator  S.     Thus  the  voltage  of  B  is  increased 
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and  the  fall  on  this  side  of  the  system  prevented.  The  combined 
effect  results  in  equalizing  the  voltage  on  the  two  sides  of  the 
system. 

In  all  three-wire  systems  depending  upon  a  balancer  set  for 
maintaining  the  potential  of  the  neutral,  a  protection  must  be 
afforded  against  the  possibility  of  a  short  circuit  on  one  side  of 
the  system  causing  the  full  potential  of  the  main  bus  to  be  im- 


FiG.  1019. — Differential  relay,  A,  for  tripping  circuit  breaker  en  main  gen- 
erator in  case  of  greatly  unbalanced  load  on  a  three- wire  system  employing 
a  motor- balancer  set. 

pressed  upon  the  other  side  with  destructive  results  to  the  lamps. 
This  may  result  from  the  automatic  disconnecting  of  the  motor- 
balancer  set  due  to  short  circuit,  with  automatic  circuit  opening 
devices,  or,  if  the  set  is  not  balanced,  from  the  flashing  over  of 
the  commutator  of  the  machine  on  the  short-circuited  side.  One 
method  of  averting  this  and  affording  protection  is  to  employ  a 
ditlerentially  woimd  relay  shown  at  A  in  Fig.  1019,  with  its  coils 
connected  across  the  two  outside  wires  of  the  system  and  its 
contacts  normally  open.     These  contacts,  when  closed,  provide 
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a  circuit  which  energizes  from  the  main  bus,  a  tripping  coi!,  C, 
on  the  circuit  breaker  of  the  main  generator.  The  relay  is 
inoperative  as  long  as  there  is  an  equality  of  potentials  on  the 
two  sides  of  the  system.  Abnormal  rises  of  potential  on  either 
side,  however,  energize  one  winding  of  the  relay  more  than 
the  other,  and  the  relay  closes.  Thus,  although  the  actual  load 
on  the  main  generator  has  not  reached  a  dangerous  amount,  the 
inequality  of  potentials  which  would  endanger  lamps  operates 
to  disconnect  the  source  of  supply  frOm  the  system. 

Fig.  1020  illustrates  the  three-wire  generator  employed  for 
use  on  the  tfM'ce-wire  system.  The  principle  of  this  machine 
has  already  been  explained.  By  means  of  two  sets  of  balance 
coils  which  in  effect  are  auto  transformers  connected  to  points  in 
the  winding  on   the   armature   corresponding  to   a   two-phase 


Pig.  1020.— Three-ft 


rotary,  a  neutral  tap  may  be  obtained  which  will  insure  the  neu- 
tral wire  being  maintained  at  mid-potential  between  the  two 
outside  wires  under  widely  varying  loads.  Fig.  1021  shows  the 
general  appearance  of  the  three-wire  generator  built  by  the 
Westinghouse  Electric  and  Manufacturing  Company.  The 
view  is  from  the  pulley  end  with  bearing  removed  to  show  the 
connections  of  series,  shunt  and  commutating  pole  windings. 
The  compound  winding  on  such  machines  is  generally  arranged 
so  that  the  series  coils  on  all  the  north  poles  are  connected  in 
the  positive  line,  while  the  series  coils  on  all  the  south  poles  are 
connected  in  the  negative  line. 

Motor-balancer  sets  and  three-wire  generators  cannot  be 
operated  on  the  same  system  at  the  same  time,  as  the  balance 
coils  of  the  three-wire  machine  will  act  as  a  short  circuit  across 
the  balancer  set.     If  both  types  of  machines  must  be  operated 
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together,  the  neutral  connection  to  the  balance  coils  must  be  j 
opened,  and  the  three-wire  machine  is  simply  employed  to  carry  | 
the  balanced  load  while  the  balancer  set  cares  tor  any  unbalanced  J 

conditions. 
The   majority   of  large   direct -current  power  systems  in 


principal  cities  today  are  not  supplied  from  direct-current  gen- 
erators, as  such  machines  cannot  be  made  of  more  than  a  few 
thousand  kilowatts  capacity.  In  very  targe  sizes  they  become 
^to  build,  and  commutation  is  troublesome.     Alter- 
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nators,  however,  may  be  made  of  almost  indefinitely  large  capac- 
ity, 30,000  K.V.A.  machines  now  being  found  in  frequent  use. 
Alternating  current  is  transmitted  at  high  potentials  to  sub- 
stations, where  it  is  transformed  and  passed  through  rotary  con- 
verters.    These  rotary  converters  are  located   at  convenient 


Fig.  1022. — Connections  of  secondaries  of  transformers  for  six-phase  dia- 
metrical rotary  converter. 

points  throughout  the  cities,  and  tie  in  on  the  direct  current 
side  to  the  low-voltage  network,  supplying  current  at  220 
volts  to  the  outside  wires  of  the  three-wire  system.  The 
neutral  is  maintained  at  a  potential  midway  between  the  two 
outside  wires,  not  by  any  connection  to  the  rotary  but  by  a  con- 
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Fig.  1023. — Transformer  connected  for  three-wire  operation. 

nection  to  the  transformer  which  supplies  the  rotary.  Fig. 
1022  shows  the  general  arrangement.  Here  a  three-phase 
source,  usually  at  6,600  or  11,000  volts,  supplies  current  over 
the  wires  1,  2  and  3  to  the  high-tension  side  of  the  three  single- 
phase  or  one  composite  transformer,  which  may  be  connected  in 
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A.  The  three  low-tension  windings  are  connected  to  the  slip 
rings  of  the  rotary  which  tap  the  armature  winding  at  points  60 
electrical  degrees  apart.  From  the  D.  C.  brushes  of  the  rotary, 
current  is  led  over  the  wires  A-B  to  the  D.  C.  load.  Any  un- 
balanced load  takes  current  over  the  neutral,  which  current  flows 
out  from  or  returns  into  the  middle  point  of  the  three  low-tension 
windings  of  the  transformers  which  are  tied  together  at  the 
point  E  as  shown.     This  point  is  midway  in  potential  between 


Ordinary  core-type  transtonner  not  Special  arrangemeot   of   core-type 

adapted     for    three- wire     operation      tranaformcr     with    distributed     and 
with'unbalanced  load.  interconnected  secondaries  spedaUy 

adapted  for  three-wire  operation.  i 

the  A.  C.  brushes  C  and  D,  and  likewise  midway  between  the  I 
D.  C.  brushes  supplying  the  lines  A-B.  ] 

In  place  of  D.  C.  sources,  transformers  may  also  be  used  to 
supply  the  three-wire  system  as  in  Fig.  1023,  For  this  purpose 
a  single  transformer  may  be  used  with  the  high-tension  sections 
in  series  on  2,200  volts  and  the  low-tension  sections  likewise 
in  series,  furnishing  220  volts.  An  ordinary  core-type  trans-  I 
former  cannot  be  used  for  this  purpose  if  one-half  of  the  low  I 
tension  winding  is  on  one  leg  and  the  other  half  on  the  other  leg  | 
as  shown  at  A  in  Fig.  1024.  In  this  case,  should  the  load  become  1 
greatly  unbalanced  as  at  D,  the  reaction  of  the  magneto-motive- J 
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force  of  that  section  of  the  winding  supplying  this  load  would 
divert  some  of  the  flux  which  passed  through  it  into  the  leakage 
path,  JE,  between  the  two  windings.  This  would  tend  to  lower 
the  voltage  on  the  side  D  and  raise  the  voltage  on  the  side  C, 
If,  however,  the  low-tension  windings  are  divided  as  at  B^  one- 
half  of  the  low  tension,  C,  being  placed  on  one  leg,  and  the  other 
half,  H,  on  the  other  leg,  the  reaction  of  the  current  in  these 
windings  on  the  magnetic  flux  brought  about  by  an  overload  at 
F  would  be  equally  distributed  on  both  legs,  and  no  leakage 
flux  would  occur  between  the  windings.  This  tends  to  maintain 
an  equality  of  potentials  on  both  sides.  The  larger  the  trans- 
former the  more  the  low-tension  winding  should  be  sectionalized 
and  distributed. 


SECTION  XIX  CHAPTER  II 

TRANSMISSION  OF  POWER 
THE  THREE-WIRE  SYSTEM 

1.  Explain  the  advantages  of  the  220- volt  system  over  a  110- volt  system 
with  reference  to  the  copper  required. 

2.  Explain  the  advantages  of  a  three-wire  system  over  a  two-wire 
system. 

3.  (a)  Why  must  a  neutral  be  employed  on  a  three-wire  system?  What 
size  should  the  neutral  be  made:  (b)  For  ordinary  housewiring?  (c)  For 
'feeders"? 

4.  What  percentage  of  copper  is  required  on  a  three-wire  system 
compared  with  a  two-wire  system  for  delivering  the  same  number  of 
lamps  the  same  distance  with  the  same  percentage  of  power  lost  in  the 
line  and  the  same  voltage  at  the  lamps? 

5.  How  much  current  does  the  neutral  wire  carry?    What  determines  it? 

6.  What  was  the  original  plan  devised  by  Edison  for  supplying  power 
on  a  three-wire  system.     Sketch. 

7.  What  advantage  has  one  220-volt  and  two  110- volt  generators  over 
two  110-volt  generators?     Sketch. 

8.  What  will  be  the  effect  upon  the  voltage  impressed  on  the  lamps. 
if  the  neutral  wire  is  disconnected  wluii  the  load  is  unbalanced?  Ex- 
plain fully. 

9.  If  one  side  of  a  three-wire  system  has  100  40-watt.  110-volt  lamps 
in  circuit  and  the  other  side  has  2  100-watt,  110-volt  lamps  in  circuit. 
what  voltage  will  be  impressed  on  each  group  if  the  ntutral  fuse  blows? 

10.  Explain  the  advantages  and  disadvantages  of  one  large  generator  and 
a  motor-balancer  set  to  supply  a  three-wire  system.     Sketch. 
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11.  What  limits  the  amount  of  unbalanced  load  which  may  be  cared  for 
when  motor-balancers  are  used? 

12.  A  three-wire  system  is  supplied  by  a  40O-k.w.,  220-volt  generator 
and  a  motor-balancer  set  of  40-k.w.  capacity  on  each  end: 

(a)  What  is  the  maximum  number  of  40- watt  lamps  which  can  be  car- 
ried on  both  sides  of  the  system  with  a  balanced  load? 

(b)  What  is  the  total  number  of  lamps  which  can  be  carried  on  each 
side  of  the  system  with  the  maximum  permissible  unbalanced  load? 

13.  What  is  the  advantage  of  the  compound  motor-balancer?    Sketch. 

14.  What  is  the  advantage  of  a  motor-balancer  set  with  cross-connected 
shunt  fields?     Sketch. 

15.  What  is  the  object  in  providing  for  tripping  the  circuit-breaker 
on  main  generator  in  case  of  excessive  overload  on  one  side  of  a  motor- 
balancer  system?    Why  must  this  be  done? 

16.  Explain  the  general  construction  of  a  three-wire  generator  for 
supplying  a  three-wire  system. 

17.  Under  what  conditions  may  a  three-wire  generator  be  used  for 
supplying  a  three-wire  system? 

18.  Can  2  110- volt  generators  in  series  or  a  motor-balancer  set  be 
used  in  parallel  with  a  three-wire  generator?    Why? 

19.  If  a  six-phase  rotary  converter  is  used  to  supply  a  three-wire  sys- 
tem, to  what  point  must  the  neutral  of  the  system  return?     Sketch. 

20.  Can  2  110-voIt  transformers  be  used  in  series  to  supply  a  three- 
wire  system?     Sketch. 

21.  Can  a  single  220-volt  transformer  be  used  to  supply  a  three-wire 
system?     If  so,  under  what  conditions?     Sketch. 


SECTION  XIX  CHAPTER  III 

TRANSMISSION  OF  POWER 
CALCULATION  OF  TRANSMISSION  LINES 

The  line  is  a  very  important  part  of  a  power  transmission 
system.  One  of  the  first  questions  that  arises  in  designing  a 
system  for  the  transmission  of  power  is  the  character  and  di- 
mensions of  the  conducting  circuit.  In  considering  a  trans- 
mission problem  the  layman's  first  question  generally  is:  How 
much  power  will  be  lost  in  the  line?  To  which  the  engineer 
replies:  As  much  or  as  little  as  you  please.  If  100  kilowatts  is 
to  be  transmitted  20  miles,  it  would  be  possible  to  design  the 
line  so  that  the  entire  energy  would  be  wasted  in  heating  the 
line,  and  none  would  be  available  at  the  receiving  end.  By 
using  a  larger  conductor,  only  a  portion  of  the  100  kilowatts 
would  be  lost,  and  some  would  be  available  at  the  load.  If,  in 
a  given  transmission  line,  50  kilowatts  represents  the  energy 
wasted  in  overcoming  the  resistance  of  the  circuit  with  a  certain 
size  of  wire,  it  is  evident  that,  by  installing  another  wire  of  the 
same  size  in  parallel  with  the  first,  the  loss  would  be  reduced  to 
25  kilowatts,  for,  as  the  resistance  has  been  halved,  the  loss 
would  be  halved.  The  question  which  the  engineer  must  decide 
is:  Would  it  pay  to  double  the  amount  of  copper  in  the  line  to 
save  this  25  kilowatts  ?  Now  if  the  25  kilowatts  saved  can  be 
sold  for  a  price  which  will  yield  something  more  than  the  interest 
on  the  cost  of  the  additional  copper  required  to  save  it,  plus  the 
extra  cost  of  construction,  then  the  investment  might  be  wise. 
Seldom,  however,  can  a  transmission  problem  be  reduced  to  such 
a  basis.  Usually  there  is  some  reserve  in  the  capacity  of  the 
generating  station  so  that  the  limit  has  not  been  so  closely 
approached  as  to  warrant  the  investment  of  any  considerable 
additional  amount  of  money  in  the  transmission  line.  Further- 
more, it  is  doubtful  if  a  market  for  the  power  so  saved  could  be 
found. 

There  are  many  factors  which  enter  into  the  determination 
of  a  suitable  percentage  of  loss  to  allow  in  a  transmission  line. 

Three  things  must  be  considered: 

First,  the  amount  of  power  to  be  transmitted. 

391 
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Secondi  the  length  of  the  transmission  line. 

Thirdi  the  voltage  of  transmission. 

A  considerable  technical  knowledge  is  necessary  to  intelligently 
decide  what  the  per  cent  of  loss  should  be  in  a  given  case  In 
general  it  may  be  said  that  the  per  cent  loss  may  be  increased 
with  the  length  of  the  line  and  decreased  with  the  voltage  em- 
ployed. For  a  given  distance  and  voltage  the  per  cent  loss 
will,  under  certain  conditions,  be  greater  with  large  powers  than 
with  small  powers. 

The  diversity  factor  of  the  load  may  also  influence  the  per- 
missible loss  in  the  line.  The  diversity  factor  is  the  ratio  of  the 
sum  of  the  maximum  power  demands  of  the  subdivisions  of  any 
system  or  parts  of  a  system  to  the  maximum  demand  of  the 
whole  system  or  of  the  part  of  the  system  under  consideration, 
measured  at  the  point  of  supply. 

Thus  an  industrial  load  of  1,000  K.W.  and  a  lighting  load  of 
1,000  K.W.  might  be  supplied  from  the  same  station.  As  the 
industrial  load  would  be  required  only  in  the  daytime  and  the 
lighting  load  only  at  night,  the  copper  for  the  transmission  line 
from  the  generating  station  need  only  be  sufficient  to  supply 
1,000  K.W.  instead  of  2,000  K.W.  The  diversity  factor  in  this 
case  would  be  50%.  It  refers  to  the  maximum  percentage  of  the 
connected  load  which  may  be  demanded  at  any  one  time  dtiring 
the  day.  The  problem  of  regulation  is  involved  in  the  loss  which 
is  assigned.  With  no  load  the  voltage  at  the  receiving  end  will 
always  be  the  same  as  that  at  the  transmitting  end.  If  the  loss 
be  fixed  at  10%,  it  follows  that,  when  full  load  is  applied,  the  full 
loss  of  10%  will  be  encountered.  This  means  that  lamps  and 
motors  will  suffer  a  drop  in  potential  varying  with  different  con- 
ditions of  load  from  nothing  up  to  the  full  10%.  Ten  per  cent 
change  in  lamp  potential  is  very  objectionable.  Hence  provision 
must  be  made  for  either  automatic  or  hand-regulating  devices  for 
holding  the  potential  uniform  within  reasonable  limits  at  the 
load.  Low-tension  distributing  networks  will  involve  a  loss 
of  from  5  to  lO^c  between  the  source  of  direct-current  power  and 
the  distributing  centers.  In  house  wiring  the  loss  in  the  mains 
entering  the  buildings  may  var>^  from  3  to  5%.  The  loss  on 
the  branch  lines  is  usually  1%,.  These  losses  may  total  10  or 
15%  from  the  source  of  direct  current  to  the  lamps. 

When  long-distance  transmission  lines  are  employed,  the  loss 


Transmission  of  Power  393 

will  seldom  be  less  than  5%  and  seldom  greater  than  15%  on 
even  the  longest  lines. 

Circular  MU  Formula  for  Copper  Wire. — If  a  current  of  10 
amperes  flows  through  a  circuit  shown  in  Fig.  1005,  having  an 
unknown  resistance,  and  the  potential  drop  across  the  terminals 
is  found  to  be  50  volts,  the  resistance  of  this  circuit  may  be 
expressed  by  the  equation : 

-J  ~  R.  Tn  ~  ^  ohms. 

Another  expression  for  the  resistance  of  the  circuit  can  be 
obtained  as  follows: 

p        10.6  X  / 
cm. 
Where: 

10.6=  the  specific  resistance  of  one  foot  of  copper  wire  having 
one  circular  mil  cross-section. 
/  =  the  length  in  feet  of  the  circuit. 
cm.  =  the  circular^mils  cross-section. 


10  I 


50E 


Fig.  1025 

Thus  if  the  complete  circuit  were  500  feet  in  length  and  the 

wire  had  a  cross-section  of  1,060  circular  mils,  the  equation 

would  be 

10.6  X  500        .    ^ 

~t;66o —  =  ^  ^^"''- 

As  these  are  both  expressions  for  the  resistance  of  a  wire,  the 
two  equations  may  be  combined  thus : 

10.6  X  /        E 

cm.  I 
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Transposing  this  expression  for  the  value  of  the  circular  rails 
gives 

10.6  XIX  I 

£ «^'«- 

Now  substituting  D  for  the  distance  one  way  between  the  source 
and  the  load  in  place  of  I  and  increasing  the  constant  10.6  to 


B 

'  i 

2 

I  I-  — 

I  ■  .■■    ■ 

■I  I 

-  -    A 

■  h  ■ 

.  >-  ■    ■ 

■  I 
C 

^^^^^^^^^^— — ^^^^■^^^^■~       p 


Fig.  1026. 

11  to  allow  for  increase  in  temperature   and  added   resistance 
due  to  connections  in  the  circuit,  the  expression  becomes 
llX2XDX/_  _   22  X  D  X  I 


This  is  a  standard  equation  for  determining  the  size  of  wire  for 
transmittiuK  any  direct  current  any  distance  with  a  given 
number  of  volts  lost  in  the  line. 

Branch  lines  in  houses  are  not  usually  more  than  100  feet  in 
length  and  arc  not  permitted  to  carry  over  660  watts.  With  this 
amount  of  power  distributed  on  these  circuits  the  loss  in  jioten- 
tial  will  rarely  exceed  one  \-oU  when  using  the  smallest  size 
wire  permitted  by  the  National  Code,  which  is  No.  14.  It  is 
therefore  unnecessary  to  make  a  calculation  to  determine  the 
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size  of  wire  for  branch  lines,  for  the  minimum  size  permitted  is 
rarely  less  than  a  safe  size.  The  length  of  mains  in  ordinary 
residences  is  usually  so  short  that  No.  10  or  12  wire  will  be  amply 
large  in  the  majority  of  cases  without  any  calculation. 

A  check,  however,  should  be  made  to  be  sure  that  the  number 
of  amperes  assigned  to  the  mains  in  any  case  does  not  exceed 
the  safe  carrying  capacity  prescribed  for  such  wires  in  the  Na- 
tional Code. 

In  wiring  apartment  houses,  hotels,  department  stores  and 
office  buildings,  the  size  of  wire  for  branch  lines  and  occasionally 
for  mains  may  also  be  assigned  in  the  same  way  as  above.  The 
feeder,  however,  which  extends  from  a  power  plant,  P,  in  the 
basement,  as  in  Fig.  1026,  to  the  center  of  distribution  A, 
approximately  midway  between  the  top  and  bottom  of  the 
building,  must  be  calculated  with  a  prescribed  loss  of  from  2  to 
5%  according  to  the  load  and  the  distance.  The  subfeeders 
which  extend  upward  to  B  and  downward  to  C  should  be  suffi- 
ciently large  to  prevent  the  loss  of  more  than  1  or  2  volts  in  each 
direction. 


Fig.  1027. — Required,  the  size  of  wire  to  deliver  300 
40-watt,  110- volt  lamps,  500  feet,  with  6%  line  loss. 

A  practical  application  of  the  above  established  formula  will 
now  be  considered.  Let  it  be  required  to  deliver,  at  the  point 
A,  sufficient  ciurent  to  supply  300,  40-watt,  110-volt  lamps  from 
the  power  plant,  P,  the  distance  being  500  feet  with  an  allowance 
of  6%  for  loss  in  the  line.  The  circuit  will  be  as  represented  in 
Fig.  1027.  First  the  total  current  must  be  ascertained.  This 
is  found  by  multiplying  the  total  number  of  lamps  by  the  watts 
per  lamp  and  dividing  by  the  voltage  at  the  lamps.     Thus : 

LX  P        J        300  X  40        ,^ 

— P —   =    i    =  Y\r\ —    ~   109  amperes. 

100%  represents  the  voltage  at  the  generator. 

6%  is  to  be  the  loss  in  the  line. 
94%  of  the  generator's  voltage  will  reach  the  load  and  this 
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should  be  110  volts.     Therefore  ^j^  =  117  volts  at  the  gener- 

ator.  Deducting  1 10  volts  at  the  lamps  leaves  7  volts,  which  will 
be  the  actual  loss  in  the  line.  Applying  the  formula  to  determine 
the  size  of  the  wire : 

22  X  I  X  D       22  X  109  X  500        ,^,  ^^n    •      i         -i 
^; =  = =  171,300  circular  mils. 


The  size  of  wire  called  for  usually  falls  between  two.  gauge 
nimibers.  A  safe  rule  is  to  take  the  next  size  larger  wire.  This, 
however,  would  often  involve  an  unnecessary  waste  of  copper. 
No.  0000  is  considerably  too  large.  In  many  instances  it  is  entirely 
practical  to  take  the  next  size  smaller  wire.  This,  however, 
would  involve  a  somewhat  larger  number  of  volts  lost.  If,  in 
the  preceding  case.  No.  000  wire,  which  has  168,000  cm.,  is 
substituted  in  the  equation  for  the  7  volts  lost,  the  quotient  ob- 
tained would  show  the  actual  voltage  lost  with  this  slightly 
smaller  wire. 

Nothing  but  considerable  experience  will  enable  one  to  judge 
as  to  the  most  suitable  loss  to  allow  in  a  given  case.  If  the  pre- 
scribed loss  is  high,  the  copper  required  will  be  small.  If  the 
prescribed  loss  is  low,  the  copper  required  will  be  great.  Care 
should  always  be  taken  to  check  the  size  of  wire  called  for  in 
any  case  for  interior  wiring  with  the  table  giving  the  safe  carr>''ing 
capacity  of  wires  in  the  National  Electrical  Code,  and  if  this 
safe  limit  has  been  exceeded  a  smaller  loss  must  be  prescribed. 


Fig.  1028. — Required,  the  size  of  wire  to  deliver  500 
40- watt,  1 10- volt  lamps,  400  feet,  1 20  volts  at  generator. 


Sometimes  the  voltage  is  specified  at  the  generating  plant 
and  also  at  the  load,  in  which  case  the  loss  in  the  line  which  may 
be  permitted  can  be  determined  by  simply  subtracting  the 
received  voltage  from  the  generated  volts.  Consider  a  case  in 
Fig.  1028,  where  vSOO,  40-watt,  UO-volt  lamps  are  to  be  operated 
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at  a  distance  of  400  feet  from  a  120- volt  generator.  Obviously 
the  loss  in  the  line  will  be  120  volts  minus  110  volts,  or  10  volts. 
The  ciurent  required  by  the  lamps  will  be 

LXP        500X40        ,0^ 

— =; —  =  — tjt: —  =  182  amperes. 

Applying  the  formula 

22  X  I  X  D                     22  X  182  X  400        .^^m 
=; =   cm.   =   rrr =   160,000  c.m. 

This  is  just  a  little  less  than  the  cross-section  of  a  No.  000  wire, 
which  will  be  of  suitable  size. 


Fig.  1029. — Required,  the  size  of  wire  to  deliver  600 
40- watt,  110-volt  lamps,  800  feet,  on  the  three- wire 
system,  236  volts  at  generator. 

Next  consider  the  application  of  the  same  formula  to  a  three- 
wire  circuit.  Let  it  be  required  to  supply  600  40-watt,  110- 
volt  lamps  at  a  distance  of  800  feet  from  the  generators,  which 
supply  236  volts,  Fig.  1029.  The  loss  in  the  line  is  obviously 
236  volts  at  the  generator,  minus  220  volts  at  the  load,  which 
equals  16  volts.  Power  is  transmitted  on  a  three-wire  system 
at  220  volts  instead  of  110.     Hence  the  current  required  will  be 

LXP         J        600  X  40        ,^ 

r=^ —   =    /    =  — 220 "   109  amperes. 

Applying  the  formula: 

22  X  I  X  D  22  X  109  X  800         .^nnnn 

= =  c.m.  =  rz =   120,000  c.m. 

E  lo 

This  will  be  the  required  cross-section  for  the  positive  and  nega- 
tive wires.     The  neutral  wire  in  all  such  circuits  where  the  load 
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is  to  be  delivered  at  the  end  of  the  transmission  line  may  safely 

be  made  one-half  the  size  of  the  outside  wires.    Thtis ^ —  = 

60,000  cm.  for  the  neutral  wire.  The  B.  &  S.  gauge  correspond- 
ing will  be  No.  00  for  the  outside  wires  and  No.  2  for  the  neutral. 
It  has  been  previously  stated  that  the  economy  of  a  trans- 
mission line  varies  as  the  square  of  the  voltage  impressed.  The 
foregoing  formula  may  be  used  to  prove  this  fact  very  clearly. 
Thus,  let  it  be  required  to  deliver  20,000  watts  a  distance  of 
5,000  feet  with  a  loss  of  5%  in  the  line.  First  let  the  transmission 
be  at  200  volts  with  100  amperes.  5%  of  200  volts  equals  10 
volts  to  be  lost  in  the  line.     Applying  the  formula 

22  X  I  X  D        22  X  100  X  5,000        ,  ,^  ,^ 

F =  TTT =   1,100,000  cm. 

E  10 

Next  consider  the  transmission  of  the  same  power  the  same 
distance  with  the  same  per  cent  loss  but  at  2,000  volts  and 
therefore  requiring  only  10  amperes.  5%  of  2,000  volts  equak 
100  volts  lost  in  the  line. 

22XIXD                     22X10X5.000        ,,,,^ 
=; =  cm.    =   T^r^r =   11,000  cm. 

It  will  be  observed  that,  in  this  case,  the  result  of  making  the 
transmitting  voltaj^e  10  times  as  great  has  been  to  reduce  the 
current  required  to  1/10  of  the  former  amount  and  increase  the 
actual  voltage  lost  to  10  times  the  former  amount.  This  reduces 
the  numerator  in  the  equation  to  1/10  its  former  value  and  in- 
creases the  denominator  10  times.  The  quotient  is  therefore 
1/100  the  amount  obtained  in  the  first  case.  Thus,  increasing 
the  voltage  of  transmission  for  a  given  amount  of  power  to  10 
times  the  initial  value  reduces  the  copper  required  to  1/100. 

Circular  Mil  Formula  for  Aluminum  Wire. — The  circular  mil 
formula  may  be  adapted  for  finding  the  size  of  wire  of  any 
material  by  substituting  for  the  constant  22,  which  is  the  resist- 
ance of  one  circuit  foot  of  copper  of  one  circular  mil  cross-section, 
the  rosistanco  of  one  circuit  foot  of  any  other  conductor  of  one 
circular  mil  cross-section.  The  cross-section  of  an  aluminum 
wire  nuist  bear  the  relation  of  159  to  100  when  compared  with 
copper  wire.  Therefore  the  circular  mils  of  an  alumintun  wire 
must  be  1  50  times  the  circular  mils  of  a  copper  wire  of  equal 
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conductivity.  Therefore  the  constant  22  may  be  multiplied  by 
1.59,  which  will  give  35.  The  formula  for  obtaining  the  size  of  an 
aluminum  wire  for  any  installation  will  then  be : 

35  X  /  X  D  ,      . 

=^ =  cm.  aluminum. 

E 

Weight  Formula  for  Copper  Wire. — It  so  happens  that  1,000 

feet  of  copper  wire  of  1,000  cm.  cross-section  weighs  3  pounds. 

22  X  /  X  Z^ 
If,  then,  in  the  equation  for  circular  mils,  :=. =  cm., 

3  be  placed  in  the  numerator  and  1,000  in  the  denominator,  the 
quotient  will  be  the  * 'pounds  per  thousand  feet**  instead  of  the 
circular  mils.     Thus 

3  X  22  X  I  X  D  .  ^.  .  .    ^ 

^  nnn  \y  TT ~  pounds  per  thousand  feet. 

i,UUU  X  xS 

By  writing  the  distance  one  way,  in  ** thousands  of  feet,*'  as 

Dm  in  place  of  Z),  and  by  combining  the  two  constants  in  the 

^      ^,                 .      u              66X  I  XDm  . 

numerator,  the  expression  becomes ^ =  pounds  per 

thousand  feet.  If  this  expression  for  the  weight  in  pounds  per 
thotisand  feet  is  multiplied  by  Dm,  which  is  the  distance  one 
way  from  the  generator  to  the  load,  and  again  by  2,  to  give  the 
total  distance  out  and  back,  the  result  will  be  an  expression  for 
the  total  weight  of  copper  for  the  entire  circuit.     Thus 

66X  I  X  Dm  ^    ^     ^  ^        132  X/X  Dm^        ^  ^  , 

f; X  Dm  X  2  =  ^ =  total  num- 

xS  h, 

ber  of  pounds  required. 

B.  &  S.  Gauge  Formula  for  Copper  Wire. — A  simpler  formula 
for  determining  the  size  of  wire  for  direct-current  installations 
which  obviates  the  necessity  for  referring  to  a  wire  table  to  find 
the  gauge  number  corresponding  to  a  given  circular  milage  is  as 
follows : 

— g: —  —  K,  T7  ~  pounds  per  thousand  feet. 

Where:         /  =  current  in  amperes. 

D  =  distance  one  way  to  load. 
E  =  volts  lost  in  line. 
K  =  gauge  number  factor. 
16  =  constant. 
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As  an  example  of  the  application  of  this  formtda,  consider  the 
determination  of  the  size  of  wire  required  to  transmit  power  to  a 
12-ampere,  220- volt  motor,  situated  1,500  feet  away  from  a  230r 
volt  generator.  The  loss  in  the  line  will  be  230  minus  220  or 
10  volts.     Applying  the  formula 

I  X  D        12  X  1,500 


10 


=  1,800  gauge  number  factor. 


The  corresponding  gauge  number  may  be  found  in  the  accom- 
panying table : 


Size  of  wire 

K 

Size  of  wire 

K 

B.  &  S.  gauge 

B.  &  S.  gauge 

0000 

10,400 

6 

1,300 

000 

8,000 

7 

1,000 

00 

6,400 

8 

800 

0 

5,200 

9 

650 

1 

4.000 

10 

500 

2 

3,200 

11 

400 

[3 

2,600] 

12 

325 

*{4 
15 

2,000 

13 

250 

l,600j 

14 

200 

The  nearest  size  wire  corresponding  to  a  factor  of  1,800  is 
No.  4,  which  has  a  factor  of  2,000.  This  factor  happens  to  be 
the  weight  of  copper  in  ounces  per  one  thotisand  feet.     To  find 

the  weight  in  pounds  apply  the  formula,  r^  =  poimds  per  thou- 


sand feet.     Thus 


2,000 
16 


=  125  pounds  per  thousand  feet.     The 


distance  one  way  is  1,500  feet.  The  total  length  required  out  and 
back  is  D  times  2  or  3,000  feet.  In  this  case  the  total  weight 
will  be  125  pounds  per  thousand  feet,  times  3,  or  375  pounds. 
If  bare  copper  costs  20  cents  per  pound,  the  total  cost  for  the 
installation  would  be  $75. 

A  study  of  the  table  will  show  that  the  combination  upon 
which  the  factors  are  based  can  be  very  easily  remembered. 
These  factors  are  proportional,  in  round  numbers,  to  the  circular 
mils.     In  fact  any  constant  multiplied  by  22  will  be  approxi- 
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mately  the  circular  milage  of  the  corresponding  wire.  Starting 
with  any  particular  factor  and  going  up  toward  the  larger  sizes, 
it  will  be  observed  that  the  factor  for  every  third  size  is  halved. 
By  remembering  the  factor  for  three  gauge  numbers  such  as 
numbers  3,  4  and  5*,  it  is  a  simple  matter  to  build  the  table  up  or 
down  toward  the  size  of  the  particular  wire  called  for  in  the  cal- 
ctdation.  The  formula  is  so  easily  remembered  and  the  rela- 
tion between  the  factors  so  simple  that  one  can  readily  carry  the 
entire  combination  in  the  head  and  make  calculations  for  interior 
wiring  with  very  satisfactory  results  without  any  other  source 
of  information. 

As  the  size  of  wire  called  for  usually  falls  between  two  gauge 
numbers,  it  is  often  necessary  to  take  a  wire  either  too  large 
or  too  small.  A  little  study  of  the  table  will  show,  however,  that 
a  combination  of  two  or  more  wires  of  the  same  or  different  sizes 
will  often  give  the  exact  cross-section  required.  Thus  in  the 
preceding  example,  a  No.  7  having  a  factor  of  1,000,  and  a  No. 
8  with  a  factor  of  800,  would  have  an  aggregate  carrying  capacity 
equal  to  the  sum  of  these  two,  which  equals  the  1,800  factor 
called  for  in  the  problem.  While  it  would  not  be  desirable  to 
use  two  insulated  wires  tied  together  in  parallel  for  inside  wiring, 
a  bare  No.  7  and  No.  8  could  be  very  readily  tied  to  the  same 
pin  in  an  outside  line  in  place  of  a  No.  4.  This  combining  of 
wires  of  various  sizes  can  be  carried  out  as  far  as  desired;  thus  ten 
No.  8  wires,  having  a  factor  of  800,  would  have  an  aggregate 
capacity  of  one  No.  000,  whose  factor  is  10  times  800  or  8,000. 
while  four  No.  7  wires,  with  a  factor  of  1,000,  would  equal  a 
No.  1.  whose  factor  is  4,000. 


SECTION  XIX  CHAPTER  III 

TRANSMISSION  OF  POWER 
CALCULATION  OF  TRANSMISSION  LINES 

1.  How  much  power  should  be  lost  in  heat  in  a  transmission  line? 

2.  What  three   factors  enter  into  the  determination  of  a  suitable  loss 
to  allow  in  a  transmission  line? 

3.  What  is  the  "diversity  factor"  in  a  power  load?    How  does  it  in- 
fluence the  permissible  loss  in  a  transmission  line? 

4.  What  eflFect  has  the  per  cent  of  loss  allowed  in  the  line,  upon  the 
^ulation  of  the  system  and  the  range  of  voltage  to  which  the  lamps 

motors  may  be  subjected  under  variation  in  load? 
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5.  Required:  The  size  of  wire  to  deliver  200  40-watt,  110-volt  lamps, 
400  feet,  with  5  per  cent  of  the  generated  voltage  lost  in  the  line, 

6.  Required:  The  size  of  wire  in  circular  mils  to  deliver  400,  40-watt, 
110-voIt  lamps,  300  feet,  with  6  per  cent  of  the  generated  voltage  lost  in 
the  line. 

7.  Required:  The  size  of  wire  to  deliver  350  40-watt,  110-volt  lamps, 
500  feet,  with  118  volts  at  generator. 

8.  Required:  The  size  of  wire  to  deliver  275  40-watt,  112-volt  lamps 
300  feet,  with  116  volts  at  generator. 

9.  Required:  The  size  of  wire  in  circular  mils  for  positive,  negative 
and  neutral  to  deliver  500  40-watt,  110-volt  lamps  1,000  feet  on  the  three- 
wire  system,  with  238  volts  at  the  generator? 

10.  Required :  The  size  of  wire  in  circular  mils  for  positive,  negative 
and  neutral  to  deliver  300  40-watt,  110-volt  lamps,  750  feet  on  the  three- 
wire  system,  234  volts  at  the  generator. 

11.  Required:  The  size  of  aluminum  wire  in  circular  mils  to  transmit 
200  k.w.  under  a  pressure  of  2,000  volts  at  the  power  station,  a  distance 
of  5,000  feet  with  a  loss  of  10  per  cent  of  the  generated  voltage  in  the 
transmission  line. 

12.  Required:  The  size  of  copper  wire,  B.  &  S.  gauge,  by  the  constant 
table  to  transmit  16  amperes  to  a  500-volt  motor  5,000  feet  away  from 
a  railway  generator  delivering  550  volts. 

13.  Required:  The  size  of  copper  wire,  B.  &  S.  gauge,  by  the  constant 
table  to  deliver  250  40-watt,  110-volt  lamps,  350  feet  from  the  generator; 
allow  5  per  cent  of  generated  voltage  to  be  lost  in  the  line. 

14.  Required :  The  size  of  positive,  negative  and  neutral  wires,  B.  & 
S.  gauge  by  the  constant  tabic  to  deliver  450  40-watt,  110-volt  lamps 
800  feet  on  the  three-wire  system,  235  volts  at  the  generator. 


SECTION  XIX  CHAPTER  IV 

TRANSMISSION  OF  POWER 
ALTERNATING-CURRENT  TRANSMISSION 

It  is  more  difficult  to  calculate  the  size  of  wire  for  alternating 
current  than  for  direct  current  installations  for  the  following 
reasons:  With  direct-ciurent,  a  certain  loss  is  prescribed.  If 
the  calculated  size  of  wire  is  used,  the  stated  loss  will  occur. 

In  an  A.C.  transmission  a  certain  loss  may  be  prescribed,  but 
that  loss  is  the  ohmic  drop  only.  The  transmission  line  will 
involve  a  reactive  drop  in  addition,  which  depends  upon  the 
current,  the  size  of  the  wires  and  the  spacing  between  them. 
As  the  reactive  drop  cannot  be  ascertained  until  the  size  of  wire 
is  known,  and  as  the  size  of  wire  necessary  cannot  be  determined 
without  knowing  the  total  drop  which  is  to  occur  therein,  the 
difficulties  encountered  can  be  readily  appreciated. 

Furthermore,  in  a  direct-current  system,  the  amount  of  current 
required  to  deliver  a  given  power  at  fixed  voltage  is  always  the 
same.  In  an  A.C.  transmission  the  current  required  increases 
as  the  power  factor  decreases. 

In  a  D.C.  transmission  the  total  voltage  lost  in  the  line  deter- 
mines the  power  lost  in  the  line  and  the  voltage  lost  measures 
the  regulation.  In  an  A.C.  transmission  the  energy  lost  in  the 
line  is  determined  by  its  resistance  while  the  regulation  of  the 
line  is  determined  by  the  impedance  drop  which  is  the  vector 
sum  of  the  resistance  drop  and  the  reactive  drop. 

Single-Phase  Calculation. — In  the  following  problems  these 
factors  will  be  taken  into  account  and  the  various  methods  of 
approaching  different  problems  will  be  considered  in  detail. 
In  the  first  place  assume  a  transmission  line  in  which  the  following 
data  is  given: 

Power  at  the  load,  5,000  K.W. 
Distance  of  transmission,  20  miles. 
Nominal  line  voltage,  33,000. 
Frequency,  60  cycles. 
Power  factor  of  the  load,  85%. 
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Line  loss,  10%  of  watts  generated. 

Spacing  of  wires,  48  inches  between  centers. 

Assumed  voltage  regulation,  19%. 
The  voltage  stated  is  the  nominal  voltage  at  the  source  which 
will  fall  from  this  value  at  the  receiving  end.  The  regulation 
that  is  assumed  is  arbitrarily  established  and  can  be  subse- 
quently altered  if  the  calculations  do  not  bear  out  the  assiuned 
value.  The  layout  is  as  shown  in  Fig.  1009.  The  alternator 
generates  6,600  or  11,000  volts  and  by  means  of  raising  trans- 
formers, 7,  delivers  approximately  33,000  volts. 


48* 


i 


Fig.  1030.— Reguired,  the  size  of  wire  to  deliver  5,000  K.W.,  20 
miles  with  10%  line  loss;  power  factor  85%,  frequency  60  cycles, 
nominal  voltage  of  transmission  33,000;  spacing  between  wires  48". 

Calculation: 

Volts  at  receiving  end'of  line  =       '  ^^    =  27,740  volts. 

P  r  5,000,000 

Amperes  per  wire  =  ^  ^  ^^^ ^  =  /  =    27,740X0.85  ^ 

212  amperes. 

Ten  per  cent  of  5,000  K.W.  equals  500  K.W.     This  is  the  loss 
in  terms  of  delivered  power.     Dividing  this  amount  by  0.90 

500 

gives  the  loss  in  terms  of  generated  power.     Thus  jtqK  =  556 

K.W.     Dividing  this  amount  by  2  gives  278  K.W.  lost  in  each 

wire. 

p 
PR  =  P  (lost)  7$  =  /?  (for  one  wire). 


278,000 
2122 

6.18 


=  6.18  ohms  resistance  for  20  miles. 


20 


=  0.309  ohm  per  mile. 
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From  the  following  table  No.  000  wire  will  be  found  to  possess 
a  resistance  of  0.336  ohm  per  mile.  The  resistance  for  20  miles 
is  0.336  X  20  =  6.72  ohms. 

Resistance  in  Ohms  per  Mile  for  Copper  and  Aluminum  Wire. 

Aluminum  61%  Conductivity 


Aluminum 

Resistance 

Size  equivalent 
copper,  97%  cond. 

cm. 

at  68**  F. 

795,500 

0.1127 

500,000  cm. 

715,500 

0.1254 

450,000 

636,000 

0.1409 

400,000 

556,500 

0.1611 

350,000 

477,000 

0.1879 

300,000 

397,500 

0.2253 

250,000 

336,420 

0.2667 

No.  0000  B.  &  S. 

266,800 

0.3360 

000 

211,950 

0.4229 

00 

167,800 

0.5342 

0 

133.220 

0.6720 

1 

105,530 

0.8486 

2 

83,840 

1.071 

3 

66,370 

1.350 

4 

52,630 

1.703 

5 

41.740 

2.147 

6 

From  the  following  table  the  reactance  of  No.  000  is  found  to 
be  0.692  ohm  per  mile  for  a  spacing  of  48  inches  between  wires 
at  a  frequency  of  60  cycles. 

The  reactance  for  20  miles  in  0.692  X  20  =  13.84  ohms. 

In  the  following  formulas  the  voltage  at  the  generator  is 
estimated  by  combining  the  energy  and  wattless  components  of 
the  voltage  at  the  load  and  adding  these  vectorily  with  the 
energy  and  wattless  components  of  the  voltage  lost  in  the  line. 

Thus,  

Eg  =    V(£/  cos.  $  +  my  +  {El  sin.  $  +  IX)^ 

Where : 

Eg  =  generated  volts. 

El  =  received  volts. 
Cos  ^  X  100  =  power  factor. 

IR  =  resistance  drop. 

IX  =  reactance  drop. 

Fig.  1031  shows  the  vector  for  this  calculation.  With  a 
power  factor  of  85%  at  the  load,  the  energy  component  is  found 
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by  multiplying  A-C,  27,740  volts,  at  the  receiving  end,  by  85%. 
which  gives  A-B,  which  equals  23,579  volts.  The  wattless  com- 
ponent B'C  is  obtained  by  multiplying  A-C,  27,740  volts,  by  the 
sine  of  <^,  which  is  0.527,  giving  B-C,  14,618  volts.  To  the 
received  voltage  A-C  must  be  added  the  line  drop  C-E,  to  deter- 
mine the  voltage  A-E,  which  must  be  supplied  by  the  generator. 
The  ohmic  drop  in  the  line  C-D  is  found  by  multiplying  the  line 
current,  212  amperes,  by  the  resistance  of  the  line.  Each  wire 
has  a  resistance  of  6.72  ohms.     The  two  wires  will  therefore 


2.849  E 


23,579  E 


Fig.   1031 


have  a  resistance  of  13.44  ohms.  This  resistance  multiplied  by 
212  ami^eres  jj^ivcs  2,849  volts  ohmic  drop.  The  reactive  drop 
in  the  line,  D-E,  is  found  by  multiplying  this  same  current,  212 
amperes,  by  the  total  reactance  of  the  circuit.  This  was  13.84 
ohms  for  one  wire  or  27.68  ohms  for  both.  This  reactance 
multiplied  by  212  amperes  gives  5,868  volts  reactive  drop. 
Substituting  these  values  in  the  equation  gives: 


^^   =    ^(27,74(rx  0.85)  +  (212  X   13.44)'    + 


Eg  =  33,445  volts. 


(27,740  X  0.527)  +   (212  X  27.68) 
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Eg  —  El                                               ,           33,445  —  27,740 
:^. —  X  100  =  per  cent  regulation  =  — '- — ^^  ^^  X 

100  =  20.3  per  cent  regulation. 

This  checks  closely  with  the  assumed  19.0  per  cent. 

In  three-phase  calculations  it  is  usual  to  figure  each  wire  of 
the  circuit  independently  as  the  circuit  is  not  a  simple  one.  By 
calculating  the  voltage  of  the  line  from  each  conductor  to  an 
assimied  neutral  and  substituting  this  value  in  the  formula 
together  with  the  current,  resistance  and  reactance  of  a  single 
wire,  the  problem  compares  with  single-phase  calculations  as 
regards  simplicity. 

A  convenient  way  of  looking  at  the  single-phase  calculations 
is  to  remember  that  the  load  on  the  generator  consists  of  two 
units,  one  the  line  itself  and  the  other  the  load  connected  at  the 
point  under  consideration.  The  problem  then  becomes  similar 
in  solution  to  two  impedances  in  series.  The  foregoing  example 
can  be  reduced  to  a  calculation  of  one  wire  with  the  result  that 


Fig.  1032 

the  regulation  is  found  to  be  the  same  as  with  two  wires.  Assume 
the  return  circuit  to  be  grounded,  as  in  Fig.  1032,  and  the  out- 
going line  to  simply  involve  one-half  of  the  resistance  and  one- 
half  the  reactance,  formerly  included  in  the  calculation.  The 
return  wire  will  be  asstimed  to  have  zero  resistance  and  reactance. 
Applying  the  formula  gives  the  following  result: 

^^  =    If (13,870  X  0.85)  +  (212  X  6.72)'  + 


(13,870  X  0.527)  +  (212  X  13.84) 

Eg   =    16,690.      This  is  just   one-half  of  33,445.      Using  these 
values,  the  regulation  is  almost  exactly  20.3%,  as  before. 

In  the  preceding  example  the  nominal  voltage  at  the  source 
was  assumed.  The  required  voltage  at  the  load  was  calculated 
based  upon  a  resistance  loss  in  the  line.  To  this  delivered 
voltage  the  resistance  loss  and  the  reactive  drop  were  vectorily 


412  Theoretical  and  Practical  Electrical  Engineering 

added.  This  gave  a  somewhat  larger  voltage  at  the  source 
than  the  nominal  voltage  assumed.  It  was  necessary  to  assume 
a  certain  regulation,  and  the  actual  regulation  resulting  differed 
somewhat  from  the  assumed  values. 

Three-Phase  Calculation. — The  calculation  of  the  size  of  wire 
for  a  three-phase  transmission  line  will  now  be  considered. 
Let  the  requirements  of  the  problem  be  as  follows : 

Power  at  the  load,  5,000  h.p. 

Distance  of  transmission,  5  miles. 

Volts  at  the  load,  6,600. 

Frequency,  60  cycles. 

Power  factor  of  the  load,  95%. 

Watts  lost  in  the  line,  10%  of  watts  at  generator. 

Spacing  of  wires,  18  inches  between  centers. 
The  lay-out  of  this  circuit  is  shown  in  Fig.  1033.     Here  the 
voltage  at  the  load  is  given  as  a  starting  point.     Based  upon  a 


5  MILES 


10%  LOSS 
P.F.95% 


Fig.  1033. — Required,  the  size  of  wire  to  deliver  5,000 
h.p.  5  miles  with  a  pressure  of  6,600  volts  at  the  load,  line 
loss  10%,  frequency  60  cycles,  power  factor  of  the  load 
95%,  spacing  l)etween  wires  18". 

specified  loss  of  10%  in  the  line,  the  size  of  wire  is  calculated. 
From  this  size  so  obtained,  the  reactive  drop  combined  with  the 
ohmic  drop  gives  the  total  drop  from  which  the  voltage  at  the 
source  is  computed  and  the  regulation  ascertained.  This  elim- 
inates the  necessity  of  assuming  a  nominal  voltage  to  begin  with 
and  an  approximation  of  the  regulation  in  the  line.  The  cal- 
culation is  as  follows : 

5,000  X  746  =  3.730  K.W. 

^  =   1,243.3  K.W.  per  phase. 

6600 

Volts  from  each  wire  to  the  neutral  =  — t^t-  =  3,810  volts. 

V3 

With  1,243.3  K.W.  per   pliase  and  the  power  factor  95%,  the 

amperes  per  wire  will  be; 

K.  W.  X  1.000         1.243.3  X  1.000        ^,^ 

—r^ T-    =      o  o4^  vx  ^  r^r     =  ^2  amperes 

h  X  cos.  4>  3,810  X  0.95  (approrimately) . 
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If  10%  of  the  generated  watts  are  lost  in  the  line,  90%  of  the 
generated  watts  must  be  delivered  at  the  load.  The  watts  at 
the  station  bus  will  therefore  be : 

S  730 

^  =  4,144.4  K.W. 

If  4,144.4  K.W.  are  delivered  to  the  bus  and  3,730  K.W.  de- 
livered at  the  load,  the  watts  lost  in  the  line  will  be  the  difference 
between  these  two  quantities. 

4,144.4  -  3,730  =  414.44  K.W.  lost  in  line. 

As  this  loss  is  equally  distributed  between  three  conductors  in 
the  line,  the  loss  per  wire  will  be : 

414  44 

^        =   138.1  K.W. 

P 


Therefore: 

138.1  X  1,000 


p  =  ^• 


=  1.18  ohms,  resistance  of  one  wire. 


342* 

As  the  line  is  5  miles  long,  the  resistance  per  mile  will  be : 

1  18 
'       =  0 .  236  ohm. 

Referring  to  the  table  of  resistance  of  copper  wire,  page  405, 
the  nearest  conunercial  size  is  250,000  cm.  cable,  which  has  a 
resistance  of  0.2253  ohm  per  mile.  This  is  lower  than  the  re- 
quired value  but  will  improve  the  regulation  of  the  line.  Using 
this  size  cable,  the  resistance  of  a  5-mile  line  will  be : 

0.2253  X.  5  =  1.1265  ohms. 

Referring  to  the  table  of  inductive  reactance  on  page  406  for 
250,000  cm.  cable,  spaced  18  inches  between  centers,  the  react- 
ance is  found  to  be  0.542  ohm  per  mile  for  60  cycles.  The  total 
inductive  reactance  for  the  5-mile  line  will  be : 

0.542  X  5  =  2.71  ohms 

Using  the  same  fundamental  formula  as  in  the  preceding  problem 
and  substituting  the  above  values : 


£g  =  V 


(3.810  X  0.95)  +  (342  X  1.127)'  + 


(3,810  X  .312)  +  (342  X  2.71) 
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Eg  =  4,534  volts  generated  between  the  neutral  and  each  line 
conductor. 

The  vector  is  shown  in  Fig.  1034,  which  is  in  every  way  similar 
to  1010  except  that  the  reactive  drop  in  the  line  is  relatively 
greater  and  the  power  factor  of  the  load  is  relatively  better. 

The  volts  between  line  wires  at  the  generator  will  be : 

4,534  X  V3  =  7.850  volts. 

The  regulation  of  the  line  expressed  in  terms  of  delivered 
voltage  will  be: 

il^l  X  100  =  ^'«^Q^J-^  X  100  =  19%. 


342  X  1J27' 


PROBLEM  No.  2 


-?t  _COS_f-362q 
Fig.  1034. 
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Three-Phase  Calculation  for  Long  Line  and  High  Voltage. — On 

short  lines  at  moderate  voltages  the  capacity  effect  of  the  circuit 
is  so  small  that  it  may  be  neglected  as  a  factor  in  the  regulation 
of  the  line.  On  long  lines  at  high  voltages,  with  a  lagging  power 
factor,  the  charging  current  in  the  line  may  be  sufficient  to 
slightly  improve  the  power  factor.  The  effect  of  capacity  in 
such  a  circuit  will  be  now  considered  in  a  problem.  The  condi- 
tions are  as  follows : 
Three-phase  system: 

Power  at  the  load,  10.000  K.W. 

Distance,  90  miles. 
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Voltage  at  the  load,  66,000. 

Frequency,  25  cycles. 

Power  factor  of  the  load,  80%. 

Watts  lost  in  the  line,  10%  of  generated  watts. 

Spacing  of  wires,  96  inches  between  centers. 
The  lay-out  of  this  circuit  is  shown  in  Fig.  1035.     The  voltage  at 
the  receiving  end  is  given  as  before,  and  no  adjustment  of  voltage 

„  2S>^  ^f  90  MILES 10.0C)0K.W. 

^ » ,,              ^0%LOSS                           66.000  E 
ff P.F.80% 

Fig.  1035.— Required,  the  size  of  wire  to  deliver  10,000  K.W.  90  miles, 
*66,000  volts  at  the  load,  10%  line  loss,  power  factor  80%,  frequency  25 
cycles. 

at  the  source  need  be  assiuned  in  advance.     The  calctilations 
are  as  follows: 

10.000 


3 
66,000 

V3 


=  3,333.33  K.W.  per  phase. 


=  38,100  volts  to  neutral. 


K.W.  X  1000     J.     3,333.3  X  1,000      ,^  ,- 

r  ^ :ir  ==  ^  =   ^Q  1/v^  x/  n  vn   =  109 .  15  amperes  per  wire. 

E  X  COS.  $  38,100  X  0.80 

If    10%  of  the  generated  watts  is  lost   in  the  line,  90%   of 
the  watts  at  the  generator  must  be  delivered  at  the  load. 

^  g^    =  11,111  K.W.  at  generator  bus. 

11,111  K.W.  generated  minus  10,000  K.W.  delivered  at  load     . 
equals  1,111  K.W.  lost  in  the  line.     As  this  loss  is  equally  dis- 
tributed between  three  conductors  the  loss  per  conductor  will  be: 

^^  =  370.3  K.W. 

As  in  the  preceding  problem,  the  resistance  of  each  line  wire  will 

be: 

P        „        370.3  X  1,000        ,n  o    V, 
P  =  ^=         109 .ly         =  30.9  ohms. 

Since  the  line  is  90  miles  long,  the  ohms  per  mile  will  be : 
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From  a  table  of  resistance  of  copper  wire,  page  405,  the  nearest 
commercial  size  is  No  000  which  has  a  resistance  of  0.336  ohm 
per  mile. 

The  resistance  of  90  miles  of  No.  000  wire  is : 

0.336  X  90  =  30.24  ohms. 

From  the  table  of  inductive  reactance,  page  407,  No.  000  solid 
conductor,  spaced  96  inches  between  centers,  25  cycles,  is  0.323 
ohm  per  mile.     The  total  reactance  for  90  miles  is: 

0.323  X  90  =  29.07  ohms. 
The  vector  for  this  circuit  is  shown  in  Fig.  1036.     Here  the 
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Fig.  1036. 


total  loss  in  the  line  C-E  will  be  comparatively  small,  which 
means  that  the  per  cent  regulation  will  be  good. 

Using  the  fundamental  formula  for  this  case,  the  regulation 


is: 


^'^   =    \(38.100  X  0.80)  +  (109.15  X  30.24) 


'  + 


^38,100  X  0.60)  +  (109.15  X  29.07) 
Eg  =  42,635  volts  to  the  neutral  at  the  station  bus. 
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42,635  volts  to  the  neutral  times  V3  equals  73,800  volts  between 
line  conductors. 

Eg^  X  100  =  ''^•^'J,^'^  X  100  =  11 .86%  regulation. 
El  66,000 

The  capacity  effect  in  the  circuit  will  now  be  considered.  From 
the  Standard  Handbook  or  other  reference  work  the  charging 
current  may  be  found  for  various  size  wires  with  different  spac- 
ings  and  different  frequencies.  The  charging  current  is  based 
upon  these  factors  and  is  given  in  fractions  of  an  ampere  per 


1 


Fig.  1037.— "t"  line. 

mile  per  hundred  thousand  volts  to  the  neutral  of  a  three- 
phase  connection.  For  a  No.  000  wire  spaced  96  inches  between 
centers  on  a  25-cycle  circuit  the  charging  current  per  mile  per 
hundred  thousand  volts  to  neutral  is  0.228  ampere.  The  total 
current  will  then  be: 

38  100 
0.288  X  .^QQQ  =  0.08687  ampere  per  mile. 

0.08687  X  90  =  7.818,  charging  current  for  the  line. 

With  reference  to  the  capacity  of  the  line  the  circuit  may  be 
considered  as  having  half  of  the  capacity  concentrated  at  each 


i 


!£ 


Fig.  1038.— "T"Hne. 

end  as  in  Fig.  1037.  This  is  called  a  *V"  line.  Or  it  may  be 
supposed  that  the  entire  capacity  is  concentrated  halfway  between 
the  extremities  as  in  Fig.  1038.  This  is  called  a  *'T"  line.  The 
actual  charging  current  will  be  the  same  in  either  case.  In  this  ex- 
ample it  will  be 

— h= —   =  3.909  amperes. 
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The  correcting  effect  of  this  charging  current  upon  the  power 
factor  and  the  reduction  in  total  current  circulating  may  be 
understood  from  an  analysis  of  vector  Fig.  1039,  Here  the  line 
current  for  the  load  is  A-D,  differing  from  the  energy  component 
A-B  by  the  angle  *,  which  is  the  same  as  the  angle  between 
A-E  and  A-F  in  Fig.  1036.  The  reactive  component  of  this 
current  is  B-D.  The  charging  current  for  the  line  due  to  the 
capacity  will  be  in  direct  opposition  to  the  reactive  component 
B-D  or  D'C.     This  will  reduce  the  total  current  required  by  the 


circuit  from  A-D  to  .4-C  and  the  angle  of  lag  from  0  to  *'. 
Hence  the  formula: 


lo   =    V(/  X  cos  *)>  +  (/  X  sin  *  -  Ic)* 
Where : 

lo  =  total  line  amperes. 
/  =  line  current  without  capacity. 
Ic  =  charging  current  at  the  end  of  the  line. 
Cos  *  =  power  factor. 
*  =  angle  of  lag. 

Substituting : 

lo  =   V(UO  X  0.80}=  +  (/  X  0.60  -  3.909)* 
lo  =  108.2  amperes. 
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It  will  be  observed  that  the  current,  which  was  109.15  am- 
peres originally,  is  now  reduced  to  108.2  amperes.  The  voltage 
of  the  generator  may  therefore  be  reduced  because  a  slightly 
smaller  current  is  required.  The  actual  voltage  now  called  for 
will  be: 

^^  =   \(38,100  X  0.80)  +  (108.2  X  30.24)*  + 


(38,100  X  0.60)  +  (108.2  X  29.07) 
Eg  =  42,500  volts  to  neutral  (approx.). 

Line  volts  =  42,500  X  V3  =  73,600  as  against  73,800  pre- 
viously required.  The  regulation  will  also  be  slightly  improved 
as  follows: 

Eg  -  El  ^  ,^       73,600-66,000  ^  ,^       .,   -^^  - 

-^-g^ —  X  100  =  —     ^^QQQ X  100  =  11.50%  regula- 
tion, as  against  11 .86%  as  before. 

Thus  it  will  be  seen  that  the  capacity  of  this  transmission  line 
slightly  improves  the  conditions. 

If  it  is  desired  to  bring  about  a  greater  correction,  the  single 
transmission  wires  may  be  subdivided.  It  has  been  found  that 
if  a  three-phase  transmission  line  employing  solid  conductors 
arranged  with  a  10-foot  spacing  be  reconstructed,  each  of  the 
three  wires  being  subdivided  into  three  parts,  these  three  smaller 
wires  being  spaced  18  inches  apart,  the  effect  would  be  to  halve 
the  inductance  and  double  the  capacity  of  the  transmission 
circuit. 

It  must  be  understood  that  there  are  a  number  of  other  factors 
which  enter  into  the  determination  of  the  actual  regulation  of  a 
line.  The  preceding  calculations  simply  outline  the  fundamental 
considerations  involved. 
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SECTION  XIX  CHAPTER  IV 

TRANSMISSION  OF  POWER 
ALTERNATING  CURRENT  TRANSMISSION 

1.  Required:  The  size  of  wire  to  deliver  3,000  k.w.  a  distance  of 
25  miles  with  a  line  loss  of  10  per  cent  of  the  generated  power.  Pow6r 
factor,  90  per  cent ;  frequency,  60  cycles ;  nominal  voltage  of  transmission, 
60,000;  spacing  between  wires,  72'\ 

2.  Required:  The  size  of  wire  to  deliver  3,000  k.w.  a  distance  of  7  miles; 
6,300  volts  at  load;  line  loss,  8  per  cent  of  the  generated  power;  60  cycles; 
power  factor  93  per  cent ;  spacing  between  wires,  24  inches. 

3.  Required:  The  size  of  wire  to  deliver  8,000  k.w.  a  distance  of  100 
miles ;  70,000  volts  at  the  load ;  10  per  cent  of  the  generated  power  to  be 
lost  in  the  line ;  power  factor,  85  per  cent ;  frequency,  60  cycles.  (Neglect 
the  effect  of  capacity  in  the  line.) 


SECTION  XX 


CHAPTER  I 


ELECTRIC  RAILWAYS 


ELECTRIC   RAILWAYS;    HISTORICAL;    GENERAL   PLAN 

The  first  suggestion  for  an  electric  railway  seems  to  have 
originated  with  Thomas  Davenport,  a  Vermont  blacksmith,  who 
operated  a  toy  motor  on  a  small  railway  in  1834.  In  1851, 
Moses  G.  Farmer  operated  an  electric  locomotive  in  which  the 
sotirce  of  power  was  stationary  and  current  was  conveyed  to  and 
from  the  car  by  means  of  the  rails.  In  1879  Siemens  and 
Halske  exhibited  in  Berlin  a  double-reduction  motor  and  used  a 
third  rail  for  supplying  current  to  the  car  through  a  sliding 
contact.  In  this  experiment  a  generator  was  used  for  the  first 
time  as  the  sotu-ce  of  power.  In  1883  Stephen  D.  Field  and 
Thomas   A.    Edison   exhibited   an  electric   locomotive   at   the 


Fig.    1040. — Eleraentar>^  circuits  for  overhead  trolley  line. 

• 

Chicago  Railway  Exposition.  They  had  two  Gramme  machines, 
one  of  which  was  placed  on  the  car  as  a  motor  and  the  other  in 
a  stationary  position  as  a  generator.  The  electro-motive-force 
was  75  volts.  They  found  it  necessary  to  reenforce  the  rails 
with  a  copper  feeder  to  save  power,  as  the  resistance  of  the 
circuit  at  that  low  voltage  consumed  too  large  a  percentage  of 
the  available  pressure. 

In  1886  Lieut.  Frank  J.  Sprague  began  his  experiments  on  the 
New  York  elevated  lines  and  developed  a  successful  propelling 
motor  for  that  system.  In  1888  Sprague  opened  the  Richmond, 
Va.,  electric  railway  system,  which  was  the  first  electric  railway 
line  operating  on  a  large  scale  in  the  country.     It  included  13 
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miles  of  double  track,  20  trolley  cars,  and  a  power  station  con- 
taining six  40-K.W.   generators. 

The  general  scheme  of  the  leectric  railway  is  shown  in  Fig.  1010. 
A  compound  generator,  G,  or  a  rotary  converter,  supplies  current  at 
between  500  and  600  volts  to  a  system  of  feeders,  A-B-C,  which 
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convey  the  current  to  a  trolley  wire  T.  After  passing  through 
the  car  motors  the  current  returns  via  the  rails  R  to  the  generator. 
The  motors  are  invariably  series  wound.  Most  of  the  later 
types  have  interpoles  in  addition  to  the  main  poles.  Practically 
all    street-car   motors   are    four-pole   machines.     The   current, 


after  passiiij;  ihnnif^h  the  trolley  wire  F.  Fig.  I04I,  goes  down 
thrimgh  the  irollfv  ann  T.  and  then  passes  to  one  of  two  con- 
trolliTs  f\.  whcuLv  it  i<  led  thr'.>U);li  the  motors  .\f-M and  thence 
back  by  tlie  rails  t..  ilic  ,i.;cnor;itor.  The  motors  are  wound  for 
the  trolley  volut^e  and  are  eoiineeted  in  parallel  when  operated 
at  full  siK-ed.     Provision  is  made  in  the  controller  for  a  low  speed 
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by  connecting  the  motors  in  series,  thus  dividing  the  trolley 
voltage  between  them  without  involving  any  rheostatic  loss. 
The  early  motors  were  high-speed  machines  and  employed  a 
double-reduction  gear  between  the  shaft  of  the  motor  and  the 
axle  of  the  car  as  in  Fig.  1042.  Motors  were  subsequently 
designed  for  a  lower  speed  so 
that  the  intermediate  or  counter 
shaft  was  eliminated,  the  pinion 
on  the  armature  shaft  engaging 
a  gear  placed  directly  on  the  car 
axle  as  in  Fig.  1043.  This  was 
followed  by  an  entire  elimina- 
tion of  gears  in  Fig.  1044.  Here 
the  armature  surrounds  the  axle 
of  the  car,  which  revolves  with 
it.  The  field  structure  sur- 
rounds the  armature  and  is 
attached  to  the  running  gear  so  that  it  may  be  held  in  position 
while  the  armature  revolves.  Obviously  the  size  and  weight 
of  the  motor  must  be  increased  in  direct  proportion  to  the  re- 
duction in  speed;  hence  the  gcarless  motors  were  very  heavy  and 
costly.  As  the  design  of  the  transmitting  gear  was  improved 
and  a  housing  provided  to  keep  the  noise  in  and   the  dirt  out 


J^ 
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Fig.  UH-t. — (1  earless  drive. 

and  permit  of  lubrication,  the  early  objection  to  gear  reduc- 
tion was  largely  overcome,  and  the  gcarless  motor  for  street 
cars  was  abandoned  and  the  single-reduction  motor  of  Fig.  1043 
was  adopted  as  the  standard  form  for  street-car  equipment. 
This  is  almost  universally  used  today. 

Methods  <rf  Feeding. — The  system  of  feeding  the  trolley  most 
commonly  employed  is  illustrated  in  Fig.  104,5.     It  is  called  the 
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ladder  system.  From  the  generator,  G,  current  is  led  out  over 
the  feeder  F,  which  parallels  the  trolley  T  throughout  its  length. 
At  intervals  of  600  feet,  more  or -less,  depending  on  the  amount 
of  load  and  the  size  of  equipment,  taps  are  taken  at  the  points 
B-B'B,  to  connect  the  feeder  to  the  trolley  wire.  The  feeder  is 
usually  a  stranded  cable  of  250,000  or  500,000  circular  mils. 
The  trolley  wire  is  usually  a  No.  00  or  No.  000  hard  drawn  copper 
or  silicon  bronze  wire  of  sufficient  tensile  strength  to  x>ermit  of 
being  drawn  very  taut. 

In  some  cases  the  trolley  wire  is  sectionalized  and  supplied 
with  independent  feeders  and  each  section  directly  connected 
to  the  power  house.     While  this  is  more  costly  than  the  ladder 


T 
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Fig.  1045. — Ladder-system  of  feeder  and  trolley  wires. 

system,    it    pennits   of   disconnecting   certain   sections    of   the 
trolley  in  the  event  of  trouble. 

Electrolysis. — If  a  steel  rail  of  7  to  10  times  the  cross-section 
of  the  trolley  wire  is  employed  for  the  rettun  circuit,  its  re- 
sistance will  be  equal  thereto.  The  resistance  of  the  joints  on 
the  rails,  however,  causes  a  considerable  drop  in  potential. 
As  the  rails  lie  on  the  ground,  opportunity  is  afforded  for  the 
returninj^:  current  to  leave  the  rail  and  flow  back  to  the  power 
station  over  any  parallel  conducting  circuit.  In  most  cities 
the  water,  sewer  and  gas  mains  parallel  the  tracks  and  are  often 
in  close  ])rc)xin'iity  thereto.  The  result  is,  that  the  ctirrent  after 
passing  from  the  generating  plant  out  over  the  trolley,  as  in  Fig. 
1046,  and  then  through  the  car,  upon  attempting  to  return,  finds 
it  comparatively  easy  to  leave  the  rail  at  the  point  C  and  pass 
through  the  moist  conducting  earth  to  the  pipe  line  A,  thence 
returning  toward  the  station.  When  it  reaches  the  location  B 
it  must  leave  the  pi])e  line  and  reenter  the  rail  in  order  to  reach 
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its  objective  point,  which  is  the  negative  side  of  the  generator 
in  which  it  originated.  At  the  point  A  the  pipe  line  is  negative 
and  no  effect  is  produced.  At  the  point  B,  however,  electrolytic 
action  is  set  up  because  B  acts  as  the  anode,  D  as  the  cathode,  and 
the  moist  earth  between  as  the  electrolyte  of  an  electrolytic  cell. 
The  oxygen  evolved  at  B  combines  with  the  lead  or  iron  pipe  to 
dissolve  it.     If  this  action  is  allowed  to  proceed,  the  pipe  will 
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Fig.  1046. — Electrolysis  in  pipe  lines,  parallel  to  rail  return  of  electric 

railway  circuits. 

eventually  be  dissolved.  One  ampere  of  current  will  dissolve 
in  this  way  70  pounds  of  lead  pipe  or  20  pounds  of  iron  pipe 
in  a  year.  As  modem  railways  involve  currents  running  up  to 
thousands  of  amp^es,  some  idea  of  the  destructive  results  on 
the  pipes  of  a  city  may  be  imagined  if  this  action  were  allowed 
to  continue.  To  prevent  this,  municipal  regulations  require 
that  all  joints  of  the  rails  carrying  current  for  street  cars  must 


Fig.  1047. — ^Return  feeder  and  rail  bonding  to  avoid  leakage  currents. 

be  thoroughly  bonded.  This  consists  in  bridging  the  gap  at  the 
rail  joint  by  a  copper  bond  which  is  either  riveted  or  preferably 
welded  to  the  ends  of  the  rails  at  B,  Fig.  1047.  In  some  cases 
the  rails  themselves  are  welded  together.  In  addition  to  this  it 
is  sometimes  desirable  to  run  in  the  ground  a  negative  feeder 
of  bare  copper  which  is  tapped  into  the  various  sections  of  the 
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rails,  tying  them  all  together  in  one  conducting  network  of  low 
resistance  as  shown  at  A,  Fig.  1047.  In  this  way  the  tendency 
for  current  to  stray  into  parallel  pipes  is  largely  avoided.  If 
the  rails  were  connected  by  wires  with  the  pipes,  the  electrolytic 
action  would  still  further  be  reduced.  In  some  localities  the 
rails  are  not  permitted  to  be  used  as  a  return  circuit  at  all,  but 
two  trolley  wires  and  two  trolley  poles  are  required,  the  current 
flowing  out  over  one  and  returning  through  the  other.  Both 
wires  are  insulated  from  each  other  and  from  the  ground  by 
composition  insulators  of  considerable  mechanical  strength. 

Track  Switch. — A  form  of  track  switch  controlled  from  the  car 
by  the  motorman  is  shown  in  Fig.  1048.  The  point  of  this 
switch  is  attached  to  an  arm  which  may  be  moved  into  either  of 
its  two  extreme  positions  by  means  of  two  solenoids,  E  and  F. 
These  solenoids  are  controlled  by  the  motorman,  who  places  the 


FiCi.  U)48. — Eloctro-niagnctic  track  switch  controlled  from  car. 

controller  in  the  **on"  ])osition  when  the  car  is  on  a  certain  sec- 
tion of  the  trolley  wire  to  operate  the  switch  in  one  direction 
and  places  it  in  the  **on"  position  on  another  section  of  the  trolley 
wire  when  the  switch  is  to  be  thrown  into  the  reverse  position. 
With  the  controller  on,  and  the  car  in  the  position  shown,  current 
from  the  trolley  will  pass  from  A ,  through  the  solenoid  E,  thence 
back  to  the  section  B  and  down  over  C  and  through  the  car  and 
thence  back  through  the  rails.  The  motor  current  is  sufficient 
to  operate  the  solenoid  and  throw  the  switch,  thus  allowing  the 
car  to  proceed  straight  ahead.  If  it  is  desired  to  turn  off  the 
main  track,  the  motorman  leaves  his  controller  "off"  and  coasts 
over  the  section  of  trolley  B,  throwing  his  controller  on  when  the 
trolley  pole  reaches  the  section  D.  Current  will  then  flow  from 
the  section  .4  through  the  solenoid  F  and  the  trolley  section  D, 
thence  through  the  car  and  back  by  the  rail,  moving  the  swatch 
so  as  to  divert  the  car  from  the  main  track.     In  some  types 
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the  switch  is  held  in  the  normal  straight-ahead  position  by  means 
of  a  spring.  From  this  position  it  is  thrown  by  means  of  a 
solenoid  against  the  tension  of  the  spring  and  is  held  in  this 
position  by  means  of  the  controller,  current  being  kept  on  all 
the  time  the  car  is  passing  the  switch. 

Block  Signals. — A  simple  form  of  block  signal  for  electric 
railways  is  shown  in  Fig.  1049.  Here  a  car,  entering  the  single- 
track  section  at  the  point  A,  must  control  the  block  extending  to 
B  so  that  cars  will  not  enter  at  either  end  until  the  first  car 
leaves  the  block.  Upon  entering  this  section  of  the  track  the 
motorman  therefore  throws  the  switch  S  into  the  position  shown, 
and  current  from  the  trolley  wire  T  passes  through  the  switch  at 
B,  the  lamps  M,  thence  through  the  pilot  wire  R,  and  the  lamps 
L,  and  the  switch  at  A,  and  back  to  the  station  through  the  rails 
y.     All  other  cars  are  thus  warned  not  to  enter  the  block  from 


Fig.    1049. — Simple   block-signal  system   for  single-track   electric 

railway  lines. 

either  end.  When  reachmg  the  point  B,  the  switch  A'  is  thrown 
into  the  dotted  position,  which  extinguishes  the  lamps.  Cars 
may  now  enter  the  block  from  either  end,  the  motorman  con- 
trolling the  block  by  throwing  either  switch  into  the  alternate 
position.  The  switches  are  of  the  three-point  variety,  by  means 
of  which  the  lamps  at  both  ends  of  the  block  may  be  turned  on 
or  off  from  either  end  regardless  of  the  position  of  the  switch  at 

the  other  end. 

Car  Wiring. — Fig.  1050  shows  the  arrangement  of  the  wiring 

for  a  car  equipped  with  an  overhead  trolley.  Current  passes 
down  the  trolley  pole  and  enters  the  car  at  the  point  A.  From 
this  it  passes  through  a  circuit  breaker  placed  over  the  motor- 
man's  head  at  B  and  in  series  with  a  similar  one  at  the  other 
end  of  the  car  over  the  conductor's  position  at  C,  thence  through 
a  fuse  box  under  the  car  at  F,  and  through  a  lightning  arrester  at 
H,  which  has  a  branch  with  a  ground  wire  for  the  purpose  of 
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conducting  any  current  caused  by  lightning  discharge  to  earth 
via  the  ground  wire  G.  Passing  on  from  the  lightning  arrester, 
the  current  for  the  motors  is  next  led  through  a  choke  coil 


/-*,  consisting  (if  several  turns  of  heavy  wire  around  a  wooder 
core  2  inches  in  diameter.  While  this  does  not  offer  an  appreci 
able  opposition  to  the  passage  of  the  direct  current  for  operatinf 
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the  motors,  it  affords  an  effective  barrier  to  the  passage  of  any 
-  lightning  discharges  which  are  of  high  frequency.  The  dis- 
charge is  therefore  backed  out  and  compelled  to  take  the  alter- 
nate path  through  the  lightning  arrester  to  the  ground.  The 
direct  current,  after  passing  through  the  choke  coil,  enters  the 


cable  Y.  There  are  two  of  these  cables  extending  the  length  of 
the  car  between  the  controllers.  Cable  Y  supplies  motor  No.  2, 
and  cable  X  supplies  motor  No.  1.  Both  of  these  cables  ter- 
minate at  the  controllers  so  that  both  motors  may  be  independ- 
ently  operated  or  disconnected   from  either  end.     Resistance 
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grids,  R  and  S,  are  employed  in  series  with  the  motors  when 
starting,  to  lower  the  initial  current  to  a  safe  value.  Current 
is  taken  from  behind  the  circuit  breaker  B  and  led  through  a 
combined  switch  and  cut-out,  E,  which  supplies  the  lighting 
circuit.  This  circuit  consists  of  five  lamps  in  series  with  any 
number  of  sets  in  parallel  according  to  the  size  of  the  car.  There 
are  usually  10,  15  or  20  lamps  in  a  car.  The  object  in  comiecting 
this  circuit  behind  the  motor  circuit  is  in  order  that  the  car 
may  have  light  in  case  it  becomes  necessary  to  disconnect  the 
motor  circuit  for  examination  or  repair  of  the  motors  while  on 
the  road  at  night. 
Motor  Equipment. — Street  cars  employ  series  motors  for  two 


First,  because  they  have  the  variable  field  feature  which 
automatically  changes  under  variations  in  load,  thus  giving  the 
motor  the  great  torque  needed  at  the  start. 

Second,  and  as  a  result  of  the  first,  these  motors  have  a  widely 
varying  speed.     The  motors  are  thus  enabled  to  raise  the  speed 


of  ihc  car  when  the  load  is  light,  while  a  heavy  load  brings  about 
a  reduction  in  speed,  which  is  accompanied  by  an  increasii^ 
torque  until  a  balance  is  obtained  for  any  particular  load. 

Fig.  10,^1  gives  a  sectional  view  of  an  interpole  series  motor 
for  railway  puqioscs.  The  commutating  poles,  main  poles  and 
armature  arc  all  connected  in  series. 

Conduit  System. — Because  of  the  unsightly  appearance  of 
cnerliead  trolley  wires  and  the  congested  conditions  in  large 
cities,  the  open-conduit  system  shown  in  Fig.  1052  has  been 
qiiite  generally  adopteti.     Massive  iron   yokes  weighing  from 
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200  to  400  pounds  are  placed  on  edge  at  intervals  of  from  3  to 
5  feet  along  the  roadway.  The  rails  which  carry  the  car  are 
bolted  to  these  yokes.  The  whole  is  set  in  cement  with  a  large 
conduit,  opening  through  a  narrow  slot  about  ^i  of  an  inch  wide 
in  the  center  between  the  tracks.  Massive  insulators  A ,  mounted 
in  cast-iron  bell-shaped  supports,  are  used  to  carry  a  bolt  B, 
to  which  are  attached  the  conductor  bars  C  and  D.  These 
conductor  bars  are  of  steel,  with  a  T  cross-section,  2  inches  wide 
horizontally  and  4  inches  high  vertically.  This  gives  a  very 
rigid  construction  mechanically.  These  conductor  bars  weigh 
approximately  23  pounds  to  the  yard  and  have  a  conductivity 
corresponding  to  about  300,000  cm.  of  copper.  They  are 
placed  about  6  inches  apart,  far  enough  back  in  the  conduit  to 


Fig.  1053. — Plow  and  shoes  for  conduit  railway  system. 

prevent  water  from  dripping  through  the  slot  onto  them.  Travel- 
ing between  these  conductor  bars  is  a  plow  shown  in  section 
in  Fig.  1053.  This  consists  of  two  cast-iron  shoes,  A- A,  which 
are  hinged  at  the  point  B  and  held  under  tension  by  means  of 
springs,  C.  Current  leads  from  each  shoe,  through  a  braided 
flexible  copper  conductor  Z),  into  the  frame  of  the  plow.  This 
conductor  is  bare  and  of  such  cross-section  that  it  forms  a  fuse 
of  last  resort,  so  that  in  case  the  circuit  breaker  on  the  car 
sticks  or  the  main  fuse  fails  to  blow,  this  copper  fuse  in  the 
bottom  of  the  plow  will  give  way  before  the  motor  bums  out. 
The  current  continues  through  the  frame  to  the  conductor  £, 
surrounded  by  a  taped  insulation,  up  through  a  slender  steel 
portion  of  the  plow,  designed  to  pass  through  the  slot  and  hung 
from  the  running  gear  of  the  car.     The  terminals  are  attached 
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by  plug  connections  to  the  car  circuits  and  arranged  so  that  they 
may  be  readily  separated  when  it  is  desired  to  change  the  opera- 
tion of  the  car  from  underground  to  overhead  connections,  as  is 
customary  when  cars  pass  from  the  crowded  city  sections  to 
suburban  lines.  The  conductor  bars  form  the  positive  and 
negative  terminals  of  the  electrical  source  and  are  divided  into 

sections,  approximately  one-half  mile 
or  one  mile  in  length  and  supplied 
with  current  through  independent 
feeders. 

Third  Rail.— In  addition  to  the  pre- 
ceding methods  of  collecting  ciurent 
for  the  car  or  locomotive,  the  "third 
rail"  construction  may  be  employed. 
This  consists  of  a  steel  rail  motmted 
about  6  inches  above  and  12  inches  to 
one  side  of  the  track  rails.  An  over- 
running or  under-running  shoe,  dep- 
ending upon  whether  the  rail  is 
mounted  right  side  up  or  inverted,  is 
attached  to  the  trucks  of  the  car  and 
is  employed  to  collect  the  current. 
These  shoes  are  placed  on  both  sides 
of  the  trucks  at  both  ends  of  the  car, 
so  that  the  third  rail  may  be  located  on  either  side  as  may  be 
most  convenient.  Fig.  1054  illustrates  one  form  of  supporting 
arm  and  insulator  for  this  type  of  construction. 

Resistance  of  Steel  Rails. — The  resistance  of  the  carrying  rails, 
the  third  rail  or  the  conductor  bars  of  any  railway  system  may  be 
computed  approximately  from  the  following  simple  formula: 


Fig.  1054. — Insulator  and 
support  for  inverted  third- 
rail  for  supplying  current  to 
cars  on  the  third-rail  svstem. 


R  = 


0.848 

w 


Where : 

R 

w 


resistance  in  ohms  per  thousand  feet. 

the  weight  in  pounds  per  yard  of  steel  rails. 
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SECTION  XX  CHAPTER  I 

ELECTRIC  RAILWAYS 
ELECTRICAL    RAILWAYS;    HISTORICAL;    GENERAL    PLAN 

1.  What  type  of  motor  is  invariably  used  for  electric  car  propulsion? 

2.  Explain  the  general  scheme  of  an  overhead  trolley  system  including 
generator,  trolley  wires,  track,  motors  and  method  of  control. 

3.  What  are  the  relative  advantages  of  single  reduction  and  gearless 
motors. 

4.  Explain  the  plan,  object  and  advantages  of  the  "ladder"  system  of 
feeding  a  trolley  wire. 

5.  (a)  Explain  how   "electrolysis**   in   pipe    lines   parallel   to   the    rail- 
return  of  trolley  systems  comes  about. 

(b)  How  may  it  be  prevented? 

6.  Explain   the   action   of    the   electromagnetic    track    switch    which    is 
controlled  by  the  motorman  from  car.     Sketch. 

7.  Sketch  and   explain  a  simple  block  signal   system   for   single   track 
railway  lines. 

8.  What  are  the  peculiar  advantages  of  series  motors  for  railway  work? 

9.  Explain   the   method  of   supplying  power   to   the  car   in   a   conduit 
railway  system.    Sketch. 

10.  What  is  the  general  plan  of  the  third-rail  system?    What  are  its 
advantages  ? 

11.  What  is  the  resistance  per  mile  of   a   steel  third-rail   weighing  70 
pounds  per  yard? 
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ELECTRIC  RAILWAYS 
CONTROLLERS 

Practically  all  street  car  controllers  employ  the  series-parallel 
principle  designed  by  Sprague,  and  can  be  employed  only  with 
equipments  consisting  of  two  or  four  motors.  When  starting, 
two  identical  motors  are  placed  in  series  with  each  other  and 
in  series  with  a  resistor  across  the  source  of  supply.  This  gives 
each  motor  a  very  low  voltage.  Sections  of  the  resistor  are 
gradually  short-circuited  and  the  motors  brought  up  to  the  full 
series  position  without  any  resistance  in  circuit.  They  are  then 
placed  in  parallel,  and  the  resistor  is  again  inserted  in  series. 
On  this  step  a  sufficient  amount  of  resistance  must  be  included 
in  the  circuit  to  prevent  too  great  a  jump  in  speed  from  the  last 
series  connection  to  the  first  multiple  connection.  Sections  of 
the  resistor  are  again  cut  out  until  the  motors  come  up  to  the  full 
multiple  position,  where  they  operate  at  line  potential. 

This  control  for  motor  operation  is,  in  a  way,  similar  to  the 
three- wire  system  for  lighting.  There,  it  will  be  remembered, 
the  current  is  transmitted  at  220  volts  and  utilized  at  110  volts 
without  rheostatic  loss.  That  is,  the  three- wire  system  affords 
two  fundamental  ])()tcntials,  one  just  one-half  the  other.  The 
same  system  can  be  used  for  the  operation  of  a  single  motor 
giving  two  fundamental  speeds.  The  series-parallel  control 
reverses  this  condition  and  uses  one  fundamental  potential 
divided  between  two  motors.  This  again  gives  two  fundamental 
speeds,  one  at  2vS0  volts,  when  the  two  motors  are  connected  in 
series,  and  the  other  at  500  volts,  when  they  are  in  parallel. 
The  rheostatic  losses  in  acceleration  are  thus  very  greatly  re- 
duced below  what  they  would  be,  if  a  single  motor  were  operated 
with  rheostatic  control  only. 

Types  of  Controllers. — The  General  Electric  Company  has 
developed  a  number  of  diflerent  kinds  of  controllers  based  upon 
the  general  scheme  devised  by  Sprague. 

**K"  controllers:  These  are  series-parallel,  controllers  which 
include  tlic  shunting  or  short-circuiting  of  one  motor  when 
changing  from  series  to  parallel  combinations. 
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**L"  controllers:  This  type  is  a  series-parallel  controller  which 
completely  opens  the  power  circuit  when  changing  from  series 
to  multiple  connections.  It  was  designed  especially  for  large 
motor  equipments.  It  has  now  been  superseded  by  the  Type 
"M"  control. 

**R"  controllers:  These  are  designed  for  mine  hoists  and  mine 
locomotives  and  involve  rheostatic  control  only  for  one  or  more 
motors. 

**B"  controllers:  These  may  be  either  rheostatic  or  series- 
parallel  but  are  generally  the  latter.  The  distinguishing  feature 
is  that  they  include  connections  for  the  operation  of  electric 
brakes. 

**M"  controllers:  This  involves  series-parallel  operation,  in 
which  the  motors  are  controlled  through  the  medium  of  a  master 
controller  which  operates  a  number  of  electro-magnetic  switches 
or  contactors  which  are  simultaneously  controlled  in  a  number 
of  cars  on  the  multiple-unit  system. 

"C"  controllers:  These  are  small  master  controllers  designed 
for  operating  the  magnetic  switches  in  the  **M"  system  of  control. 

Series-Parallel  Control. — One  of  the  oldest  forms  of  controller 
was  the  K-Z.  This  employed  the  principle  of  shunting  the  motor 
fields  on  the  last  series  and  last  multiple  notches.  It  could  be 
used  also  without  these  shunts.  It  had  nine  fixed  notches  on 
the  top  of  the  controller,  five  series  and  four  multiple.  It  was 
designed  to  handle  two  40-horse-power  motors.  The  circuits 
were  established  in  the  manner  shown  in  Fig.  1055.  On  the 
first  notch  a  section  of  starting  resistance,  R^  and  two  motors 
are  in  series  across  the  line.  On  the  second  notch  a  section  of 
this  resistance  is  short-circuited.  On  the  third  notch  another 
section  is  short-circuited.  On  the  fourth  notch  the  entire  resist- 
ance is  short-circuited,  and  the  line  potential  is  equally  divided 
between  the  two  motors.  On  the  fifth  notch  a  shunt  resistance, 
S,  is  placed  across  the  motor  field  windings.  This  weakens  the 
fields  and  yet  reduces  the  total  resistance  across  the  line  so  as  to 
increase  the  armature  currents.  The  motors  are  thus  acceler- 
ated. Between  the  fifth  and  sixth  notches  a  wide  gap  is  pro- 
vided in  the  controller  so  that  short-circuiting  may  not  occur 
while  changing  from  series  to  parallel  connections.  The  first 
intermediate  notch  reintroduces  a  section  of  resistance  so  as  to 
lower  the  current  in  the  motors.     Next,  motor  No.  2  is  short- 
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circuited,  the  starting  resistance  checking  the  rise  in  current. 
Finally,  motor  No.  2  is  removed  from  under  this  short  circuit. . 
As  the  controller  cylinder  reaches  the  sixth  notch,  motor  No.  2 
is  swung  into  parallel  with  motor  No.  1,  and  the  current  of  motor 
No.  1  is  divided  between  the  two.  On  the  seventh  notch  another 
portion   of  the  starting   resistance  is   shorl*circuited.       On  the 
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Fig.  1055, — Various  comlnnations  of  motors  and  resistors 
effected  by  the  type  K-2  General  Electric  series-paratiel  «mi- 
troller. 

eighth  notch  it  is  all  short-circuited,  and  on  the  ninth  notch 
the  fields  are  again  shunted. 

The  K-9  controller  superseded  the  old  K-2.  It  did  not  use 
the  field  shunts  and  thereby  eliminated  two  contact  fingers  on 
the  power  cyclinder  required  for  operating  the  shunt  resistances. 
It  had,  however,  one  finger  for  an  additional  series  resistance. 
there  being  four  sections  of  the  starting  resistance  in  this  type 
It  was  adapted  for  two  40- horse-power  motors  and  employed 
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only  two  running  positions,  namely,  the  full  series  and  full  shunt, 
while  the  K-2  controller  with  the  shunts  gave  four  running  posi- 
tions. This  type  has  also  been  superseded  by  a  later  design,  the 
K-33  illustrated  in  Fig.  1056,  which  accomplishes  practically  the 
same  results.  There  are  two  cylinders  operated  by  handles 
from  the  top.  A,  the  reverse  drum,  operated  by  the  handle  S, 
and  £,  the  power  drum,  operated  by  the  handle  D.  These  drums 
are  mechanically  interlocking.  As  ^  is  a  reversing  switch  it 
would  not  do  to  reverse  the  current  in 
the  motor  when  the  starting  resist- 
ance was  cut  out,  therefore  the  two 
drums  are  mechanically  interlocked 
so  that,  if  the  handle  D  is  "on,"  the 
handle  S  is  locked  so  that  it  cannot 
be  moved.  Likewise,  if  switch  5  is 
in  the  "off"  position,  D  is  mechani- 
cally locked  so  that  it  cannot  be 
f  moved.  Two  motor  circuit  switches 
are  provided  for  cutting  out  either 
motor  in  case  of  trouble.  These 
switches  control  the  motors  from  this 
])articular  controller  only.  If  a  motor 
is  to  be  cut  out  when  the  car  is  oper- 
ated from  the  other  platform,  the 
motor  circuit  switch  on  that  controller 
must  also  be  oi)ened. 

In  interrupting  the  current  on  500- 
volt  circuits  the  arc  established  would 
cause  short  circuiting  between  contacts 
across  which  a  high  potential  existed,  unless  special  precautions 
wcri'  taken.  This  is  accomplished  by  means  of  powerful  blow-out 
niafjnfts.  It  is  a  well-known  fact  that  an  arc  cannot  be  main- 
tained in  the  presence  of  a  powerful  magnetic  field.  This  is 
l)ec!insc  the  iire  is  a  flexible  eoiiductor.  If  a  current  passed 
ihriiutjli  an  are  viiimr  away  fnini  the  observer  at  the  point  .V.  ■ 
Fig.  1057.  a  magnetic  llux  about  this  path  would  be  created,  as 
shown  by  the  eirde.  If  this  arc  were  projected  through  the 
]>ath  of  II  powerful  nutgnetic  field  in  the  direction  A'-5,  the  arc 
would  lend  to  Tiiove  in  the  direction  ,4,  As  the  arc  consists  of 
a  very  frail   path,  it   is  foreed  violently  in  this  direction  and 
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almost  instantly  nijitured.  Under  favorable  conditions  an  arc 
on  a  500-volt  circuit  may  be  maintained  over  a  gap  of  6  or  7 
inches.  With  a  powerful  magnetic  field  across  the  path,  such 
an  arc  would  be  quickly  ruptured  across  a  gap  ^i  of  an  inch  in 
length.  The  magnetic  blow-out  is  essential  to  the  success  of  a 
railway  controller  where  the  fingers  connecting  to  opposite  sides 
of  the  circuit  are  in  such  close  proximity  to  each  other.  There- 
fore the  current  entering  the  controller  passes  through  the  coils 
of  powerful  electro-magnets,  B.  Fig.  1056,  on  its  way  to  the 
motors.  The  resulting  fiux  effectually  ruptures  all  arcs  produced 
across  the  contact  fingers. 

The  Type  "M"  system  of  control  is  a  series-parallel  arrange- 
ment through  the  medium  of  a  master  controller,  which  operates 


r 

^P  number  of  electro-magnetic  switches  or  contactors.  The 
^Tnaster  controllers  for  mani]nilaling  these  switches  are  designated 
by  the  letter  C.  One  of  these  was  the  C-6.  It  involved  a  safety 
switch  consisting  of  a  button  which  was  operated  by  depressing 
a  knob  on  the  top  of  the  handle,  so  arranged  that,  if  pressure 
upon  this  knob  failed,  as  might  occur  if  a  man  were  disabled  at 
his  post,  power  would  be  automatically  shut  off  and  the  train 
would  come  to  a  stop.  It  had  five  series  and  five  multiple 
notches.  The  handle  was  connected  to  the  power  cyclinder  by 
a  spiral  spring.     The  rotation  of  the  power  cylinder  was  limited 
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by  an  electro-magnetic  lock  so  that,  no  matter  how  fast  the 
handle  was  moved,  the  power  cylinder  wotdd  notch  up  auto- 
matically at  a  rate  which  prevented  the  acceleration  exceeding 
a  certain  amount,  this  amount  being  determined  by  the  adjust- 
ment of  the  electro-magnetic  lock. 

These  master  controllers  are  modified  somewhat  in  form  to 
suit  different  requirements.  Some  provide  for  reversing  by  mov- 
ing the  controller  handle  in  an  opposite  direction  instead  of  by 
employing  two  separate  cylinders  as  in  the  K  controllers.  Some 
provide  for  only  two  series  and  two  multiple  notches,  the  inter- 
mediate positions  being  cared  for  automatically. 

Various  Schemes  of  Acceleration. — The  object  of  the  control 
apparatus  on  a  street  car  is  to  provide  for  the  correct  application 
of  the  power  in  suitable  amount  for  starting,  for  moving  forward 
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Fig.  1059. 


or  backward,  for  opening  the  power  circuits  and  the  protection 
of  equipment.  It  is  evident  that  it  would  be  disastrous  to 
apply  full  line  current  to  the  motors  when  just  starting.  Hence 
the  introduction  of  resistance  to  limit  the  current. 

Series  resistors  are  made  of  cast-iron  grids  coated  with  alu- 
minum paint  to  prevent  corrosion.  These  grids  are  supported  on 
iron  rods,  from  which  they  are  insulated  by  mica  tubes.  Mica 
washers  also  insulate  the  grids  from  each  other  wherever  electrical 
separation  is  required.  Fig.  1058  shows  a  standard  No.  14  series 
resistor  manufactured  by  the  Westinghouse  Company. 

The  controllers  and  resistors  are  designed  so  that  with  ordi- 
nary operation  the  voltage  will  increase  in  a  very  uniform  man- 
ner, and  the  variation  of  current  in  the  motors  will  be  limited  so 
that  smoother  acceleration  will  result.     Fig.  1059  shows  how  the 
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current  C-C  and  the  voltage  on  the  motor,  V-  V\  change  as  the 
controller  is  operated  through  the  first  five  notches.  While  the 
current  is  increased  slightly  with  each  succeeding  notch,  the 
counter  e.m.f .  due  to  the  rising  speed  promptly  reduces  it  to  the 


RESISTORS  IN  SERIES 

-     Fig.  1060. 

lower  value.  For  simplicity  in  calculation  the  current  is  assumed 
to  have  an  average  constant  value  of  /-/'.  The  voltage  on  the 
motors  notches  up  from  V  to  T'  in  steps,  but  the  voltage  at 
which  the  current  is  taken  from  the  trolley  is\onstant  at]T'T\ 
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Fig.  1061. 

The  difference  between  the  trolley  and  motor  voltages  is  ab- 
sorbed by  the  starting  resistor. 

Three  classes  of  resistor  connections  are  used  in  starting. 
First,  with  series  resistors,  all  of  the  resistance  is  in  circuit  at 
start,  and  it  is  gradually  short-circuited  by  sections  as  illustrated 
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in  Fig.  1060.  The  switches  which  bring  about  short-circuiting  of 
the  sections  are  indicated  at  1,  2,  3,  4  and  5.  When  power  is 
first  applied  all  the  switches  are  open.  They  are  closed  con- 
secutively as  the  controller  handle  is  moved  up  until  all  are 
closed.  In  this  position  the  motors  are  operating  on  full  voltage 
without  resistance  in  circuit,  which  is  an  economical  operating 
condition. 

The  second  plan  is  to  use  parallel  resistors  as  in  Fig.  1061. 
Here  only  a  part  of  the  resistor  is  in  circuit  at  start,  and  addi- 
tional sections  are  connected  in  parallel  with  the  first  section 
by  successive  notches  until  finally  the  entire  resistor  is  short- 
circuited.     Switches  1,  2,  3,  4,  and  5  bring  about  this  result. 
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RESISTORS    PARTLY    IN  SERIES 
AND  PARTLY  IN  SHUNT 

Fig.  1062. 


When  the  last  switch  is  closed  the  equipment  is  running  at  full 
line  voltage. 

The  third  class  of  resistor  employs  combinations  of  both  series 
and  parallel  connections,  as  in  Fig.  1062.  The  sequence  of 
operation  of  the  switches  in  this  connection  is  as  follows:  On 
the  first  step  switch  1  is  closed.  This  puts  the  entire  resistance 
in  series.  Next  switch  2  operates,  which  short-circuits  a  section 
of  the  resistor.  On  the  third  step  switches  2  and  3  only  are 
closed.  This  places  two  portions  of  the  resistor  in  parallel. 
On  the  fourth  step  switches  2  and  4  are  closed.  This  reduces 
the  comljined  resistance  of  the  two  sections,  while  on  the  fifth 
step  1,  2  and  3  are  closed  and  all  of  the  resistance  is  cut  out. 

It  is  essential,  in  passinj^  from  the  series  to  multiple  connec- 
tions of  motors,  that  the  transition  shall  be  effected  smoothly 
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without  possibility  of  short-circuiting  and  if  possible  without 
interruption  of  the  application  of  power. 

There  are  three  methods  of  transition  which  may  be  tised. 
They  are  known  as  the  Open  Circuit  method,  the  Shunting 
method,  and  the  Bridging  method. 

The  Open  Circuit  method  consists  in  opening  the  power 
circuit  entirely  in  passing  from  series  to  parallel.  This  is 
illustrated  in  Fig.  1063,  where  A  shows  the  last  series  notch  with 
the  motors  in  ftdl  series  and  the  starting  resistance  cut  out. 
B  represents  the  transition  where  the  power  line  is  entirely 
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Fig.  1063. — "Open-circuit"  method  of  transition  from  series 

to  parallel  connections. 

opened  at  two  points.  C  shows  the  motors  thrown  in  parallel, 
the  starting  resistance  being  reinserted  and  the  line  closed. 
The  Tjrpe  L  controller  employed  this  method  on  large  equip- 
ments. While  many  of  these  equipments  are  still  in  use,  the 
plan  is  obsolete,  having  been  replaced  by  the  Bridging  method 
used  in  connection  with  the  Type  M  system  of  control. 

The  Shunting  method  is  illustrated  in  Fig.  1064.  The  last 
series  position  is  shown  at  A,  and  the  first  step  in  transition  at  B. 
Here  the  starting  resistance  is  partially  reinserted.  In  C,  motor 
No.  2  is  short-circuited.  In  D,  motor  No.  2  is  removed  from  the 
short  circuit  and  in  E  it  is  swung  in  parallel  with  motor  No.  1. 
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This  is  the  plan  used  on  the  K  controller  and  is  stiitable  for  small 
and  moderate  sized  eqtiipments.  While  the  power  circuit  is 
not  opened  in  transition,  motor  No.  1  develops  the  entire  torque, 
and  motor  No.  2  is  idle  while  changing  from  series  to  parallel. 
This  plan  also  includes  the  method  of  series  resistors  shown  in 
Fig.  1060. 

The  Bridging  method  of  transition  is  illustrated  in  Fig.  1065. 
On  the  last  series  notch  shown  at  A,  two  sections  of  resistance 
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Fiti.    1064. — "Shunting"  method  of  transition  from  series  to 

parallel  connections. 

are  shcnvn  on  open  circuit  at  D  and  D\  The  first  step  in  transi- 
tion consists  in  swinging  the  armature  connection  //,  in  figure 
H,  around  to  the  point  D,  which  is  a  preliminary  parallel  con- 
nection. This  does  not  appreciably  alter  the  potential  on  this 
motor  from  that  which  it  originally  received  through  the  con- 
nection E'-E.     At  the  same  time  connection  R'  is  swung  around 
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to  the  ground  point  G,  which  grounds  motor  No.  1  without 
appreciably  altering  its  potential.  In  diagram  C  the  bridge 
or  equalizer  E'-E  is  broken,  and  the  two  motors  are  in  parallel 
without  the  power  circuit  having  been  interrupted  or  the  current 
removed  from  either  motor.  Full  torque  is  thus  maintained 
while  in  transition.  The  resistors  are  then  again  cut  out  as  when 
the  motors  were  first  starting  in  series.  This  plan  is  the  one  com- 
monly employed  on  large  equipments  such  as  the  New  York 
subway  lines  and  insures  a  smooth  acceleration  while  changing 
from  series  to  parallel. 
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FiG.  1065. — "Bridging"  method  of  transition  from  series  to 

parallel  connections. 

Field  Control 

One  of  the  most  important  improvements  in  connection  with 
the  control  of  railways  is  the  varying  of  the  field  strength  of 
motors  and  thus  varying  their  speed.  This  is  effected  by  using 
motors  having  a  larger  number  of  turns  in  the  field  winding  than 
arc  ordinarily  employed  and  by  arranging  the  control  so  that  on 
certain  notches  a  portion  of  the  field  winding  is  cut  out  of  circuit. 
This  effects  a  saving  in  power  consumption  and  gives  a  flexibility 
of  operation  in  service.  It  permits  the  same  equipment  to  be 
used  in  city  running,  which  is  at  slow  speed,  and  suburban  running 
at  high  speeds.  It  also  makes  the  same  equipment  adaptable 
for  local  running  where  there  are  frequent  stops  and  to  limited 
running  between  remote  points  where  there  are  few  stops.  This 
scheme  of  control  effects  a  considerable  saving  in  power  under 
these  conditions. 
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When  the  entire  field  winding  is  in  use  the  motor  can  produce 
large  tractive  efforts  at  slow  speeds  with  a  moderate  current 
input.  This  enables  it  to  start  and  accelerate  a  car  very  econom- 
ically. When  a  portion  of  the  field  winding  is  cut  out,  the 
characteristics  of  the  motor  are  modified  just  as  if  the  gear  ratio 
had  been  instantaneously  changed. 

The  use  of  field  control  increases  the  efficiency  of  the  equip- 
ment in  starting  by  reducing  the  resistance  loss.  In  Fig.  1066 
the  height  of  A-B  and  C-D  above  the  base  line  indicates  the 
currents  taken  per  car  from  the  trolley  in  series  and  parallel 
connections  respectively  without  the  use  of  field  control.  The 
area  O-A-B-C-D-E  is  a  measure  of  the  total  energy  taken  from 
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Fig.  1066. 


the  trolley  in  starting,  and  the  area  O-J-B-D-E  represents  the 
actual  in])ut  to  the  motors,  while  the  areas,  J-A-B  and  B-C-D, 
show  the  rheostatic  losses.  If  field  control  is  used,  the  currents 
are  reduced  to  F-  H  and  A/-L  with  full  field,  but  on  the  shunt 
field  notches,  where  the  field  strength  is  deduced,  they  are  at 
B  and  D.  The  total  energy  from  the  trolley  is  represented  by 
the  area  O-F-  H-B-M-L-D-E,  while  the  energy  delivered  to  the 
motors  is  the  same  as  without  field  control  O-J-B-D-E,  and  the 
rheostatic  losses  are  shown  by  the  area  J-F-H  and  B-M-L. 
This  shows  that  the  rheostatic  losses,  and  therefore  the  total 
energy  taken  by  the  car,  are  reduced  by  the  amount  indicated 
•in  the  shaded  areas  F-A-B-H  and  Af-C-D-L,      In  various  tests 
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this  reduction  in  energy  consumption,  brought  about  by  the 
use  of  field  control,  has  been  found  to  be  from  5  to  17%  of  the 
total  energy  taken  by  the  car. 

The  H.  Ward-Leonard  System  of  Railway  Cootrol 

The  Leonard  system  of  variable  speed  control  for  electric 

motors  has  a  peculiar  advantage  when  applied  to  the  operation 

of  a  street  car.     While  for  certain  reasons  the  system  is  not  in 

practical  use,  the  principle  involved  is  worthy  of  careful  con- 


FiG.  1067. — H.  Ward- Leonard  system  of  control  applied  to  electric 


sideration.  The  plan  requires  the  use  of  two  gearlcss  proi>ening 
motors,  A-B,  Fig.  1067,  with  separately  excited  lields,  per- 
manently energized  at  full  strength  from  the  trolley  T.  Be- 
neath the  car  and  between  the  axles  there  is  supported  a  motor- 
generator  set  called  the  "power  converter,"  The  motor  M  is 
shunt  wound  and  connected  to  the  trolley  through  a  starting  box 
S.  The  field  of  the  generator  is  connected  across  the  line  be- 
tween the  trolley  and  the  rail  and  has  inserted  in  it  a  regulating 
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When  the  entire  field  winding  is  in  use  the  motor  can  produce 
large  tractive  efforts  at  slow  speeds  with  a  moderate  current 
input.  This  enables  it  to  start  and  accelerate  a  car  very  econom- 
ically. When  a  portion  of  the  field  winding  is  cut  out,  the 
characteristics  of  the  motor  are  modified  just  as  if  the  gear  ratio 
had  been  instantaneously  changed. 

The  use  of  field  control  increases  the  efficiency  of  the  equip- 
ment in  starting  by  reducing  the  resistance  loss.  In  Fig.  1066 
the  height  of  A-B  and  C-D  above  the  base  line  indicates  the 
currents  taken  per  car  from  the  trolley  in  series  and  parallel 
connections  respectively  without  the  use  of  field  control.  The 
area  O-A-B-C-D-E  is  a  measure  of  the  total  energy  taken  from 
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the  trolley  in  starting,  and  the  area  O-J-B-D-E  represents  the 
actual  input  to  the  motors,  while  the  Siveas,  J-A-B  and  B-C-D, 
show  the  rhcostatic  losses.  If  field  control  is  used,  the  currents 
arc  reduced  to  F-H  and  M-L  with  full  field,  but  on  the  shiuit 
field  notches,  where  the  field  strength  is  'reduced,  they  are  at 
B  and  D.  The  total  energy  from  the  trolley  is  represented  by 
the  area  0-F-  H-B-M-L-D-E,  while  the  energy  delivered  to  the 
motors  is  the  same  as  without  field  control  O-J-B-D-E,  and  the 
rheostatic  losses  are  shown  by  the  area  J-F-H  and  B-M^L. 
This  shows  that  the  rheostatic  losses,  and  therefore  the  total 
energy  taken  by  the  car,  are  reduced  by  the  amount  indicated 
•in  the  shaded  areas  F-A-B-H  and  Af-C-D-L.      In  various  tcsU 


Electric  Railways 
this  reduction  in  energy  consumption,  brought  about  by  the 
use  of  field  control,  has  been  found  to  be  from  5  to  17%  of  the 
total  energy  taken  by  the  car. 

The  H.  Ward-Leonard  System  of  RaUway  Control 

The  Leonard  system  of  variable  speed  control  for  electric 

motors  has  a  peculiar  advantage  when  applied  to  the  operation 

of  a  street  car.     While  for  certain  reasons  the  system  is  not  in 

practical  use,  the  principle  involved  is  worthy  of  careful  con- 
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sideratioiy^     The  plan  requires  the  use  of  two  gearless  propelling 
motors.^  A-B.   Fig.    1067,    with   separately  excited  fields,   per- 
ergized  at  full  strength   from  the  trolley  T.     Be- 
^the  car  and  between  the  axles  there  is  supported  a  motor- 
R-ator  set  called  the  "power  converter."     The  motor  M  is 
ht  wound  and  connected  to  the  trolley  through  a  starting  box 
The  field  of  the  generator  is  connected  across  the  line  be- 
ween  the  trolley  and  the  rail  and  has  inserted  in  it  a  regulating 
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and  reversing  field  rheostat  K.  The  armature  of  the  generator 
G  IS  connected  in  series  with  the  armatures  of  the  propelling 
motors,  A-B,  the  latter  two  themselves  being  in  parallel. 

Consider  the  motor-generator  set  operating  at  full  speed  and 
the  field  rheostat  of  the  generator  in  its  open  position  so  that 
the  generator  field  circuit  is  broken.  Although  the  generator 
armature  is  being  driven  at  full  speed,  it  is  revolving  in  a  field 
having  no  strength  and  hence  produces  no  volts.  If  the  field 
rheostat  K  is  moved  so  as  to  place  the  generator  field  across  the 
line  and  with  a  resistance  in  series  with  the  field  of  ten  times  the 
resistance  of  the  field  coils,  a  slight  excitation  will  result  and 
perhaps  40  volts  will  be  produced  at  the  brushes.  This  voltage 
will  develop  a  current  through  the  armatures  of  the  driving 
motors  limited  only  by  the  ohmic  resistance  of  this  circuit,  and 
hence  at  this  low  voltage  a  large  current  will  be  produced,  which 
in  a  field  of  full  strength  will  cause  a  torque  sufficient  to  start 
the  car.  The  speed  of  the  armature  will,  of  course,  be  governed 
by  the  counter  e.m.f.,  which  will  be  constant  as  long  as  the 
e.m.f.  supplied  is  constant.  If  the  field  of  the  generator  is  now 
increased  by  cutting  out  resistance,  the  delivered  e.m.f.  will  rise, 
and  with  it  the  speed  of  the  driving  motors.  As  these  armatures 
revolve  in  a  field  cyf  constant  strength,  the  torque  that  they 
produce  will  be  exactly  proportional  to  the  current  which  they 
receive.  Thus  it  will  be  seen  that  the  speed  of  the  car  will 
depend  upon  and  be  proportional  to  the  e.m.f.  suppHed  by  the 
power  converter,  and  the  torque  will  be  dependent  upon  the 
current  supplied  by  the  power  converter.  Suppose  that  60 
amperes  passes  through  the  armatures  A-B  and,  in  the  fully 
excited  fields,  develops  a  sufficient  torque  to  move  the  load  upon 
a  grade.  It  is  probable  that  40  volts  from  the  power  converter 
would  produce  this  current.  Hence  by  an  expencHture  of  but 
2,400  watts  in  the  secondary  circuit  or  a  total  including  the 
allowance  for  all  excitation  and  transformation  losses  of  not 
more  than  8  horse  power,  a  fully  loaded  car  could  be  started. 
Under  ordinary  conditions  with  series-parallel  control,  this 
same  60  amperes  would  be  required  to  develop  the  necessary 
torque,  but  it  would  have  to  be  drawn  under  the  trolley  p^e^^*^u^e 
of  500  volts  and  would  therefore  represent  a  consumption  of 
energy  of  30,000  watts  as  against  possibly  6,000  watts  in  this 
system.     The  current  from  the  line  in  starting  the  car  under 
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ordinary  conditions  by  this  system  would  only  be  about  12 
amperes  at  500  volts  instead  of  60  amperes  at  500  volts. 

In  practice  the  regulating  rheostat,  which,  of  course,  is  exceed- 
ingly small  because  of  the  small  amount  of  power  which  it 
handles,  may  be  thrown  at  once  from  its  "off**  position  to  the 
extreme  position  for  full  speed.  The  field  magnetism  of  the 
generator  rises  smoothly,  and  with  it  the  e.m.f.  which  causes  a 
gradual  acceleration  of  the  car. 

If,  while  running  at  full  speed,  the  field  of  the  generator  is 
weakened  by  the  rheostat  K,  the  applied  voltage  falls  and  the 
counter  e.m.f.  of  the  propelling  motors  A-B  exceeds  that  of  the 
generator.  The  momentum  of  the  car  will  now  be  driving  the 
gearless  motors  as  generators  which  will  supply  current  to  the 
former  generator  operating  it  as  a  motor,  causing  it  to  drive  the 
shunt  motor  as  a  generator  which  will  raise  its  counter  e.m.f. 
above  the  trolley  and  thus  deliver  energy  back  to  the  line.  This 
will  act  as  a  brake  and  smoothly  and  rapidly  bring  the  car  to 
rest.  By  setting  the  field  rheostat  at  any  desired  point,  a  car 
on  this  system  may  be  made  to  descend  a  grade  at  any  speed, 
regenerative  braking  being  entirely  under  the  control  of  the 
small  field  rheostat  which  governs  the  speed,  the  braking  and  the 
direction  of  the  car,  for  it  is  only  necessary  to  reverse  the  ctirrent 
in  the  field  of  the  generator  to  reverse  the  direction  of  the  de- 
livered current  to  the  armatures  A-B.  As  the  fields  of  the  pro- 
pelling motors  are  of  fixed  strength  and  direction,  the  direction 
of  the  car  is  reversed  whenever  the  current  in  the  armatures  is 
reversed.  This  reversal  is  effected,  however,  without  any 
switches  in  the  circuit  of  the  armatures  themselves,  being  wholly 
controlled  by  the  current  in  the  field  of  the  generator  through 
K.  With  this  system  it  would  not  be  necessary  to  equip  cars 
with  more  than  one-fifth  of  the  present  horse  power  in  motors, 
as  the  smaller  horse-power  equipment  is  in  effect  connected  to 
the  trolley  through  a  great  gear  reduction,  and  by  means  of  the 
field  control  of  the  generator  the  ratio  of  this  gearing  is  auto- 
matically and  smoothly  changed.  One  disadvantage  of  this 
system  lies  in  the  fact  that  every  car  must  have  an  equipment 
consisting  of  a  constantly  running  motpr-generator  set  equal  in 
capacity  to  that  of  the  propelling  motors  which  drive  the  car. 
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SECTION  XX  CHAPTER  II 

ELECTRIC  RAILWAYS 
CONTROLLERS 

1.  (a)  Explain  the  general  scheme  of  series-parallel  control  for  street 
railway  motors. 

(b)  What  are  its  advantages  and  disadvantages? 

2.  What  are  the  special  features  involved  in  the  General  Electric  Type 
K  controller? 

3.  What  are  the  special  features  involved  in  the  General  Electric  Type 
L.  controller? 

4.  What    are    the    special    features    involved    in    the    General    Electric 
Type  R  controller? 

5.  What  are  the  special  features  involved  in  the  General  Electric  Type 
B  controller? 

6.  What  are  the  special  features  involved  in  the  General  Electric  Type 
M  control? 

7.  What  are  the  special  features  involved  in  the  General  Electric  Typ« 
C  controller? 

8.  Explain   in  detail   the   plan  of   the  K2  controller  showing  what  is 
accomplished  on  each  step. 

9.  Explain   in  detail  the  plan  of   the  K35  controller   showing  wherein 
it  differs  from  the  K2. 

10.  (a)  Explain  the  principle  of  the  "magnetic  blow-out." 
(b)  Is  it  necessary  on  street-car  controllers?    Why? 

11.  In  accelerating  a  car,  what  three  general  plans  of  connecting  resist- 
ors in  circuit  may  be  employed?     Explain  each. 

12.  In  changing  motors  from  series  to  parallel  connections,  what  three 
methods  of  transition  may  be  used?     Explain  each. 

13.  Explain  the  method  of  "field  control"  employed  on  certain  railway 
equipments.     When  and  where  is  it  advantageous? 

14.  (a)  Explain  the  H- Ward-Leonard  system  of  control  for  street  rail^*ay 
mjtors.     What  are  its  advantages  and  disadvantages? 


SECTION  XX  CHAPTER  III 

ELECTRIC  RAILWAYS 
ELECTRIC  LOCOMOTIVES 

The  electric  street  car  has  been  gradually  increased  in  size 
until  it  has  become  suitable  for  high-speed  suburban  and  inter- 
urban  work  operating  singly,  or  a  number  of  cars  may  be  operated 
in  multiple,  or  one  motor  car  may  haul  one  or  more  trailers. 
Large  size  units  may  be  operated  as  locomotives  upon  which 
no  passengers  are  carried,  but  equipped  with  motors  of  sufficient 
power  to  produce  the  required  draw-bar  pull  and  of  sufficient 
weight  to  develop  the  necessary  tractive  effort  to  propel  trains 
of  any  size  at  any  desired  speed. 

Locomotives  are  of  two  types:  First,  those  designed  for  slow 
speed  operation  in  freight  service  usually  of  great  weight,  geared 
for  approximately  20  miles  per  hour  and  designed  for  producing 
large  tractive  efforts.  Second,  those  designed  for  passenger 
service,  geared  for  speeds  of  60  to  70  miles  per  hour  with  suffi- 
cient tractive  effort  for  Pullman  trains  of  maximum  size. 

With  reference  to  the  current  supplied  they  may  be  either 
D.  C.  or  A.  C.  The  first  locomotives  were  designed  for  D.  C. 
Voltages  of  600,  1,200,  2,400  and  3,000  have  been  successfully 
employed  commercially  and  5,000  volts  has  been  successfully 
used  experimentally. 

Alternating-current  systems  have  been  devised  which  employ 
trolley  pressiu-es  of  1,000,  6,600,  and  finally  11,000  volts.  For 
D.  C.  service  the  series-wound  motor  has  invariably  been  used. 
This  type  of  motor  has  been  perfected  in  single  units  in  sizes 
ranging  from  40  horse  power  up  to  2,000  horse  power.  Alternat- 
ing-current motors  are  either  of  the  series-wound  commutating 
type,  similar  to  the  D.  C.  motor  except  that  the  field  cores  are 
laminated,  or  of  the  three-phase  induction  type  with  wound 
rotors. 

Electric  locomotives  have  been  devclo])ed  by  the  cooperation 
of  the  two  large  locomotive  com])anies  and  the  two  large  elec- 
trical companies.  The  general  Electric  Company  in  coopera- 
tion with  the  American  Locomotive  Works,  and  the  Westing- 
house  Electric  and   Manufacturing   Company,  in   cooperation 
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with  the  Baldwin  Locomotive  Works,  have  both  developed  a 
variety  of  alternating  and  direct-ctirrent  locomotives. 

Various  methods  of  transmitting  the  power  from  the  motor  to 
the  axle  have  been  perfected.     Fig.  1068  shows  the  method  of 

moimting  and  gearing  used  in 
cars  for  city  and  suburban 
traffic.  The  motor  Af  is  geared 
from  a  pinion  P  through  a 
single  reduction  to  the  gear 
wheel  G.  The  center  of  grav- 
ity is  low  and  the  arrange- 
ment is  entirely  satisfactor>' 
in  moderate  siz^  up  to  equip- 
ments of  500  horse  power 
operating  at  speeds  of  40  and 
50  miles  per  hour. 
Fig.  1069  illustrates  the  plan  employed  by  the  New  York, 
New  Haven  and  Hartford  in  the  Westinghouse-Baldwin  alter- 
nating-current locomotives,  in  the  No.  071  type,  operating 
between  New  York  and  New  Haven,  Conn.  The  motor  M 
is  mounted  directly  over  the  axle,  a  pinion,   P,  on  the  shaft 

engaging  a  gear,  C,  which  is  mounted 
on  a  tube  or  quill,  T,  which  sur- 
rounds the  axle  but  is  2  inches  larger 


Fig.  1068. — Direct  geared  motor  drive; 
single  reduction. 


Fig.  1069. —  Single 
armature  gear  and 
quill  drive. 


Fig.  1070.— Twin 
armature  gear  and 
quill  drive. 


in  diameter  so  as  to  admit  of  a  vertical  play  for  the  spring 
sup]K)rted  motor  and  gears. 

Fig.  1070  represents  the  method  of  gearing  used  on  some  of 
the  Westinghouse  motors  of  the  Chicago,  Milwaukee  and  St. 
Paul  equipments.     Here  .the  two  armatures  of  the  twin-motor 
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equipments  connect  through  separate  pinions  C-G  with 
wheel  W  carried  on  a  quill  as  in  the  preceding  case. 

Fig.  1071  represents  the  plan  adopted  in  the  Norfolk  and 
Western  equipment  where,  two  motors,  M-M',  engage  through 
separate  pinions  on  a  gear  wheel,  G,  carried  on  a  counter-shaft, 


Fig.  11)71— T.caranti  side-r( 
^'the  whole  being  attached  to  the  framework  of  the  locomotive 
and  therefore  spring  supported.     By  means  of  a  crank  C  on  this 
counter-shaft,   connecting   rods    'R-fi   transmit   the    power   to 
cranks  on  two  driving  wheels  on  the  locomotive. 

A  radical  design  in  locomotive  construction  is  shown  in  Fig. 
1072.     This  represents  the  New  York  Central  direct-current 


Pfla^E 


Fic-    107J,— ( 


600-volt  locomotive  which  carries  four  General  Electric  550- 
horse-power  bi-polar  gearless  motors.  The  armatures  are 
carried  solidly  on  the  driving  axles.  The  fluxes  pass  through 
all  four  motors  in  series  magnetically.     The  air  gap  is  sufficiently 
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large  to  allow  the  armature  to  drop  out  when  the  body  of  the 
locomotive  is  jacked  up.  which  makes  access  in  case  of  repair 
extremely  simple.  These  locomotives  develop  a  maximum  of 
3,000  horse  power  and  weigh  95  tons  each.  69  tons  of  which  is 
carried  on  the  drivers.  They  develop  a  maximum  draw-bar 
pull  of  32,000  pounds  and  will  haul  a  500-ton  train  60  miles  per 
hour.  An  objection  to  this  c<)nstruction  in  the  6rst  locomotives 
of  this  type  was  the  severe  pound  on  the  road  bed  and  the 
low  center  of  gravity  which  causes  "nosing,"     This  tended  to 


spread  the  tracks  and  derail  the  train.  Fig,  1073  illustrates  a 
later  form  of  this  locomotive  with  a  four-wheel  pilot  truck 
attached  at  each  end.  This  was  found  to  be  an  improvement, 
as  it  counteracted  the  nosing  tendency  and  guided  the  main 
section  of  the  locomotive  successfully.  The  simplicity  and 
success  of  this  design  in  practice  have  warranted  its  radical 
features. 

The  Westinghouse-Baldwin  Icwomotives  designed  for  the 
Pennsylvania  Terminal  electrification  represent  another  unusual 
construction.  These  locomotives  are  of  4,000  horse  power 
designed  for  direct  current  at  600  volts.     They  are  65  feet  in 
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length,  weigh  166  tons,  of  which  104  tons  is  carried  on  the 
drivers.  They  exert  a  maximum  draw-bar  pull  of  60,000 
pounds  and  are  designed  for  a  speed  of  70  miles  per  hour.  The 
locomotive  is  built  in  two  sections,  each  section  containing  one 
2,000-horse-power  motor  with  field  control.  The  motor  is 
mounted  well  up  in  the  cab  and  carries  on  each  end  of  its  arma- 
ture a  crank,  the  two  cranks  being  placed  at  90°  with  respect  to 
each  other.  The  method  of  drive  is  shown  in  Fig.  1074.  The 
motor  M  connects  from  its  crank  through  a  connecting  rod  C, 
with  a  crank  on  a  jack  shaft  D,  This  shaft,  together  with  the 
motor,  is  carried  on  the  spring- sup  ported  frame  of  the  locomo- 
tive, while  the  driving  wheels  E  and  F  run  rigidly  on  the  track. 
Thus  while  the  counter-shaft,  D,  and  the  motor  may  rise  and 
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fall  vertically  through  a  limited  range,  they  connect  rigidly 
through  the  connecting  rods  G  and  H.  with  the  cranks  on  the 
driving  wheels,  and  there  is  sufficient  play  in  the  boxes  which 
carry  the  bearings  for  the  driving  wheels,  to  admit  of  the  slight 
change  in  radius  necessary  as  the  shaft  D  moves  up  or  down 
with  respect  to  the  axles  of  the  driving  wheels.  These  drivers 
are  68  inches  in  diameter,  while  the  wheels  of  the  pilot  truck 
K  and  L  are  36  inches  in  diameter.  Fig.  1075  shows  the 
appearance  of  the  motors  and  running  gear  for  this  locomotive 
without  cab.  The  appearance  of  the  complete  locomotive  is 
shown  in  Fig.  1076.  Fig.  1077  shows  one  of  these  locomotives 
hauling  a  passenger  train  out  of  the  tunnel  and  about  to  enter  the 
Pennsylvania  Station  in  New  York  City. 
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Fn;.   1075.— Riiiming  goar  of  "P'.-nnsylvania"  lyinf   .Jireol-ciiTrenc   clean 
locomolivi'   stiowing    [xisition   of   thf   iwn    2,0()0-Ii,ij.    motors    aaiJ   siiie-rri 


Pic.  I07J. — Weslinghnuse-Baldwin  "Pennsylvania"  type  ftOO-volt  direct- 
current  locomotive,  hauling  Pennsylvania  train  from  tunnel  into  Pennsylvania 
station  in  New  York  City. 
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Fig.  1078  shows  the  general  appearance  of  one  of  the  No.  071 1 
type,  New  York.  Xew  Haven  and  Hartford  locomotives.  Thesc.1 
operate  at  a  trolley  pressure  of  11.000  volts,  this  e.tn.f,  being! 
rediiced  by  means  of  a  transformer  carried  on  the  locomotive,  .1 
to  approximately  325  volts  for  the  series-wound,  compensated,  1 
commutating  A.  C.  motors.  This  voltage  was  adopted  in  order  I 
lo  reduce  eommutating  difficulties  to  a  rainimmn  and  so  that  I 
the  motors  may  operate  in  the  direct  current  zone  entering  the  1 
Grand  Central  Station  on  the  600-voll  D.  C.  circuit,  the  virtual  1 
voltage  of  the  A-  C.  being  70%  of  that  of  the  D.  C.  One  loco-  \ 
motive  carries  four  motors  of  375  horse  powereach.  and  is  capable  I 
of  hauling  an  800-ton  train  45  miles  per  hour.  Fig.  1079  shows  I 
a  sectional  view  of  this  locomotive.  Each  motor  is  connected  to  ] 
its  respective  set  of  drive  wheels  through  twin  spur  gears,  quiU  I 
and  helical  springs.  The  latter  are  shown  in  connection  with  | 
motor  No.  1.  The  master  control  apparatus,  meters,  air  brake  ] 
valve,  sanding  foot  lever,  etc,  are  in  duphcate  at  either  end  trf  I 
the  cab,  and  jumper  connections  are  provided  for  multiple  j 
operation  of  locomotives  from  a  single  master  controller.  To 
economize  space  the  main  air  reservoirs  are  mounted  on  the  j 
roof  of  the  cab.  at  either  side  of  the  alternating-current  panta- 
graph  trolleys,'  There  are  two  distinct  trucks  on  which  the  ] 
single  cab  is  carried. 

The  Norfolk  and  Western  locomotives  designed  by  the  West-  I 
inghouse  company  are  illustrated  in  Fig.  1080.  They  employ  T 
single-phase  power  delivered  from  an  overhead  trolley  to  the  j 
locomotive  at  11,000  volts  and  25  cycles.  The  scheme  of  elefr  T 
trical  connections  is  illustrated  in  Pig.  1081.  The  current  is  ] 
stepped  down  to  725  volts  through  a  transformer  carried  on  1 
the  locomotive.  At  this  pressure  it  is  delivered  to  a  Phase  Coft*  a 
verier,  C,  which  is  virtually  a  two-phase  induction  motor  with  a  ] 
cage-wound  rotor.  One  winding,  A.  of  this  phase  converter  ii 
connected  across  the  terminals  of  the  secondary  of  the  trans-  J 
former.  This  induces  current  in  the  rotor,  R,  which  in  turn  J 
reiiiduces  current  back  in  the  phase  B,  which  is  90°  mechanically  1 
away  from  phase  A.  This  second  current  is  fed  into  the  middle  i 
of  the  secondary  of  the  transformer  at  the  point  D,  thus  enablii^  i 
three-phase  cum'nts  to  be  drawn  from  the  points  H-G-B.  This 
in  effect  constitutes  a  Scott  connection,  and  the  three-phase 
currents  so  obtained  are  employed  to  operate  the  propelling 
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motors  A/.     There  are  four  of  these  motors  of  400  horse  iwwfl 
each,  di;sigiiu<l  fiir  725  volts,  with  fonn-wound  rotors  and  thre 
Klip  rings.     These  motors  are  mounted  as  shown  in  Fig.   107| 
A  line  drawing  of  this  locomotive  is  shown  in  Fig.  1082.     TlM 

ocomotive  is  designed  for  speeds  of  14  and  28  miles  per  homi 
The  propelling  motors  are  connected  in  cascade  with  each  othc 

or  slow  speeds,  the  last  motor  in  the  cascade  having  its  roio 
connected  to  a  liquid  rheostat.     The  phase  converter,  C,  is  c 
1.500  K.V.A.  cajiacity  and  is  started  bv  a  small  starting  mote 

1 

I 

which   is   of   the   straight,   series-commutator   l>"pc   of  Kbet 
design.     The  multiple  unit  system  of  control  is  provided  fi 
the  independent  operation  of  «ach  locomotive  or  for  the  ami 
taneous  control  of  two  locomotives  from  eithei-  end 

A  similar  t>^Je  of  locomotive  built  by  the  Wcstinghounc  Co* 
pany  for  the  Pennsylvania  Railroad  is  shown  in  Fig.  10^3.    U 
Lnown  as  tlie  type  F-F-1  Pennsylvania  and  is  df-signed  to  tal 
current  at  25  cycles  from  an  1 1 ,000-volt  single-pliase  trolley  wil 

on  the  locomotive  together  with  a  phase  converter,  and  ii  d 

Hvm^thvpdgh    "Scot!    iimtiictioiis"   in   ihwv-iili:.:;!-   pTvinellh 
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motors  of  the  induction  type  at  850  volts.     There  are  four  of 
these  motors.     Each  has  six  poles  and  a  wound  rotor.     They 
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Fig.  1081. — ^Scheme  of  connections  for  Norfolk  &  Western  loco- 
motive showing  power-converter  which  takes  current  from  a 
single-phase  source  and  converts  it  into  three-phase  for  induc- 
tion propelUng  motors. 

drive  through  flexible  jack  shafts  and  side  rods  to  driving  wheels, 
72  inches  in  diameter.  The  acceleration  is  by  means  of  liquid 
rheostats  in  the  rotor  circuits.     With   the  secondaries  short- 
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FiG.  1082. — General  dimensions  and  location  of  motors  on  Norfolk  &  Western 

locomotive  pictured  in  Fig.  1080. 

circuited  a  maximum  speed  of  20.5  miles  per  hour  is  obtained. 
They  are  specially  designed  for  freight  service  and   develop 
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4.800  horse  power  for  one  hour  with  a  maxiinuni  tractive  effort 
of  140.000  pounds  at  the  draw  bar. 

Most  inlerurban  lines  are  operated  at  600  volts  D.  C.  with  a 
third  rail,  as  on  the  Ixtng  Island  electrification,  or  with  600volls. 
1,200  volts  and  upwards  from  an  overhead  trolley.  A  departure 
from  this  practice  is  found,  however,  in  the  Philadelphia-Paoli 
electrification  of  the  Pennsylvania  Railroad  Company.  This  line 
extends  21  miles  west  from  Philadelphia  and  starts  at  the  Broad 
Street   Station.      Power  is   transmitted   from   Philadelphia   at 
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44,000  volts  to  substations  where  it  is  stepped  down  to  11,0 
volts,  at  which  pressure  it  is  employed  on  the  single-phase  over- 
head trolley.  A  transformer  on  the  car  steps  this  11,000  volts 
down  to  375  volts  for  each  motor.  Steel  cars  operated  in  trains 
form  the  equipment.  Each  car  carries  two  225-horse-power 
forced  ventilated  motors  mounted  on  one  track.  The  motors  are 
of  special  design  by  the  Westinghouse  Company  and  are  of  the 
series-repulsion  type.  They  start  as  repulsion  motors  and, 
after  attaining  a  speed  of  from  1 2  to  15  miles  an  hour,  are  changed 
over  to  operate  as  series  motors.     They  are  geared  to  the  axle  in 
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the  usual  manner  except  that  the  gears  are  flexible — that  is^ 
the  torque  of  the  motor  is  transmitted  from  the  teeth  to  the  axle 
through  cushioning  springs.  This  reduces  the  vibrations  due  to 
frequency  changes  and  also  reduces  the  shock  on  the  gears  and 
pinion.  The  control  equipment  is  of  the  Westinghouse  electro- 
pneumatic  type  arranged  for  the  automatic  acceleration  of  the 
motors. 


SECTION  XX  CHAPTER  III 

ELECTRIC  RAILWAYS 
LOCOMOTIVES 

1.  Explain  the  general  construction,  scheme  for  mounting  motors,  and  plan 
of  drive  employed  in  the  N.  Y.,  N.  H.  &  H.  electric  locomotives. 

2.  Explain  the  general  construction,  scheme  for  mounting  motors  and  plan 
of  drive  employed  in  the  N.  and  W.  electric  locomotives. 

3.  Explain  the  general  construction,  scheme  for  mounting  motors  and 
plan  of  drive  employed  in  the  N.  Y.  Central  electric  locomotives. 

4.  Explain  the  general  construction,  scheme  for  mounting  motors  and  plan 
of  drive  employed  in  the  Pennsylvania  terminal  locomotives. 

5.  Explain  the  kind  of  power  and  voltage  supplied  from  the  trolley,  the 
voltage  and  type  of  motors,  method  of  control,  advantages  and  disadvantages 
of  the  N.  v.,  N.  H.  &  H.  system. 

6.  Explain  the  general  scheme  of  the  "phase  converter"  used  on  the  N.  & 
W.  electric  locomotive,  voltage  and  nature  of  power  supplied  from  trolley, 
voltage  and  type  of  motors,  method  of  control  and  general  advantages  of  this 
system. 

7.  Explain  the  general  scheme  of  the  N.  Y.  Central  system;  nature  and 
voltage  of  current  supplied  by  trolley;  method  of  control  and  general  advant- 
ages of  system. 

8.  Explain  the  general  scheme  of  the  Pennsylvania  terminal  system  in 
New  York  City;  voltage  employed;  nature  of  current;  methods  of  control 
and  general  advantages  of  system. 
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CHAPTER  IV 


ELECTRIC  RAILWAYS 
MULTIPLE-UNIT  SYSTEMS 

The  acceleration  of  a  train  hauled  by  a  single  locomotive 
must  necessarily  be  slow.  For  operating  two  locomotives  to- 
gether or  for  the  rapid  acceleration  of  trains  in  subways  and 
electrified  trains  subject  to  frequent  stops  with  several  cars,  it  is 
desirable  to  operate  all  of  the  units  simultaneously.  The  mul- 
tiple-unit  system  of  control  was  devised  by  Frank  Sprague. 
The  earliest  types  have  been  abandoned  and  the  refinements 
that  have  been  introduced  have  resulted  in  the  application  of 
the  principle  in  three  different  ways. 

The  first  successful  scheme  was  the  Sprague-General-Electric 
Type  M  system  of  control.     This  consisted  of  a  bank  of  13 
electro-maKnetic  switches  or  contactors  designed  to  produce  all 
of  the  series-parallel  combina- 
tions effected  by  the  old  cylin- 
drical controller.     The  control 
outfit  weighsabout  2,000  pounds 
for  each  car.    There  are  two  dis- 
tinct circuits,  both  taken  from 
the  500- volt   supply.     One  is 
the  control  circuit  for  actuat- 
ing the  contactors.     This  cur- 
■  rent   is  led    through    a   small 
nctic  Lomactor.  master  controller  designated  by 

the  letter  C.  The  control  current  required  for  the  con- 
tactors is  2}  ■>  amperes  per  car.  The  operating  coils  are 
wound  for  600  volts  and  will  oj)crate  when  the  pressure 
frills  as  low  as  300  \-olts.  The  power  circuit  leads  to  the 
motors  ihroufih  the  contactor  switches.  The  contactors  are 
built  (in  the  plan  shown  in  Fig.  1084.  The  control  circuit 
passes  throufih  the  enert,'izing  coil  C.  The  power  circuit  is  led 
throufih  the  armature  and  contacts  via  the  line  P-P.  Each  con- 
tactor is  i)rnvidcd  with  a  magnetic  blow-out  coil  B,  which  ruptures 
the  arc  hv  means  of  the  Ihix  developed  by  the  very  same  current 
which  iiroduccs  the  arc.     The  actual  appearance  of  a  General 
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ictric  contactor  is  shown  in  Fig.  1085.     There  are  nine  wires  in 

"Tlie  train  line.     The  power  circuit  is  illustrated  in  Fij;.  1086.     To 

lure  that  current  will  never  be  maintained  in  the  motor  circuit 

roiij:;h  the  sticking  of  any  sinj;Ie  cr^ntaclor  switch,  three  switches 


ihal.  in  case  one  or  even  two 
I.'  will  upcii  the  circuit.     Each 


,  I0B6. — General  iitan  of  powrr  drruils  for  tiiulttplc-unil  control  of  two- 
motor  cqiupmenls  cmplnyinE  13  rk-clro-niagnetic  switches. 
of  these  switches  is  so  proportioned  as  to  l)e  able  to  rupture  the 
maximum  current  drawn  by  the  motors. 
jThe  bridging  sv'stem  of  transition  from  scries  to  parallel    is 
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employed  on  equipments  of  this  sort.  The  control  circuit 
provides  at  start  for  the  closing  of  the  line  switch  L-S  and  con- 
tactors 6  and  7.  Interlocks  are  provided  to  insure  the  operation 
of  the  switches  in  the  proper  sequence.  The  starting  resistance 
R  is  cut  out  gradually  hy  the  operation  of  switches  1-2-3-1 1-10-9 
and  8,  When  this  point  is  reached  switch  5  is  closed  and  the 
other  switches  drop  open.  The  diagrammatical  sketch  of  the 
circuits  provided  by  the  operation  thus  far  is  shown  in  Pig 
1087,  .4,  B  and  C.  The  change  from  series  to  parallel  is  now 
effected  as  in  A,  Fig,  1088.  by  placing  a  ground  at  G  on  motor 
No,  1  and  connecting  the  trolley  at  Ton  motor  No.  2.  This  is 
accomplished  by  the  operation 
_  _      _     _  of  contactors  13-12  and  4,    The 

A  ^  1 1   fall   in  potential  between   the 

trolley  and  ground  through 
motor  No.  1  and  starting  re- 
sistance is  divided  in  half  The 
same  is  true  of  the  division  of 
potential  in  the  circuit  through 
motor  No.  2.  There  is  prac- 
tically no  difference  of  poten- 
tial, therefore,  across  the  bridge 
D-E  In  A.  Fig,  10.  8.  the  mo- 
tors are  now  in  parallel,  while 
Fig.  1087,  they  were  in 
series.  The  parallel  connections 
Fee.  I0H7,— Scheme  of  accelerating  two  have  been  established  without 
opening  the  power  circuit  or 
reduction  in  torque  on  either  motor.  The  bridge  D-E  may  now 
be  removed.  This  is  done  by  opening  switch  5.  The  resulting 
condition  is  shown  in  B.  Fig,  1088.  The  notching  up  of  the  mo- 
tors to  the  full  parallel  position  shown  in  C,  Fig.  1088,  is  accom- 
plished by  the  successive  operation  of  switches  1-2-3-1 1-IO  and  9, 
One  system  used  by  the  Westinghouse  Company  employs 
contactors  which  produce  the  same  series-parallel  connections 
as  above,  except  that  each  contactor  is  operated  by  a  piston 
moving  in  an  air  cylinder  actuated  by  compressed  air,  carried 
in  the  reservoir  under  each  car  for  the  operation  of  the  air  brakes, 
at  a  pressure  of  about  70  pounds  per  square  inch.  The  admis- 
sion of  air  to  the  cylinder  is  controlled  by  an  electro-magnetic 
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valve,  these  valves  being  opened  through  control  circuits  from 
the  SOO-volt  source  of  supply.  The  switches  are  opened  by 
ireans  of  springs  and  are  held  closed  by  maintaining  air  under 
pressure  on  the  piston  in  the  air  cylinder. 

One  of  the  later  and  most  widely  used  types  of  control  is  the 
electro- pneumatic  system  developed  by  both  the  Westinghouse 
and  the  General  Electric  Companies.  The  complete  control  for  a 
single  car  for  multiple-unit  operation  in  the  General  Eltct.ic  P.  C. 
system  contains  in  one  box  the  line  breaker,  over -load  relay, 
contactor  elements  for  making  the  various  motor  and  resistor 
connections,  the  reverser  and 
the  operating  mechanism.  The 
line-breaker  elements,  of  which  a 
there  are  two,  are  electro-pneu- 
matically  operated  contactors 
provided  with  powerful  mag- 
netic blow-outs.  The  power  for  ^  1^. 
operating  these  line  breakers  is  — ©  W  TT-'IP-'U'  *■ 
obtained  from  the  compressed  g  ...  ^  »»  »»  »»l„»n 
air  supply  of  the  air  brake  sys-  «-W-(2>-Tr-Tr-qr*TJ**- 
tem.     Air  is  admitted  through 

a   small   magnetic  valve  to  a  - — ■      -  . 

cylinder  located  underneath  l-0_;^yLiq/uqjuqf\— _i2 
the  operating  mechanism.  This  C  I      \      \      1      \t 

forces  an  air  piston  upward  and  ^  W-  •{£tV\pV\pV]pif\p^— 
closes  the  main  contacts  of  the  ym.  lutin.— "nriilgmg"  method  of 
line-breaker  elements  against  a  transition  from  series  to  [larallel  with- 

.  T.  out  openine  [he  line  circuit. 

powerful  spring.    The  reverser, 

like  the  line  breakers  and  main  contactors,  are  built  in  the 
same  way. 

The  principal  feature  of  this  control  system  lies  in  the  cam 
operated  contactors  which  are  provided  with  magnetic  blow-outs. 
One  of  these  is  shown  in  Fig.  1089.  The  movement  of  these  con- 
tactors is  effected  by  means  of  cams  mounted  on  a  rotating 
shaft  which  is  located  underneath  the  contactors  and  which 
bear  upon  the  rollers  of  the  contactor  levers.  This  shaft  is 
rotated  by  a  pinion  and  rack,  the  rack  being  actuated  by  the 
pistons  of  two  air  cyhnders.  A  front  view  of  the  controller  is 
shown  in  Fig.  1090  and  a  rear  view  in  Fig  1091.  The  air  pres- 
sure against  the  piston  of  the  "on"  cylinder  tends  to  rotate 
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^^1  the  cam  shaft  to  give  full  parallel  connections  of  the  motors,  b 

^H  if  the  air  is  admitted  to  the  "off"  cylinder  it  produces  a  rotatii 

^H  in  the  oppusitL'  direction.      Each  iiir  cyliittkT  has  attached  therel 

F 

ekitro-magnetic  blow-out  for  P.  C.  (.■onlroller, 

a  magnetic  valve  which  governs  the  admission  of  air  to  thi 
cylinder.  The  magnetic  valve  attached  to  the  "off"  cylinder 
so  arranged  that  when  the  valve  is  in  the  normal  or  tinenergiM 


Fir.,  nw(].— Cl.-n.T.i)  ICIr.lri;'  TyjiL-  R  C.  comroUcr.  Front  view  w 

position  the  "ofT"  cylinder  is  charged  with  air  from  the  s 
reservoir,  and  when  this  valve  is  energized  the  cylinder  is  c 
nected  to  the  atmosphere.     The  magnet  valve  governing  I 
"on"  cylinder  has  the  reversed  function,  that  is,  when  i 
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mal  or  de-energized  position  it  connects  the  cylinder  to  the 
Efctmosphere,  while  in  the  energized  position  it  admits  air  to  the 
q-linder.  It  will  thus  be  seen  that,  when  neither  of  these  mag- 
I  nets  is  energized,  the  air  pressure  will  be  against  the  piston  of  the 
'  cylinder  only,  which  will  tuni  the  cam  shaft  to  the  "off" 
1  position.  In  order  to  advance  the  cam  shaft  through  the 
l-BUccessive  steps  of  the  control,  it  is  necessary  to  first  energize 
I  the  "on"  magnet  and  to  admit  air  to  the  "on"  cylinder.  This 
i  equalizes  the  pressure  in  both  cylinders  and  the  advancement  of 


Pi...  ifwi. 


icral  Bluclrif  Type  P.  C.  controller 


I  .the  cam  shaft  is  then  obtained  by  reducing  the  air  pressure  in  the 
,  "off"  cylinder.  As  this  reduction  is  governed  by  the  magnet 
valve,  it  follows  that  the  entire  control  of  the  cam  shaft  from  the 
first  series  to  the  last  parallel  position  of  the  motors  is  obtained 
by  the  energizing  or  de-energizing  of  a  single  valve.  The 
advantage  of  this  system  of  control  is  the  elimination  of  all  of 
the  electric  interlocks  required  on  the  electro-magnetic  con- 
tactors. The  operation  of  the  contactors  in  a  definite  sequence, 
assured  by  their  being  mechanically  operated,  greatly  improves 
the  construction  and  makes  it  more  simple 

CH.APTER  IV 


■  SECTION  XX 


ELECTRIC  RAILWAYS 
MULTIPLE  UNIT  SYSTEMS 


^H      1.  Eiplain  in  detail  the  plan  of  the  Spraguc- General  Electric  multiple-unit 
^Hflystcm  of  control  (or  railway  units. 

^P      2.  Wherein  did  the  original  Weslinghmise  system  of  mulliple-unit  control 
^^   differ  from  the  General  Electric? 

3,  What  is  the  general  plan  of  the  latest  type  cif  electro- pneumatic  system 
employed  by  both  the  General  Electric  and  the  Westinghouse  companies? 
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CHAPTER  V 


ELECTRIC  RAILWAYS 


THE  SINGLE-PHASE  SYSTEM 

The  success  of  the  single-phase  railway  system  is  due  to  the 
development  of  the  compensated,  series-connected,  commutating 
type  of  motor  devised  by  B.  G.  Lamme  in  1902.  An  ordinary 
direct-current  series  motor  would  operate  on  alternating  current 
provided  the  reverse  impulses  followed  each  other  very  slowly. 


Fig.  1(W2. — Power  circuits  for  (our-motor 
equipment  designed  to  operate  on  either  A.  C. 
or  D.  C.  supply. 

At  commercial  frequencies,  however,  the  alternating  flux  would 
induce  eddy  currents  in  the  field  cores,  hence  for  operation  on 
such  circuits  the  field  structure  must  be  laminated  as  thoroughly 
as  the  armature.  Furthermore,  the  .self-induction  of  an  ordinarj' 
field  coil  would  involve  a  prohibitive  drop  in  the  alternating 
e.m.f.  Hence  they  must  be  more  liberally  designed,  and  sec- 
tions of  the  field  winding,  instead  of  being  connected  in  series  as 
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on  direct-current  motors,  must  be  connected  in  parallel.  The 
self-induction  of  the  motor  as  a  whole  is  objectionable.  The 
self-induction  of  the  field  cannot  be  counteracted,  but  the  self- 
induction  of  the  armature  can  be  overcome.     This  is  accom- 


kniu-ui/ 


» 


Fig.  1093.— Series  and  parallel  o 
of  power  circuit  of  four-motor  equipment 
on  A.  C.  supply, 

plished  by  employing  a  compensating  winding.  This  is  a 
stationary  winding  placed  in  slots  in  the  field  poles  and  connected 
so  as  to  develop  a  magneto-motive-force  equal  and  opposite  to 
that  produced  by  the  armature.  This  produces  in  effect  an 
anti-inductive  winding  which  completely  neutralizes  the  self- 
induction  of  the  armature  winding  and  greatly  improves  the 
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power  factor  and  performance  of  the  motor.     Another  difficulty^ 
which  had  to  be  overcome  was  the  sparking  at  the  brushes  during  1 
commutation,  due  to  the  fact  that  each  coil  on  the  armature, 
while  it  was  short-circuited  bv  the  brush,  was  subjected  to  i 


Sjxnnn/ 


Fig.  1094.— Serifs  jin.i  purullci  connwiions 
of  power  circuit  of  four-motor  eqiiipmenl  shown 
in  Fig.  1093  when  arranged  to  operate  on  D.C 
supply. 

alternating  magnetic  flux.  There  was  thus  a  transformer  action  "I 
with  a  resulting  current  which  was  interrupted  when  the  coil  J 
passed  out  from  under  short  circuit.  To  overcome  this,  high- 
resistance  leads  were  connected  between  the  winding  and  the  I 
commutator  segments.  These  leads  were  not  in  circuit  with  the  I 
series  of  coils  between  adjacent  brushes,   but  only  in  circuit  I 


Electric  Railvuays 


473 


)etweeii  the  terminals  of  the  series  and  the  segments  frtim  which 
'  current  was  collected.  By  reducing  the  number  of  convolutions 
in  a  coil  lo  the  minimum,  and  by  introducing  high  resistance 
leads  in  the  path  of  the  short-circuited  coil,  the  value  of  this 
current  in  the  short-circuited  coil  was  reduced  so  !ow  that 
sparking  was  effectively  overcome.  This  is  the  design  of  prac- 
tically all  of  the  series  motors  used  on  the  single-phase  railway 
electrifications  at  the  present  time. 

The  fjenerat  plan  of  this  system  is  as  follows:  The  power  is 
generated  by  three-phase  alternators,  and  is  transmitted  at  from 


Fig.  109; 


11,000  to  66,000  volts  to  substations  along  the  railroad  where  it 
is  reduced  by  static  transformers  to  11,000  volts.  It  is  deUvered 
at  this  pressure,  single  phase  to  the  trolley  wire,  and  is  collected 
by  pantograph  trolleys  and  led  to  a  transformer  on  the  locomo- 
tive. Here  it  is  reduced  to  550  volts,  which  is  divided  between 
two  motors  connected  permanently  in  series  and  wound  for  275 
volts  each.  The  frequency  is  25  cycles.  Control  of  speed  is 
Eected  in  small  equipments  by  varying  the  voltage  on  the 
lotors  by  means  of  induction  regulators.     On  large  equipments 
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taps  are  taken  from  different  sections  of  the  transformer  sec- 
ondary, and  electro-magnetic  contactors  are  employed,  by  which 
the  connections  are  made  to  different  taps  to  produce  the  desired 
acceleration.  The  same  equipment  is  designed  for  use  on  direct 
current  with  resistors  and  series-parallel  connections.  A  dia- 
gram of  connections  for  combined  A.C.  and  D.C.  operations  is 
shown  in  Fig.  1092.  Combinations  of  series  and  parallel  con- 
nections are  shown  in  Figs.  1093  and  1094  for  A.C.  and  D.C. 
respectively.  In  passing  from  one  tap  to  another  in  a  trans- 
former either  the  intermediate  sections  would  be  short  circuited 
or  the  circuit  broken,  were  it  not  for  a  preventive  coil.  This  con- 
sists of  a  small  reactance  W,  Fig.  1092,  on  a  closed  magnetic 
circtiit,  the  ends  of  the  winding  being  connected  to  the  adjacent 
transformer  t^ps  while  the  middle  point  leads  out  to  the  motors. 
No  impedance  is  encountered  by  cturents  passing  simultaneously 
from  the  two  taps  to  the  middle  point  on  its  way  to  the  motor, 
but  any  current  which  tends  to  circtilate  between  the  two  taps 
and  through  the  preventive  coil  encounters  the  self-induction 
thereof  and  is  thereby  limited  to  a  low  value. 

The  New  York,  New  Haven  and  Hartford  Railroad  system 
is  the  most  noteworthy  example  of  single-phase  operation.  One 
of  the  latest  types  of  locomotive  on  this  system  is  shown  in  Fig. 
1095. 


SECTION  XX  CHAPTER  V 

ELECTRIC  RAILWAYS 

THE  SINGLE-PHASE  SYSTEM 

1.  Explain  the  advantages  and  disadvantages  of  the  single-phase  railway 
system. 

2.  (a)  Can  the  motors  used  on  the  single-phase  system  be  operated  on  both 
D.  C.  and  A.  C.  ? 

{h)  How  is  this  made  possible  ? 

(c)  What  are  the  relative  voltages  impressed  on  the  motors  in  the  two 
cases  ? 

3.  (a)  What  kind  of  control  is  used  when  running  on  A.  C.  ? 
(6)  What  kind  of  control  is  used  when  running  on  D.  C.  ? 

4.  Explain  the  use  of  the  "preventive  coil"  used  with  A.  C.  control. 

5.  What  is  the  trolley  voltage  customarily  employed  on  the  single-phase 
system ?     What  determines  the  selection  of  this  voltage? 


SECTION  XX  CHAPTER  VI 

ELECTRIC  RAILWAYS 
fflGH-VOLTAGE  D.  C.  SYSTEMS 

The  high-voltage  direct-current  system  is  the  natural  out- 
growth of  600-volt  operation.  For  many  years  it  was  thought 
impracticable  to  insulate  apparatus  or  to  design  it  for  successful 
commutation  above  600  volts.  The  introduction  of  the  inter- 
pole  or  commutating  pole  motor  so  corrected  the  commutation 
difficulties  that  it  was  found  possible  to  design  motors  for  con- 
siderably higher  presstires.  The  first  attempt  in  this  direction 
was  a  1,200-volt  system.  To  operate  at  this  pressure,  cars  were 
provided  with  a  four-motor  equipment.  Each  motor  was  wound 
for  600  volts  but  insulated  for  1,200  volts.  Two  motors  were 
then  permanently  connected  in  series  and  the  two  sets  handled 
in  the  various  series-parallel  combinations  in  the  usual  way. 
Current  for  operating  the  contactors  to  produce  the  various 
series-parallel  combinations,  the  air-compressor  and  the  lighting 
circuits  was  obtained  from  a  dynamotor  wound  for  1,200  volts, 
provided  with  two  commutators  connected  in  series  and  arranged 
for  supplying  the  control  circuits  from  the  middle  point  at  600 
volts. 

The  first  method  of  supplying  1,200  volts  to  the  trolley  was  by 
connecting  two  600-volt  rotary  converters  in  series  and  insulating 
them  from  the  ground.  The  results  were  so  satisfactory  that 
many  installations  were  immediately  undertaken.  Some  of 
these  were  at  1,500  volts.  Fig.  1096  shows  the  arrangement  of 
the  dynamotor  on  such  a  circuit,  while  the  various  combina- 
tions of  the  motors,  fields  and  resistors  is  shown  in  Fig.  1097. 
Following  the  use  of  the  dynamotor  for  the  operation  of  lights,  a 
more  satisfactory  plan  was  found  to  be  the  employment  of  a 
motor-generator,  in  which  the  generator  was  of  the  third-brush 
type  which  insured  a  steady  voltage  under  wide  changes  of  speed 
of  the  generator  set  due  to  changes  in  trolley  voltage.  After  the 
1,200-volt  system  was  perfected,  2,400  volts  was  attempted. 
It  will  be  remembered  that  the  economy  of  a  transmission  varies 
as  the  square  of  the  potential  employed.  It  will  be  evident  that 
if  substations  were  required  10  miles  ai)art  for  the  successful 
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operation  of  a  600- volt  system,  increasing  the  trolley  presstire  to 
1,200  volts  would  produce  the  same  results  with  substations  40 
miles  apart;  and  with  2,400  volts  the  substations  could  be  placed 
160  miles  apart. 

The  first  installation  at  2,400  volts  was  the  electrification  of  the 
Butte,  Anaconda  and  Pacific  Railway.  This  involved  75  miles 
of  track  and  17  locomotives  composed  of  two  80-ton  units  each, 
operated  in  multiple-unit  combinations  capable  of    hauling  a 


Fig.  1096. — Dynamotor  for  supplying  750  volts  for 
lighting  and  control  circuits  from   1,500- volt  trolley. 

v<J(K)-t()n  freight  train  21  miles  per  hour  on  a  level.  These 
UHH>miUivcs  carry  four  260-horse-power  motors  in  each  section, 
vM'  eight  in  all.  giving  2,100  horse  power.  Each  motor  takes  190 
iunpores  and  is  wound  for  1,200  volts,  but  insulated  for  2.400 
volts.  They  are  connected  permanently  two  in  series.  Tv^je 
M  iHUitn^l,  giving  19  points,  10  series,  and  9  multiple  notches, 
is  oiuploycd. 

A  hit  I'  ami  noteworthy  installation  of  high  voltage  D.C.  instal- 
\<Mioii  is  that  of  the  Chicago,  Milwaukee  and  St.  Paul  Railroad. 
'I'ius  was  a  General  Electric  installation  originally,  employing 
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3.000  volts  on  the  trolley.  The  first  locomotives  were  equipped 
with  400-horse-power  type  G.  E.  253-i4  motors  wound  for  1,500 
volts,  insulated  for  3,000  volts  and  connected  permanently,  two 
in  series.  These  locomotives  were  built  in  two  sections  and 
carried  in  all  eight  motors  totaling  3,200  horse  power.  These 
motors  weighed  14,860  pounds  each.  The  total  weight  of  the 
locomotive  was  384  tons. 

Power  is  developed  in  three-phase  generating  stations,  where 
it  is  raised  to  100,000  volts  and  transmitted  to  substations 
located  along  the  line,  where  it  is  reduced  by  static  transformers 
to  2,300  volts  and  then  supplied  to  synchronous  motor-generator 
sets.     Each  of  these  sets  consists  of  one  2, 300- volt  synchronous 


Fig.    1097. — Power  circuit  for  four-motor  equipment  designed   for 

operation  on  1,500- volt  trolley. 

motor  direct-connected  to  two  D.  C.  generators  of  1,500  volts 
each  connected  in  series.  On  the  same  shafts  are  mounted  two 
direct-connected  exciters  which  supply  current  for  the  fields  of 
the  two  main  generators  and  the  synchronous  motor. 

The  later  Westinghouse-Baldwin  locomotives  for  the  Chicago, 
Milwaukee  and  St.  Paul  Railroad  are  shown  in  Fig.  1093.  They 
are  88  feet  long  over  all  and  have  an  equipment  of  4,200  horse 
power.  There  are  six  driving  motors  of  the  twin-armature  type 
as  shown  in  Fig.  1070,  both  armatures  being  mounted  in  a  single 
frame.  Peripheral  speed  is  a  limiting  feature  in  such  a  railway 
motor  design.  With  two  small  motors  it  is  i)ossible  to  use  a 
speed  twice  that  possible  with  one  large  motor.  Each  motor  has 
one-half  the  nimiber  of  poles  of  practically  the  same  size  as  would 
be  required  by  one  equivalently  large~motor.     Therefore  two  of 
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the  small  motors  have  practically  the  same  number  of  parts, 
such  as  field  coils,  armature  coils  and  brush  holders,  as  would  be 
required  by  one  large  motor.  As  one  small  motor  has  a  diam- 
eter practically  half  that  of  one  equivalently  large  motor,  a  sav- 
ing in  space  and  weight  results.  Finally,  twelve  of  the  small 
motors  actually  cost  less  than  would  six  larger  motors  having  the 
same  aggregate  output. 

The  fields  are  of  the  standard  four-pole  type  with  four  main 
poles  and  four  interpoles  for  each  armature.  Each  armature  is 
wound  for  750  volts  and  the  two  armatures. and  the  two  sets  of 
field  windings  are  connected  permanently  in  series  so  that  the 
rating  of  the  complete  motor  is  1,500  volts.  The  motor  is 
designed  for  field  control  by  means  of  inductive  shunts.  The 
one-hour  rating  is  700  horse  power.  The  motors  are  mounted 
rigidly  on  the  cross  bars  of  the  running  gears,  one  directly  above 
each  driving  axle.  Each  motor  is  geared  to  a  quill  centered  in 
bearings  in  the  motor  frame  and  surrounding  the  driving  axle 
with  a  clearance  of  1^  inches  all  around.  The  quill  is  con- 
nected to  the  driving  wheel  by  long  helical  springs. 

The  six  motors  are  arranged  to  be  connected  in  three  combina- 
tions: First,  all  in  series,  giving  one-third  speed;  second,  three  in 
series,  two  in  parallel,  giving  two-thirds  speed;  third,  two  in 
series,  three  in  parallel,  giving  full  speed.  Inductive  shunts  are 
applied  to  the  fields  on  all  three  of  these  positions.  Shunt 
transition  is  used  in  passing  from  one  combination  to  the  next. 

The  latest  General  Electric  locomotives  for  the  same  railroad 
weigh  521,000  pounds  and  are  76  feet  long  (see  Fig.  1099).  They 
are  equipped  with  twelve  bipolar  gearless  motors  of  similar  design 
to  those  originally  used  on  the  New  York  Central  electrification. 

Each  motor  is  designed  for  1,000  volts  and  develops  266  horse 
power.  This  type  of  motor  gives  very  high  efficiency  in  average 
operation  as  there  are  no  journal  bearings  or  gears.  The  pole 
pieces  and  field  poles  are  fastened  to  cross  transoms  of  the  truck, 
and  the  magnetic  flux  passes  horizontally  in  series  through  all 
twelve  motors,  finally  returning  through  the  locomotive  frame. 
The  arrangement  may  be  clearly  seen  from  the  sectional  view 
in  Fig.  1100. 

The  articulation  joints  between  the  trucks  are  made  in  such  a 
manner  that  large  surfaces  are  in  contact  to  provide  an  easy  path 
for  the  flux.     The  pole  pieces  are  made  flat  in  order  to  prevent 
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them  from  coming  in  contact  with  the  armature  diiring  the 
vertical  movement  of  the  truck  frame  on  its  springs  or  when  re- 
moving or  assembling  the  armatures.  A  minimum  clearance 
of  one-eighth  inch  is  allowed  between  the  armatures  and  pole 
pieces. 

The  control  is  arranged  for  four  motor  combinations : 

The  first  combination  has  nine  rheostatic  steps,  one  full  field 
step  and  one  tapped  field  step  with  the  motors  in  series  across 
3,000  volts. 

The  second  combination  has  six  rheostatic  steps,  one  full  field 
step  and  one  tapped  field  step  with  six  motors  in  series  and  two 
sets  in  multiple. 

The  third  combination  has  eight  rheostatic  steps,  one  full 
field  step  and  one  tapped  field  step  with  four  motors  in  series 
and  three  sets  in  multiple. 

The  fourth  combination  has  eight  rheostatic  steps,  one  full 
field  step,  one  tapped  field  step  with  three  motors  in  series  and 
four  sets  in  multiple. 

This  results  in  a  total  of  39  control  steps,  with  a  choice  of 
eight  operating  speeds  exclusive  of  resistance  steps.  The  first 
running  position  is  shown  in  Fig.  1101,  and  the  last  running 
position  in  Fig.  1102. 

The  5,000-Volt  D.  C.  System  of  Railway  Control 

An    experimental    system    operating    successfully    between 

Jackson  and  Grass  Lake,  Michigan,  with  a  trolley  voltage  of 

between  5,000  and  7,000  volts,  has  been  successfuUy^installed. 

^  The  car  designed  for  this  purpose  is 

enabled  to  operate  over  the  600-volt 
line  within  the  city  limits  and  by 
means  of  suitable  switching  mechan- 
ism, upon  the  5,000-volt  trolley  in  the 
suburbs. 

Because   of  the   small  ciurent  re- 
quired at   this  voltage,  it  was  found 
possible    to    employ   a  mercury  arc 
rectifier  to  rectify  the   A.    C.  supply 
Fig.  1103.— Plan  of  West-     without  the  use  of  a  rotary  converter. 
i:"r^.^''u^•  ^^yi"-^^^^^/"^.^'     The  motor  was,  of  course,  the  most 

5,000-volt,  direct-current  rail- 

way  motor.  difficult  part  of  the  system  to  design. 
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It  is  of  the  twin-armature,  bipolar  type  shown  in  Fig.  1103. 
The  bipolar  motor  permits  the  use  of  double  the  voltage  on  a 
commutator  that  is  possible  with  a  four-pole  motor  of  the  same 
commutator  diameter  because  of  the  greater  space  between 
brushes.  The  twin-armature  type  weighs  little  more  than  a 
four-pole  single-armature  motor  of  the  same  horse  power.  *  Fewer 
coils  are  required  than  with  a  four-pole  motor.  The  two  arma- 
tures are  geared  to  the  same  axle  and  act  as  one  unit.  The 
pressure  of  the  gears  is  thus  divided  in  half.  The  two  arma- 
tures are  wound  for  1,250  volts  each  and  connected  permanently 
in  series,  thus  enabling  each  motor  to  receive  2,500  volts.     The 


Fig.  1104. — Scheme  of  control  for  Westinghouse  5,000-volt,  direct- 
current  railway  system,  also  capable  of  operation  on  600  volts. 

40-ton  experimental  car  employed  involved  an  equipment  of 
four  motors,  each  being  rated  at  100  horse  power.  Because  of 
the  high  voltage,  each  motor  required  only  16  amperes.  The 
power  circuit  is  shown  in  Fig.  1104.  When  operating  in  the 
city  limits  at  600  volts  the  proper  speed  is  obtained  by  shunting 
the  motor  fields  and  placing  all  four  machines  in  parallel.  The 
control  circuit  is  always  operated  from  a  150- volt  storage  battery 
placed  in  series  with  the  circuit  for  operating  the  propelling 
motors  on  the  ground  side.  All  of  the  auxiliaries  are  operatei 
from  this  battery.  The  source  of  power  is  a  three-phase  60-cycle 
system  which  feeds  through  the  mercury  rectifiers  to  the  D.  C. 
trolley  so  that  the  three  phases  are  equally  loaded. 
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SECTION  XX  CHAPTER  VI 

ELECTRIC  RAILWAYS 
HIGH-VOLTAGE  D.  C.  SYSTEMS 

1.  Explain  the  initial  steps  in  the  development  of  the  1,200- volt  D.  C.  rail- 
way system. 

2.  Explain  the  general  plan  of  the  2,400- volt  D.  C.  railway  system. 

3.  How  is  the  current  for  operation  of  lighting  and  control  circtuts  obtained 
on  systems  employing  direct  current  at  a  pressure  of  1,200  volts  and  upwards 
on  the  trolley  ? 

4.  Explain  the  general  plan  of  the  C.  M.  &  St.  P.  electrification. 

5.  Describe  the  construction  of  the  Westinghouse  locomotive  for  the  C.  M. 
&  St.  P.  system,  including  the  scheme  of  control. 

6.  Describe  the  construction  of  the  General  Electric  locomotive  for  the 
C.  M.  &  St.  P.  system,  including  the  scheme  of  control. 

7.  Explain  the  details  of  the  Westinghouse  experimental  5,000- volt  D.  C 
electrification  at  Jackson,  Michigan. 


SECTION  XX  CHAPTER  VII 

ELECTRIC  RAILWAYS 

ELECTRIC  BRAKES 

Djmamic  Braking. — All  electric  cars  having  an  equipment  of 
either  two  or  four  motors  may  be  stopped  by  means  of  dynamic 
braking,  without  the  aid  of  mechanical  brakes  or  current  from 
the  trolley.  This  plan  consists  in  converting  one  of  the  machines 
into  a  generator  while  the  other  becomes  a  motor  connected  for 
reverse  operation,  and  the  reaction  of  the  current  in  both  ma- 
chines is  such  as  to  retard  the  car.  On  a  level  it  would  be  brought 
to  a  rest.  On  a  grade  it  would  be  retarded  to  a  very  slow  speed 
but  would  not  be  held  absolutely  stationary  as  the  reaction  of 
the  induced  currents  only  exists  while  the  car  is  in  motion, 


Fig.  1105. 

hence  the  car  would  creep  slowly  to  the  bottom  of  the  grade. 
The  action  may  be  understood  from  a  consideration  of  Fig.  1105. 
Here  the  current  from  the  trolley  wire  /  divides  between  motors 
B'D  and  C-£,  passing  through  them  to  the  rail  R.  The  counter 
e.m.f.  set  up  by  these  motors  is  shown  by  the  feathered  arrows  in 
the  center  of  the  armature. 

Now  if  a  shunt  motor  is  allowed  to  rise  in  speed  until  its 
counter  e.m.f.  exceeds  the  impressed,  it  will  send  current  through 
its  field  in  the  same  direction  as  the  current  from  the  line  as 
shown  in  Fig.  1106.  Here  current  passes  from  line  L  down 
through  armature  and  down  through  field  as  shown  by  the 
arrows,  the  counter  e.m.f.  being  in  the  direction  of  the  feathered 
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arrow.  If,  however,  the  counter  e.m.f .  exceeds  the  line  voltage 
so  that  the  armature  furnishes  current  in  the  direction  of  the 
feathered  arrow,  current  will  flow  back  into  the  line  in  the  re- 
verse direction  to  which  it  entered  the  armature  and  will  flow  to 

the  right  in  the  field  in  the  same 
direction  as  before.  As  the  current 
in  the  armature  is  thus  reversed, 
the  torque  reverses  and,  instead  of 
the  machine  being  a  motor  tending 
to  develop  mechanical  power,  the 
reaction  is  that  of  a  generator, 
which  requires  power  to  drive  it. 

Should  the  motors  in  Fig.  1105 
rise  to  a  speed  where  the  counter 
e.m.f.  equals  that  of  the  line,  they 
coujd  not  furnish  current  back 
inte  the  line,  because  at  the  moment  when  the  counter  e.m.f. 
equaled  the  impressed,  the  field  current  would  be  zero.  In  fact, 
such  a  condition  sometimes  results  in  a  short  circuit  from  trolley 
to  rail  which  blows  the  circuit  breakers  at  A,  Furthermore,  were 
the  counter  e.m.f.  to  actually  succeed  in  producing  a  reverse 


Fig.  1106. 


Fk;.  1107. — Connections  of  motors  in  two- 
motor  car  equipment  for  dynamic  braking. 

current,  it  would  tend  to  destroy  the  residual  field  magnetism 
whicli  is  in  the  direction  ])roduced  by  the  initial  current  from  the 
trolley  as  shown  by  the  arrows  pointing  downward  through  D 
and  K. 

To  produce  dynamic  brakinj^  it  is  first  necessary  to  throw  the 
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controller  handle  off.  The  circuit  breaker  at  A  should  then  be 
opened.  The  reversing  switch  should  next  be  thrown  and  the 
controller  opened  to  any  parallel  notch.  The  connections  will 
then  be  as  in  Fig.  1107.  The  motors  are  then  driven  by  the 
energy  of  the  moving  car.  At  the  instant  these  connections  are 
established  the  counter  e.m.f.  of  the  two  will  be  in  opposition 
and  should  theoretically  be  equal  to  each  other.  As  a  matter 
of  fact,  however,  there  are  never  two  machines  precisely  alike. 
One  has  a  little  more  residual  magnetism  than  the  other.  There- 
fore its  counter  e.m.f.  becomes  a  little  greater  than  the  other. 
The  one  with  the  higher  e.m.f.  becomes  a  generator.  Let  that 
be  machine  No.  1.  This  immediately  becomes  a  source  of 
electrical  energy,  furnishing  current  in  the  direction  of  its  counter 
e.m.f.,  upward  through  B  and  downward  through  its  field  D, 
thereby  building  up  in  the  same  direction  the  residual  magnetism 
established  by  the  original  trolley  current,  thence  over  and 
upward  through  E.  It  will  be  observed  that  the  current  is  in 
the  reverse  direction  in  this  field  to  what  it  was  in  £,  Fig.  1105. 
The  current  then  flows  down  through  the  armature  C  against  its 
counter  e.m.f.  just  as  it  did  at  C,  Fig.  1105.  Machine  No.  2 
then  becomes  a  motor  with  the  ctirrent  in  the  armature  in  the 
same  direction  as  before  but  with  the  current  in  the  field  in  the 
reverse  direction.  This  tends  to  drive  this  motor  backwards, 
which  is  in  opposition  to  the  energy  of  the  moving  car.  The 
current  continues  back  to  Machine  No.  1,  passing  through  the 
armature  of  this  machine  in  the  opposite  direction  to  what  it  did 
in  B,  Fig.  1105,  then  through  D  in  the  same  direction  as  before. 
The  torque  of  this  machine  is  therefore  reversed.  As  the  current 
in  the  two  machines  is  the  same,  they  react  equally  upon  the 
driving  energy  supplied  by  the  car,  and  the  faster  the  car  is 
moving  the  quicker  it  tends  to  stop.  This  action,  being  severe, 
subjects  the  car  equipment  to  great  strain  and  may  strip  the 
gears.     Therefore  it  is  used  only  in  case  of  emergency. 

The  Westinghouse  Electric  Traction  Brakes. — There  have  been. 
a  variety  of  electrical  brakes  devised  for  electric  cars.  Most  of 
these  have  been  discarded  in  favor  of  air  brakes,  which  are  con- 
siderably simpler  and  more  reliable.  One  of  the  most  widely 
used  electric  brakes  still  employed  to  a  considerable  extent  is 
that  designed  by  the  Westinghouse  Company,  shown  in  Fig. 
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1106  This  is  a  tractioa  tnalce  emfrioj-cd  between  the  two  pairs 
of  wheels  of  a  track  and  is  drawn  to  the  rails  by  the  action  of  an 
electro-magnet  operated  from  the  car.  at  the  same  time  increasing 
the  pressure  of  the  wheel  bialces  on  the  wfaeds.  The  electro- 
magnet, .4,  diWding  the  track  shoes  B£  into  two  parts,  is  secured 
by  links  to  the  two  push  rods,  C  and  J,  and  supported  at  a  proper 
distance  above  the  rails  by  the  adjustable  springs  H-H.  The 
push  rods  are  attached  to  the  lower  ends  <ji  the  brake  levers  D, 
which  are  connected  at  their  upper  ends  by  the  adjustable 
coupling  G  and  are  pivoted  at  an  intermediate  point  to  the  brake 
shoe  holders  E,  carrymg  the  wheel  brake  shoes  and  the  support- 
ing rods  F,  suspended  from  the  truck  frame.  The  push  rods 
C  and  J  are  telescopic,  so  that  a  movement  of  the  track  shoes 


Fl<;.  1 108,— man  nf  Westinghouse  electric  track  brake. 

toward  the  right,  as  when  the  car  is  progressing  to  the  left,  causes 
the  whijol  brake  shoe  £  at  the  right  to  be  applied  to  the  wheel  and 
the  <-i)nnection  (7  to  move  to  the  left,  thereby  applying  the  wheel 
liraki'  shoe  L  at  the  left.  The  stop,  A',  prevents  the  lower  end 
i)f  the  brake  lever  at  the  left  from  following  the  track  brake  shoe 
to  llie  right.  A  relative  movement  of  the  track  brake  shoe  to  the 
left  is  (ilivioiisly  accompanied  by  the  application  of  the  left 
lirakL'  shot'  through  a  corresponding  movement  of  the  parts  in 
reverse  ()rder. 

Till-  device  controlling  the  brake  is  incorporated  in  the  con- 
Iroller  which  i)()erates  the  car,  and  is  operated  either  by  the 
snnu-  coiit  rol  handle  or,  in  some  instances,  by  a  separate  one.  The 
motors  have  Iheir  annature  connections  reversed  as  for  dynamic 
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braking  as  shown  in  Fig.  1 109,  except  that  here  they  are  placed 
in  parallel  and  the  connections  are  such  as  to  supplement  the 
fields  through  the  counter  ^.m.f.  developed.  The  current  passes 
upward  through  the  two  armatures  A  and  A',  thence  downward 
through  the  fields  F-F\  then  through  an  adjustable  ciurent 
limiting  resistance  R  and  through  the  brake  coils  J?'  and  B  and 
thence  back  to  the  motors  which  are  operating  in  the  capacity 
of  generators.  It  will  thus  be  seen  that  the  stopping  of  the  car 
is  due  to  the  combined  action  of  the  motors  in  functioning  as 
generators,  the  application  of  a  powerful  track  brake  operating 
on  a  relatively  large  surface  of  the  track,  and  the  simultaneous 
application  of  wheel  brakes  mechanically  applied  through  the 


'mfi-' 


Fig.  1109. — Connections  of  propelling 
motors  as  generators  for  supplying  track 
brakes  with  current  and  simultaneously  utiliz- 
ing dynamic  braking. 

attachments  to  the  track  brake.  Current  may  be  drawn  from 
the  line  to  operate  this  brake  instead  of  using  the  motors  as 
generators. 

Regenerative  Braking. — On  long  mountain  grades  where 
heavy  trains  must  descend  at  slow  speed,  air  brakes  are  not 
satisfactory.  On  electrified  lines  like  the  Chicago,  Milwaukee 
and  St.  Paul,  it  has  been  found  that  regenerative  braking,  as  it 
is  called,  which  is  nothing  more  than  a  special  arrangement  of 
dynamic  braking,  can  be  employed  in  a  highly  satisfactory 
manner,  the  power  generated  by  the  descending  train  being 
restored  to  the  line  in  the  form  of  electric  currents  of  the  same 
voltage  as  that  supplied  to  the  line  by  the  power  house,  which 
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may  thus  be  utilized  in  parallel  with  the  substations  to  aid  other 
trains  in  ascending  the  grade. 

The  plan  employed  on  the  C.  M.  and  St.  P.  R.  R.  may  be 
called  an  axle  generator  system.  In  this  arrangement  the  main 
motors  are  separately  excited  from  an  axle  generator  the  field  of 
which  is  in  turn  separately  supplied  with  current  from  a  storage 
battery.  The  axle  generator,  C,  Fig.  1110,  is  connected  across 
the  main  motor's  field,  F,  in  series  with  a  balancing  resistance  R. 
The  main  motor's  armature  current,  when  braking,  is  carried 
through  this  balancing  resistance,  thus  giving  a  differential  effect 
on  the  main  motor's  fields  when   the  regenerative  current  in- 


FiG.   1110. — Circuits  for  regenerative  braking  on  C,  M.  &  St.  P. 

direct-current  railway  system. 

creases,  due  to  a  drop  in  line  voltage.  This  differential  effect  is 
necessary  to  stabilize  the  braking  operation  of  the  main  motors. 
When  absorbing  power  from  the  line,  current  passes  from  the 
trolley  T  down  through  the  armature  A  and  the  field  F,  through 
6",  and  thence  to  the  rail  and  ground.  When  braking  is  to  occur, 
current  from  the  storage  battery  B  is  led  through  a  ciurent  limit- 
ing rheostat  r  and  through  the  field  /  of  the  axle  generator.  This 
may  be  excited  to  such  an  extent  as  to  cause  current  to  flow  from 
G  into  R  and  down  through  F,  raising  the  excitation  sufficiently 
to  cause  the  counter  e.m.f.  of  A  to  exceed  that  of  the  trolley, 
thereby  forcing  current  back  into  the  line  which  will  cause 
braking. 
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In  any  closed  circuit  the  sum  of  the  voltages  is  zero,  as,  for 
example,  in  the  case  of  a  circuit  from  G,  Fig.  1110,  through  R 
and  F.  That  is,  G  has  e.m.f.  enough  to  force  sufficient  current 
through  this  circuit  so  that  the  IR  drop  just  balances  the  volt- 
age generated  at  G.  If  a  current  from  some  external  source  is 
drawn  through  R,  the  voltage  available  for  forcing  current 
through  the  circuit  G-R-F  is  decreased.  If,  now,  the  speed  of 
the  locomotive  increases,  the  voltage  of  the  axle  generator  G 
increases.  This  raises  the  excitation  in  F  of  the  main  motor  and 
increases  the  voltage  produced  in  the  armature  A  for  braking 
purposes.  This  increases  the  regenerated  current  furnished 
upward  through  A  to  the  trolley,  which  in  turn  increases  the 
braking  effect.  It  is  evident  that  a  large  increase  in  braking 
effort  is  accomplished  with  a  small  change  in  speed.  If,  how- 
ever, there  be  a  sudden  change  in  line  voltage,  there  must  be  a 
rapid  and  sudden  method  of  increasing  or  decreasing  the  gen- 
erated voltage  of  the  main  motor  to  insure  the  proper  braking 
effect  under  such  conditions.  This  is  the  object  of  the  resist- 
ance R,  which  is  positive  in  its  action,  reducing  the  main  motor 
field  strength  with  any  increase  in  armature  current  and  in- 
creasing the  field  strength  with  a  decrease  of  armature  current 
so  that  the  braking  effect  for  a  given  grade  and  speed  is  practically 
constant  under  considerable  changes  in  line  voltage. 


SECTION  XX  CHAPTER  VII 

ELECTRIC  RAILWAYS 
ELECTRIC  BRAKES 

1 .  Explain  how  dynamic  braking  may  be  employed  to  stop  a  car  in  case  the 
mechanical  brakes  fail  and  the  power  supply  from  the  trolley  is  interrupted. 

2.  What  kind  of  equipment  is  necessary,  and  what  steps  must  be  taken  to 
insure  the  operation  of  dynamic  braking  under  the  above  circumstances? 

3.  Explain  the  details  of  the  Westinghouse  electric  track  brake. 

4.  Explain  how  regenerative  braking  is  applied  to  hold  the  trains  on  moun- 
tain grades  on  the  C.  M.  &  St.  P.  Railway. 


SECTION  XXI 


CHAPTER  I 


STATION  EQUIPMENT 
CntCUIT  BREAKERS 

There  are  two  ways  of  automatically  openii^  an  electrical 
circuit  when  the  current  exceeds  a  predetennined  amount.  One 
is  by  employing  the  heating  effect  of  a  current,  and  the  other 
by  employing  the  magnetic  effect.  The  heating  effect  is  pro- 
portional to  the  square  of  the  current,  and  the  magnetic  effect 
is  proportional  to  the  simple  current.  Both  of  these  effects 
have  been  successfully  used.  The  heating  effect  is  utilized  in 
the  fusible  cutout,  the  magnetic  effect  in  the  electro-magnetic 


circuit  breaker.  The  fusible  cutout  was  the  first  plan  employed 
and  is  simple  in  its  operation.  The  objection  to  this  plan. 
however,  is  that  it  cannot  be  adjusted,  nor  can  it  be  depended 
upon  to  open  a  circuit  at  any  particular  current.  If  the  current 
is  of  short  duration,  the  fuse  will  carry  very  much  more  than  its 
rated  capacity.  The  magnetic  circuit  breaker,  however,  while 
much  more  expensive  in  point  of  first  cost,  has  been  refined  in 
construction  so  that  it  is  reliable  and  can  be  accurately  cah- 
brated.  Furthermore,  it  is  adjustable  through  a  wide  range; 
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^Bhat  is,  it  can  be   set  for  any  desired   current  within  the  limit 
ITof  its  capacity. 

Overload  Circuit  Breakers. — The  principle  of  the  electro- 
magnetic circuit  breaker  may  be  seen  from  a  study  of  Fig. 
nil.  Here  a  switch  is  held  closed  by  means  of  a  hinged  arm 
■  with  an  eccentric  stop  and  a  toggle.  This  switch  is  provided 
fwith  one  or  more  contacts.  In  the  figure  three  are  shown. 
[When  an  overload  current  passes  through  the  solenoid,  S,  the 
Beore  C  is  attracted  which  pulls  the  hinged  arm  D  below  the 
mter  line,  and  a  spring  forces  the  switch  open.     As  the  switch 


Fig.   Ill  J. — As  breaker  opens  the 
progressively    transferred 
from  M  to  B  to  C,  each  succeeding 
step  being  accompanied  by  reduction 


!  starts  to  open,  Fig,   1112,  the  main  contact,  M,  which  carries 

I  the  most  of  the  current,  is  interrupted  first.     This  reduces  the 

amount  of  current  and  compels  the  bypaths,  B  and  C.  to  carry 

the  remainder.     At  the  same  time  the  circuit  at  M  is  interrupted 

without  any  sparking  because  of  the  bypaths.     As  the  spring 

pushes  the  switch  farther  open  the  bypath  B  is   opened.   Fig. 

I  1113,  and  the  current  is  now  forced  through  the  contacts  at  C 

[  which  are  usually  of  carbon.     The  final  break  is  between  these 

[contacts,  as  in  Fig.   1114.     This  insurer  that  whatever  arcing , 

liakes  place  shall  be  between  the  carbon  contacts  and  without 

[■injury  due  to  burning.     The  copper  faces  M-B  are  thus  effectu- 
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ally  preserved  from  bandiig  and  pitting,  with  subsequent  im- 
perfect coniacts  due  to  rough  surfaces. 

One  simple  and  widely  used  circuit  breaker  is  shown  in  Pig. 
1 1 15.  Here  the  tripping  omI.  C  is  wound  tipon  an  iron  core  with 
a  polar  projection  B.  An  armature.  .-1.  hinged  at  the  back,  is 
attracted  toward  the  pole  of  the  coil  at  front.  Extensions  from 
this  armature  are  arranged  to  strike  a  trigger  on  each  side  which 
releases  a  toggle  on  a  single-pole  knife  switch  held  shut  by  the 
tftggle  and  forcei  open  by  a  spring.     One  of  these  switches  is  in 


Fig.  U  15.— Double-pole  di- 
irrent  Generai-Eiect ric 
-breaker  with  separate 

„„„„„ handles  for  closing  each  line  in- 

„,,tns.  dependently. 

circuit  with  each  of  the  two  main  wires,  so  that  the  breaker 
disconnects  both  wires  of  the  circuit. 

No-Voltage-Release  Circuit  Breaker.— Instead  of  interrupting 

tli<-  line  in  case  of  overload,  the  circuit  may  be  interrupted  upon 
llic  failure  of  either  line  potential  or  line  current.  Fig.  1116  shows 
a  breaker  designed  to  open  when  the  line  potential  falls  below  a 
(vrlain  value.  The  no-voltage  release  coil  V  is  connected  across 
the  line  and  operates  by  normally  supporting  the  core  of  the 
solenoid  a(.;ainst  the  force  of  gravity.  Should  the  line  potential 
fail,  the  core  drops,  tripping  the  toggle,  and  the  breaker  is 
opened  by  the  spring.  Fig.  1117  shows  a  method  of  accomplish- 
ing tile  same  result  by  means  of  a  coil  S  in  series  with  the  line. 
'J'lie  series  <-oil  eoiild  be  very  readily  employed  between  a  gen- 
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erator  and  a  storage  battery,  charged  therefrom.     Should  the 
current  fall  to  the  point  where  the  charging  ceased,  the   coil 


Fig.  1116. — Circuit- breaker  with  no-voltage 
release,  designed  to  open  line  in  case  of  failure 
of  line  current. 

would  release  the  core  and  the  circuit  would  be  broken   before 
the  battery  could  motor  the  generator. 

Time-Limit  Circuit  Breakers. — Overload  circuit  breakers  should 
be  made  to  operate  with  a  given 
current  in  the  very  least  pos- 
sible time.  In  the  next  place, 
they  may  be  provided  with  a 
time  limit.  That  is,  when  the 
overload  occurs,  instead  of  hav- 
ing a  breaker  open  immediately, 
it  is  possible  to  set  it  so  that  it 
will  not  operate  until  two,  three 
or  more  seconds  have  elapsed 
after  the  current  rises  to  the 
amount  for  which  the  breaker  is 
set.  This  is  the  time-limit  type 
frequently  used  on  larger  power 
systems  to  insure  operation  of 
breakers  in  a  definite  sequence 
so  that  the  one  nearest  the  load 
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will  operate  first,  or  if  that  fails  the  one  next  back  of  that  will 
operate,  or  if  that  fails  the  one  still  farther  back  toward  the 
power  station  will  operate. 

Inverse-Time-Element  Circuit  Breaker. — Breakers  may  also 
be  constructed  on  the  principle  of  the  inverse  time  element  A 
prominent  manufacturer  has  adopted  the  letters  ''I-T-E''  as 
the  trade-mark  of  a  breaker  involving  this  principle.  That  is  to 
say,  the  greater  the  need  for  the  opening  of  the  circuit  the 
quicker  it  will  be  opened.  Thus,  if  a  breaker  was  set  for  SO 
amperes  and  arranged  to  open  in  one-tenth  of  a  second,  should 
the  overload  rise  to  100  amperes  the  breaker  would  operate  in 
one-twentieth  of  a  second.  Thus,  when  the  current  is  doubled, 
the  time  required  for  the  circuit  to  open  is  halved. 

Reverse-Power  Circuit  Breaker. — Where  power  is  transmitted 
from  a  power  house,  P,  Fig.  1118,  to  a  substation  S  there  are 


^ 


c  C^ 

Fig.  1118. 

frequently  two  or  more  transmission  circuits  operated  in  parallel. 
These  circuits  are  paralleled  on  the  bus  bars  both  in  the  power 
station  and  in  the  substation.  In  case  of  overload  at  the  sub- 
station on  either  circuit,  the  ordinary  circuit  breaker  would  dis- 
connect the  line.  If,  however,  a  short  circuit  occurred  at  the 
l)()int  /I.  power  would  not  only  flow  from  the  power  house  P 
over  the  circuit  B  to  this  short  circuit,  but  it  might  flow  over  the 
parallel  line  ( '  to  the  substation  5,  thence  through  the  substation 
l)us  l)ars  and  hack  over  the  circuit  B  to  the  short  circuit  at  A. 
To  ^'uartl  a^^ainst  this  possibility  of  feeding  a  short  circuit  from 
two  ilircclions,  which  mij::ht  disable  the  whole  system,  and  insure 
thai  the  transmission  line  C-C  shall  be  able  to  carry  power  even 
thoiu'Ji  />-/>  becomes  iHsabled,  the  reverse-power  circuit  breaker 
has  luHMi  ilcviscd.  This  consists  of  a  relay  which  will  maintain 
its  contacts  normally  open  when  the  flow  of  power  is  in  one 
thiri'tuMi  but  will  dose  the  contacts  on  an  auxiliary  circuit  to 
rinMy,i/.c  the  tripping  coil  of  a  circuit  breaker  when  the  flow  of 
powt*r  reverses. 
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The  principle  of  this  relay  may  be  seen  from  a  discussion  of 
Fig,  1119.  Such  a  relay  must  have  two  elements,  a  current 
elemtnt,  C.  and  a  potential  element.  F.  Should  power  flow 
from  the  source  S  to  the  load  L.  the  current  at  a  given  instant 
will  go  up  through  the  line  .4,  and  through  the 
coil  C  to  the  point  D,  through  the  load  and  back 
by  the  line  E  to  B  and  the  source.  At  the 
same  time  current  in  .4  will  branch,  passing  up 


Fig,  1119. 


Fig,  1120. — Circuit- breaker  wit!: 
independent  tripping  coil. 


through  the  potential  coil  P  and  back  over  the  line  B.  It  will 
be  assumed  that  the  resulting  torque  between  these  two  ele- 
ments will  be  such  as  to  maintain  the  contacts  of  the  relay 
open.  If  current  reverses  and  goes  up  over  the  wire  B  to  E  and 
then  back  over  the  line  D  to  .4.  the  current  will  simultaneously 
reverse  in  P  and  C  and  there  will  be  no  reversal  of  torque.  Thus 
it  will  be  seen  that  this  is  not  a  reverse-current  relay.  If.  how- 
ever, the  source  of  power  should  reverse  from  the  point  S  to  the 
point  L,  current  passing  down  over  the  wire  D  would  reverse  In 
C  and  return  via  A-B  and  E,  but  some  of  the  current  going  down 
through  D  and  C  would  pass  across  and  back  up  through  P  to 
£  in  the  same  direction  as  when  the  current  originated  at  5. 
As  the  current  is  reversed  in  C  and  is  not  reversed  in  P.  the 
relative  torque  between  these  two  members  is  reversed  and  the 
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device  is  made  to  close  a  pair  of  contacts  which  will  energize 
an  auxiliary  tripping  coil  S,  Fig.  1120,  which  would  cause  the 
circuit  to  be  interrupted.  Such  a  relay,  designed  by  the  Westing- 
house  Company,  is  shown  in  Fig.  1121.  This  is  essentially  a 
standard  alternating  current  wattmeter  element.  A  series  coil 
and  a  potential  coil  are  arranged  to  produce  a  torque  which 
normally  keeps  the  wattmeter  disc  under  tension  in  the  position 
shown  in  Fig.  1122.  This  causes  a  projecting  contact  to  remain 
against  a  dead  stop,  A. 

*     When  the  location  of  the  source  of  power  reverses,  the  torque 
in  the  relay  reverses  and  the  disc  rotates  in  the  direction  of  the 


Fig.  1122. 


Fig.  1123. 


arrow  until  the  projecting  contact  L  is  brought  against  a  live 
stop,  B.  This  is  then  made  to  complete  the  circuit  through  some 
source  of  direct  current  and  a  trip  coil  T  of  a  circuit  breaker  which 
opens  the  main  line.  This  construction  is  adopted  to  insure  that 
momentary  reversals  of  power  due  to  surges  will  not  open  the 
breaker.  The  distance  between  .4  and  B  is  adjustable.  The 
time  required  for  the  contact  L  to  reach  the  stop  B  is  also  ad- 
justable, for  it  is  under  control  of  the  drag  magnets  of  the  watt- 
meter movement.  If  the  drag  magnets  are  near  the  circum- 
ference of  the  disc,  the  time  required  for  the  tripping  coil  to  be 
closed  is  increased.  If  they  are  nearer  the  center,  it  is  decreased. 
Thus  with  the  possibility  of  moving  the  location  of  the  contacts 
and  varying  the  retardation,  a  wide  range  of  adjustment  is 
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possible.  The  time  element  feature  may  also  be  employed  in 
connection  with  the  wattmeter  movement  and  an  overload  trip. 
Thtis  in  Fig.  1123  the  contact  L  is  held  against  a  dead  stop  by 
a  spring  5.  As  the  load  increases  in  the  series  coil  of  the  watt- 
meter, there  is  a  tendency  for  the  disc  to  rotate  toward  the  live 
contact  B.  This  is  opposed  by  the  drag  magnets.  The  dis- 
tance between  A  and  B,  the  tension  of  the  spring  and  the  positions 
of  the  drag  magnets  are  all  involved  in  the  determination  of  the 
acttial  current  and  the  time  limit  in  which  said  current  will  result 
in  tripping  the  main  circuit. 

In  recent  practice  it  is*  customary  to  employ  two  relays  for 
reverse  power  protection,  one  a  simple  overload,  inverse-time- 
element  relay,  the  other  a  wattmeter  reverse-power  relay  which 
actuates  the  overload  relay. 

Automatic  Reclosing  Circuit  Breakers. — In  certain  classes  of 
work  it  is  desirable  to  have  a  circuit  breaker  automatically  re- 


FiG.   1124. — Aul(^matic  reclosing  circuit  breaker  for  protecting 

mining  locomotives. 

close  after  the  withdrawal  of  the  overload  which  caused  it  to 
open.  A  breaker  designed  for  this  purpose,  known  as  the 
automatic  reclosing  circuit  breaker,  is  shown  in  Fig.  1124.  The 
main  contact  arm  of  the  breaker  .4  is  normally  held  in  the  closed 
IK)sition  by  means  of  an  electro-magnet  B.  When  an  overload 
occurs,  the  current  in  the  series  coil  C  raises  a  plunger  which 
opens  a  contact  /)  in  the  circuit  of  the  operating  magnet  B,  thus 
cuttinj:;  oil  the  current  and  allowing  the  main  contact  at  A  to 
open  the  load  circtiit.  A  high -resistance  coil  E  is  connected  in 
shunt  to  the  main  contacts,  and  a  small  current  will  now  flow 
through  K  to  act  as  an  index  to  the  condition  of  the  line.  After 
the  opening  of  the  main  breaker  and  following  a  definite  inter\'al, 
a  dash  pot  F  allows  a  contact  (i  to  close  a  circuit  connecting  the 
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low-resistance  trip  coil  H  m  parallel  with  the  load  circuit  and 
in  series  with  the  high  resistance  E.  The  index  current  which 
flows  through  E  now  has  two  paths.  It  can  either  flow  through 
the  short  circuit  at  the  load  or  through  the  trip  coil  H.  Since 
the  tendency  is  for  the  current  to  take  the  path  of  practically 
zero  resistance,  the  coil  H  is  shunted  out,  but  the  moment  the 
short  circuit  is  removed,  current  will  flow  readily  through  the  coil 
H,  which  raises  its  core  and  trips  a  latch  which  closes  the  contact 
D  and  allows  current  to  again  flow  through  C  and  D  and  the 
closing  coil  B,  which  closes  the  breaker  at  .4  and  power  is  again 
restored  to  the  line. 

This  same  principle  may  be  applied  for  stationary  motors  so 
that  the  breaker  will  open  either  through  overload  or  failure 


Fig.  1125. — -Automatic  reclosing  circuit 
breaker  for  protection  of  stationary  motors: 
closed  position. 

'  of  line  voltage,  and  will  remain  open  as  long  as  the  starter  is 
in  any  other  than  the  off  position.  When  the  starter  is  returned 
to   the  off  position   the   breaker  automatically  and   instantly 


■  In  Fig.  1125  current  passes  from  the  main  switch  through 
Mbe  overload  and  blow-out  coil  P.  through  the  main  contacts  of 
the  breaker  to  the  point  A,  through  the  starting  box  lever  /  to 
the  point  B,  through  the  motor  to  the  negative  side  of  the  line. 
The  breaker  is  held  closed  by  the  operating  coil  R.  the  circuit 
of  which  is  completed  through  G,  D.  E.  R  and  T.  When  an 
overload  occurs  the  armature  C  is  attracted,  contact  is  broken  at 
the  point  D,  the  coil  R  is  de-energized  and  the  main  contacts  of 
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the  breaker  open.  When  this  occurs  the  contact  at  E  in  tl 
operating  coil  circuit  also  opens,  for  the  lever  F  falls  so  that  wh( 
the  motor  circuit  is  completely  opened  and  the  armature 
drops  back  again  closing  the  contacts  at  D,  the  contact  at  E 
the  operating  circuit  still  remains  open.  The  condition  of  tl 
drcuits  is  now  shown  in  Fig.  1126.  The  breaker  cannot  1 
reclosed  until  the  contact  at  E  is  closed,  and  the  contact  at 
cannot  be  closed  until  the  trip  coil  V  is  energized  to  lift  tl 
member  F.  The  trip  coil  V  is  short-circuited  by  the 
M-K'J-A-I-B,  so  that  it  cannot  be  energized  as  long  as  ■ 
starting  resistance  is  cut  out.  If,  however,  the  lever  /  is  moi 
back  automatically  or  by  hand  to  the  "off"  position,  then  c 


Fig.  1126. — Avitomaiic  reclosing  circuiL  l)reaker 
for  proteclion  of  stationary  motors;  tripped 
open  through  overload. 

rent  may  flow  through  the  coit  P  and  circuit  R-J-K-L-M-  V'-i 
and   armature,   to   negative    side  of   the  line.     When   V 
operates,  F  is  brought   up  into   contact  with  E.  and   cur 
may   now   flow   through   P-G-D-E-F-R   and    T  and   close 
breaker. 

Open  switches  and  circuit  breakers  become  a  menace  to  the 
safety  of  the  station  operator  when  the  voltage  of  the  system 
exceeds  the  neighborhood  of  1,000  volts.  Moreover,  difficulties 
encountered  in  the  insulation  of  the  current  carrying  parts 
which  pass  through  the  slate  or  marble  panel,  make  this  plan 
of  mounting  impractical  for  such  pressures.  For  such  voltages 
it  is  usual  to  provide  oil  switches  in  which  the  contacts  are 
removed  from  the  front  of  the  board  to  a  tank  in  the  rear  where 
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the  actual  break  is  made  under  oil.     These  switches  are  operated 
either  mechanically  through  bell  cranks  or  electrically  through 
solenoids.     Fig,  1127  shows  a  Westinghouse  oil  switch  of  moder- 
ate  capacity.     The  switch  is   closed   by  energizing  the  large 
closing  coil  A  which  attracts  its  core  C.     The  switch  is  held 
closed  by  a  latch  L.     It  is  opened  by  energizing  the  small  trip 
coil  B,  which  releases  the  latch  and  permits  the  coiled  spring  S 

1 

1 

M 

1 

1 

be.    1127.— Electrically   controlled   oil-switch   built  by    the   Westinghoua. 
m                             Electric  and  Msuiufacturing  Company. 

A  open  the  contacts.     Since  the  actual  break  is  under  oil,  no 
arcing  can  occur,  which  is  a  very  desirable  feature  for  some 
applications. 

The  switch  just  shown  is  not  adapted  for  heavy  duty  or  ver> 
iig(j  voltages.     Fig.  1128  shows  a  switch  made  by  the  Genera 
Electric  Company  for  voltages  in  the  neighborhood  of  15,000 
Bach  line  is  broken  in  two  places,  and  each  break  is  made  in  a 
||tarate  tank  under  oil.     The  arcing  tips  are  renewable  in  case 
Edamage.     This  switch  is  operated  by  springs  which  are  com 

J 
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pressed  by  a  motor  and  tripped  by  a  solenoid.  For  extra-heavy 
duty  these  switches  have  heavy  laminated  surfaces  for  the  main 
break,  although  the  final  rupture  occurs  at  the  arcing  tips.  The 
Westinghouse  Company  builds  a  switch  for  similar  duty  which  is 
solenoid  operated. 

Oil  switches  are  usually  so  connected  that  they  act  as  circuit 
oreakers  as  well  as  switches.  This  is  accomplished  by  connecting 
the  trip  coil  through  overload  or  reverse  power  relays,  which 
open  the  switch  when  an  overload  comes  on,  qr  on  reversal  of 
power  in  the  line. 

Open  air  switcheg  ha[ve  been  designed  for  high  potentials. 
Such  switches  are  .usually  mounted  6utdoors,  where  there  is 
plenty  of  space,  and  have  abnormally  large  clearances  when 
opra.  The  break  is  usually  made  over  horn  gaps  which  tend  to 
minimj^  the  line  disturbances  due  to  switching  operations. 
These''switches  are  not  well  adapted  for  indoor  mounting,  and 
are  hand  operated  by  mechanical  linkage. 


SECTION  XXI  CHAPTER  I 

STATION  EQUIPMENT 
CIRCUIT  BREAKERS 

1.  Explain  the  principle  of  the  electromagnetic  overload  circuit  breaker. 
Sketch. 

2.  What  provision  is  made  to  avoid  burning  the  main  contacts  when  the 
circuit  breaker  opens  under  heavy  load? 

3.  Explain  the  principle  of  the  no-voltage-release  circuit  breaker.     Sketch. 

4.  Explain  the  principle  of  the  "time-limit"  circuit  breaker. 

5.  Explain  the  principle  of  the  "in verse- time-limit"  circuit  breaker. 

6.  Explain  the  object  and  principle  of  the  "reverse  power"  circuit  breaker. 
Give  elementary  sketch  showing  principle. 

7.  Explain  the  plan  of  the  Westinghouse  type  CR.  relay. 

8.  How  is  the  Westinghouse  type  CR.   relay  designed  and  adjusted  for 
both  reverse  power  and  time  limit  overload?     ~ 

9.  Explain  the  general  principle  of  the  automatic  reclosing  circuit  breaker 
Where  is  it  used  ? 
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STATION  EQUIPMENT 
LIGHTNING  ARRESTERS 
The  object  of  a  lightning  arrester  is  twofold:  First,  to  relieve 
the  line  of  high  potential  charges,  and  second,  to  prevent  the  flow 
of  an  abnormal  generator  current  in  the  path  of  the  discharge. 
In  its  simplest  form  it  is  shown  in  Fig.  1129.  Here  a  simple  gap 
consisting  of  a  series  of  sharp  metallic  teeth  is  connected  on  one 
side  to  the  line  and  on  the  other  side  to  the  ground.  When  a 
lightning  discharge  comes  in  over  the  tine  E,  its  objective  is  the 
earth.  It  would  naturally  flow  into  the  generator  G,  where  it 
would  puncture  the  insulation  at  some  weak  point  and  then  pass 
from  the  frame  to  the  ground.     If  a  choke  coil  L  is  interposed 


between  the  generator  and  the  line,  its  high  reactance  acts  as 
a  barrier  to  the  passage  of  the  lightning  discharge,  which  is 
of  high  frequency.  As  the  discharge  surges  up  against  L  the 
effect  is  very  much  like  an  ocean  wave  coming  up  against  a 
breakwater.  It  causes  a  splash.  If  there  is  a  bj^path  closely 
adjacent  thereto,  including  a  gap  connecting  to  the  ground,  the 
high  potential  is  enabled  to  bridge  this  gap  and  the  line  is  db'l 
charged.  If  a  discharge  comes  in  over  the  line  F.  it  is  Itkems>-I 
backed  out  by  the  choke  coil  on  this  side  and  diverted  by  the 
gap  B  to  the  ground.     This  was  the  form  of  arrester  first  used 
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for  telegraph  and  telephone  lines.  Where  generator  currents 
are  involved,  however,  it  is  possible  for  the  current  to  find  a 
path  over  the  conducting  spark  so  that  it  may  flow  from  G 
through  C-L-A-B-L  and  D.  This  would  cause  heavy  arcs  at 
A  and  B,  which  would  destroy  the  arrester  and  short-circuit 
the  generator.  A  successful  arrester  must  pass  lightning  dis- 
charges to  ground  with  the  utmost  freedom,  but  it  must  posi- 
tively rupture  any  arc  established  by  generator  current  or  pre- 
vent the  production  of  the  arc  entirely. 

General  Electric  D.C.  Airester. — One  of  the  commonly  used 
arresters  for  direct  current  is  shown  in  Fig.  1130.  Should  a 
lightning  discharge  come  over  the 
line  L  and  encounter  a  choke  coil 
at  A,  it  is  diverted  through  the 
gap  B,  whence  it  may  pass  through 
a  high-resistance  graphite  rod  E-F 
to  the  ground.  Should  generator 
current  follow  in  the  path  of  this 
discharge  and  produce  an  arc,  it 
takes  the  low-resistance  path 
through  the  coil  C  in  preference  to 
the  high-resistance  portion  E  of 
the  graphite  rod.  The  drop  in 
potential  across  the  extremities 
of  this  coil  due  to  E  is  sufficient 
to  powerfully  energize  it.  A  heavy 
flux  is  therefore  produced  across 
the  pole  pieces  H-K  of  this 
magnet  at  right  angles  to  the  spark  gap.  The  magnetic  flux 
quickly  and  effectually  extinguishes  the  arc.  The  path  C  is 
of  high  inductance  but  low  resistance.  The  path  E  is  of  high 
resistance  but  low  inductance.  The  generator  current  therefore 
readily  follows  C  but  ignores  E.  The  lightning  discharge  prefers 
E  and  ignores  C.  The  section  F  is  of  sufficient  resistance  to 
limit  to  a  moderate  value  the  actual  generator  current  which 
may  pass  to  the  ground.  This  arrester  has  been  successfully 
used  for  low  potential  circuits  and  especially  for  railway  lines. 

The  Garton-Daniels  D.C.  Arrester.— Another  form  of  arrester 
is  shown  in  Fig.  1131,  A  lightning  discharge,  coming  over  the 
line  L  and  barred  by  the  choke  coil  .4,  passes  through  the  high- 


Fio.  1130.— General  Electric 
magnetic  blow-out,  direct-cur- 
rent lightning  arrester. 
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resistance  rod  E-F  and  thence  by  a  flexible  lead  D  to  a  brass 

rod  K  which  is  connected  to  an  iron  core  at  the  bottom  of  the 
solenoid  C,  and  then  jumps  a 
""vftflXj^  ^       f^         small  gap  between   the  two 

carbon  rods  at  the  point  H 
and  thence  passes  to  the 
ground  G.  The  gap  is  a  very 
small  one,  and  lightning  dis- 
charges pass  readily  to  groiuid. 
Should  generator  current  fol- 
low in  the  path  of  the 
.  discharge,  it  passes  from  B  to 
the  coil  C  in  preference  to  the 
high-resistance  path  E.  This 
magnetizes  the  core  and  raises 
the  plunger,  drawing  an  arc  in 
the  bottom  of  the  tube  in 
series  with  the  external  arc  at 
H.  The  effect  of  this  second 
arc  is  to  immediately  extin- 
guish  the  one  at    H.     Both 

arcs  therefore   fail,  all  current   ceases,  and  the   plunger  drops 

back  into  its  original  position  ready  for  another  discharge. 
The   Wurts   Non-Arcing  A.  C.  Arrester. — The   arresters   for 

alternating  currt;nts  are  designed 

in  a  different  way.     The  Wurts 

non-arcing    arrester,    manufac- 
tured    by     the     Westing  house 

Company,  is  shown  in  Fig.  1132. 

In  its  original  form  this  arrester 

consisted    of     seven    cylinders     - 

mounted  vertically   and  free  to 

be    rotated    between    porcelain 

supports  at  the  top  and  bottom. 

The  two  outside  cylinders  were      pio.   1132.— "Wurts"   non-arcing 

connected  to  the  lines,  while  the   altematiog-currentlightning  arrester, 
.  ,  „  ,-1  i.    1    l>"''t  ^y  the  Westinghouse  Companv. 

middle  cyhnder  was  connected  ■'  *•  '     - 

to    the    ground.    The    distance    between    theSe    cylinders  was 
ii])i)roximately  );i2  <>f  an  inch.     If  a  discharge    came    in   over 


F[c. 


ig  arrester. 


Station  Equipment 


511 


the  wire  A,  it  jumped  three  gaps  in  series  to  the  ground.  If 
a  discharge  came  in  over  the  wire  B,  it  likewise  jumped  three 
gaps  and  passed  to  the  ground.  If  discharges  came  in  simul- 
taneously from  A  and  B,  a  discharge  would  be  established 
between  the  two  line  wires.  With  any  other  device  such  sparks 
wotdd  constitute  a  short  circuit  across  the  line  and  a  heavy  arc 
would  be  established.  These  cylinders,  however,  are  constructed 
of  an  alloy  containing  zinc,  cadmium,  bismuth  and  antimony. 
This  is  known  as  a  non-arcing 
metal;  that  is,  it  is  difficult  for  an 
arc  to  be  maintained  between  elec- 
trodes of  this  character.  Should 
an  arc  start,  there  is  immediately 
formed  a  non-conducting  film  of 
oxide  vapor  which  instantly  sup- 
presses the  arc.  A  peculiar  feature 
of  the  arrester  is  that,  while  an 
arc  cannot  be  maintained  across  a 
gap  3^2  of  an  inch  in  length,  if  the 
distance  is  increased  to  J^  of  an 
inch,  vicious  arcing  will  ensue. 

The  General  Electric  Non-Arcing 
A.  C.  Arrester. — The  General  Elec- 
tric non-arcing  arrester  for  A.C.  is 
shown  in  Fig.  1133.  Here,  brass 
cylinders  A-B-C  of  relatively  large 
diameter  and  short  length  are 
mounted  so  that  they  furnish  two  gaps  between  the  lines  D  and  E 
with  high-resistance  graphite  rods  F  and  G  in  series.  Should  a 
lightning  discharge  pass  these  two  gaps  simultaneously  and  thus 
connect  the  lines  Z)-£,  the  current  which  flows  will  be  limited 
by  the  resistance  of  the  rods  F-G  in  series.  A  wave  of  cur- 
rent on  a  60-cycle  circuit  cannot  last  more  than  3^f  20  of  a 
second.  The  large  cooling  surface  afforded  by  these  cylinders 
is  such  that  in  this  brief  interval  of  time  the  metal  cannot  be 
raised  to  the  volatilizing  temperature.  Without  the  metallic 
vapor  no  conducting  path  is  provided.  Hence,  when  the  cur- 
rent passes  through  the  zero  point  of  the  wave  the  spark  ceases 
and  the  circuit  is  interrupted. 


Fk;.  1133. — General  Electric 
non-arcinp;  alternating-current 
li^ritning  arrester. 
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The  General  Electric  "Sbnnted  Gap"  Airester. — An  alter- 
nating-current arrester  embodying  novel  features  is  the  shunted 
gap  arrester  which  was  produced  by  the  General  Electric  Com- 
pany in  1907.  About  that  time  it  was  discovered  that  an  arc, 
which  is  exceedingly  unstable  anyhow,  may  be  extinguished  by 
placing  a  properly  proportioned  resistance  in  shtint  therewith. 
Thus,  for  example,  under  certain  conditions  it  is  impossible  to 
maintain  an  arc  across  a  gap  }^2 
of  an  inch  long  if  that  gap  is  shunted 
by  5  ohms  resistance. 

In  this  arrester  there  is  a  series 
of  gaps  between  the  line  and  the 
ground  with  graded  resistances 
placed  in  shunt  with  certain  gaps, 
as  in  Fig.  1134.  The  cylinders  of 
a  multi-gap  arrester  act  like  the 
plates  of  a  condenser  in  series.  Let 
a  pressure  be  applied  to  this  arrester 
from  the  line  L.  If  the  top  cyl- 
inder is  positive,  it  will  induce  a 
negative  charge  on  the  upper  edge 
of  the  adjacent  cylinder  and  repel 
an  equal  positive  charge  to  the 
lower  edge.  This  cylinder  will  in- 
duce similar  charges  on  the  one 
next  below  it  and  that  in  turn  on 
the  one  below  it,  but  each  charge 
on'each  succeeding  cylinder,  count- 
ing from  the  top  of  the  arrester 
down,  will  have  a  slightly  smaller 
charge  induced  than  the  preceding  one.  The  quantity  induced 
on  the  second  cylinder  from  the  top  is  greater  than  that  on 
any  lower  cylinder,  and  its  gap  has  a  greater  potential  strain 
across  it.  When  the  potential  across  the  first  gap  is  suffi- 
cient to  spark,  the  cylinder  next  below  is  charged  to  line 
potential,  and  the  second  gap  receives  the  same  static  strain 
as  the  first  and  breaks  down.  The  successive  action  is  similar 
to  knocking  down  the  first  one  of  a  row  of  blocks  in  which 
each  succeeding  block  pushes  against  the  next  one.  This 
action  explains  wliy  16  gaps  Ife  of  an  inch  long  require  less 
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potential  to  break  them  down  in  series  than  one  gap  one  inch 
long.  When  sparks  are  produced  across  all  of  the  gaps  in  series, 
generator  current  may  flow  in  the  path  of  the  discharge.  This 
current  is  of  relatively  high  amperage,  and  the  distribution  of 
potential  along  the  gaps  now  equalizes  and  is  simply  that  neces- 
sary to  maintain  an  arc  across  each  gap.  The  generator  current 
will  continue  to  flow  until  the  potential  of  the  alternator  passes 
through  zero  at  the  end  of  an  alternation  when  the  arc  extin- 
guishing quality  of  the  metal  cylinders  comes  into  play.  The 
greater  the  magnitude  of  the  generator  ctirrent  the  greater  the 
number  of  gaps  required  to  extinguish  the  arc. 

The  number  of  gaps  a  given  voltage  can  break  down  in  series 
increases  very  rapidly  with  the  frequency.  In  the  shunted  gap 
arrester  a  bypath  of  high  resistance  around  the  gaps  is  provided 
so  that  the  series  resistance  will  be  automatically  reduced  if 
safety  demands  it,  on  account  of  a  severe  lightning  discharge. 
At  the  same  time  paths  are  provided  for  a  wide  range  of  frequen- 
cies. This  type  of  arrester  may  be  considered  as  four  arresters 
in  one. 

First,  for  small  discharges  there  are  a  few  gaps  in  series  between 
K  and  G  and  a  high  resistance  D-N  in  circuit  between  line  and 
ground.  This  circuit  will  discharge  accumulated  static  strains 
and  also  all  disruptive  discharges  of  small  ampere  capacity. 

Second,  there  is  a  larger  ntimber  of  gaps,  I-G,  in  series  with  a 
medium  resistance  graphite  rod  C-F.  This  will  discharge  dis- 
ruptive charges  of  medium  ampere  capacity. 

Third,  there  is  a  still  greater  nimiber  of  gaps,  H-G,  in  series 
with  a  small  resistance  unit  B-E,  which  will  care  for  heavy  dis- 
ruptive discharges. 

Foiuth,  the  entire  series  of  gaps,  M-  H-I-K-G,  with  no  other 
high  resistance  in  series  provides  a  path  through  which  the  heavi- 
est lightning  discharges  may  freely  pass. 

In  each  of  these  four  circuits  the  number  of  gaps  and  the 
resistances  in  shunt  therewith  are  so  proportioned  as  to  insure 
the  extinguishing  of  the  arc  due  to  generator  current  at  the  end 
of  the  half  cycle  in  which  the  lightning  discharge  takes  place. 

The  superiority  of  this  arrester  is  due  largely  to  the  proper 
shunting  of  its  gaps.  It  will  relieve  the  line  of  either  light 
or  heavy  lightning  discharges  throughout  a  wide  range  of  fre- 
quencies, the  groups  of  gaps  being  so  proportioned  to  the  shunt 
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resistance  that  the  rectifying  quality  of  the  cylinders  readi 
extinguishes  the  arc.     Pig.   1135  shows  the  actual  appearance"" 
of  the  General  Electric  Shunted 
Gap  Arrester. 

The  Electrolytic  Aluminum  Cell 
Lightning    Arrester. — For    high- 
viihage  lints  the  electrolytic  alu- 
minum cell  lightning  arrester  has 
come   into   wide  use.     This  con- 
sists of  a  stack  of  aluminum  cells 
or   cones   arranged  as  shown  inj 
Fig.  1136.     These  cones  are  s 
arated  a  smalt  distance  from  eae 
other  and  are  filled  with  an  ele( 
troly-te.  The  lowest  cone  connec 
to  the  ground  and  the  upper  c 
through  a  small  gap  to  the  liu 
When   an   alternating   current  i 
passed  through  this  stack  of  cone 
there  is  developed  a  high-resistr  " 
ancc-  film  of  aluminum  hydroxide  " 
nn  each  side  of  each  cone  which 
will  withstand  a  pressure   up  to 
300  volts  A.  C.  and  420  volts  D.C. 
To  withstand  a  line  pressure  of 
60.000  volts  it  is  necessary  to  in- 
^  60.000 
300 
betwL'C'n   each   line   and   ground. 
The  resistance  ofTered  to  the  pas- 
sage  of  current  is  about  30.000 
ohms    per   square   inch.     If  the 
pressure   on  the  line  goes  up  to 
90,000  volts,  the  high-resistance 
f  film  is  immediately  broken  down 
and  the  resistance  drops  almost  in- 
instantly  to  about  10  ohms  per  square  inch.     This  permits  a  free 
large  of  static  to  ground  until  the  potential  falls  to  normal, 
B  the  high  resistance  is  again  restored.     The  device  behaves 
°jely  like  a  safety  valve  on  a  boiler.     There  is  no  arc  to 
ffround  and  consequently  no  mechanism  required  to  extinguish  it. 


stall   ■ 
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It  has  proved  highly  successful  in  all  high-voltage  installations, 
The  arrester  is  mounted  in  a  metallic  case  filled  with  oil.  There 
is  a  mall  gap  in  series  between  it  and  the  line  which  must  be 
reduced  in  length  for  about  one-half  minute  each  'day,  which  is 
.  sufficiently  long  to  allow  a  charging  current  to  pass  from  the  line 
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Fig.  1136, — -Sectional  view  of  aluminum- cell,  electro- 
tic  lightning  arrester  tor  high-voltage  circuits,  built  by 
e  General-Electric  Company. 
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thr^nigh  the  arrester  for  the  purpose  of  developing  the  high-resist- 
ance film.  Once  formed,  this  film  will  then  protect  the  line  for 
twenty-fr/ur  hours  at  normal  line  voltage,  but  will  quickly  break 
down  and  allow  the  passage  of  all  abnormal  charges. 

Where  electrol>'tic  arresters  are  used  on  three-phase  lines 
it  is  common  practice  to  enclose  all  arresters  in  a  single  grounded 
tank  for  voltages  up  to  13,500,  Fig.  1137.  For  outdoor  mounting 
anrl  voltages  above  13,500,  three  tanks  are  used  if  the  line  oper- 
ates with  grounded  neutral.  The  tanks  of  these  arresters  are 
j^rounded.  For  lines  with  an  ungrounded  neutral,  foiu-  tanks  are 
emi)loycd,  one  for  each  leg  of  the  line  and  one  between  the  neu- 


±:±-±"<. 


Fig.  1137. 


tral  of  those  throe  tanks  and  the  ground,  Fig.  1138.     The  tanks 
in  this  ease  are  insulated  from  the  ground. 

Impulse  Gap  Arrester.— The  ideal  lightning  arrester  would 
he  one  whieh  would  enable  the  line  to  discharge  the  high  fre- 
(luenev  disturbanees  at  a  low  voltage  and  at  the  same  time  offer 
a  hi^h  resistancv  to  luUentials  at  normal  frequency.  The  im- 
pulse v:iM^'  desij;ned  iov  use  with  arresters,  has  this  selective 
feature  \o  a  hi>:h  ile>:rt^e.  The  principle  xipon  which  this  gap  is 
eonstrueteil  is  as  fi^Uows:  Referring  to  Fig.  1139,  F-G  are  the 
eleeinules  i^f  the  main  ^ap.  A!  is  a  high  resistance  and  A'-A''  are 
eotuU  t\sotN  Ai  nonnal  faH|ueneies,  the  presence  of  the  auxiliary 
ell  V  troilo  /•  iUhs  \\o{  atYeet  the  distribution  of  the  electro-static 
t\eKl  between  /•  and  (/  Kvause  its  jx^tential  will  be  practically 
half-way  Ivtween  that  aon\ss  the  gap.  When  a  high  frequency 
vlisturKuicc  apix\irs  on  the  lino,  the  resistance  remains  constant 
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in  value  while  the  capacity-reactance  of  the  condensers  decreases 
with  the  increase  in  frequency.  This  brings  about  a  redistribu- 
tion of  the  stresses  in  the  electrostatic  field.  The  resistance  /?, 
in  series  with  the  condenser  K,  prevents  the  impedance  of  R-K 


Fig.  1 138. 

from  falling  as  much  as  that  of  A".  As  the  reactance  of  K'  de- 
creases, the  potential  across  F-E  falls.  As  the  potential  across 
F'G  is  constant,  a  fall  across  F-E  is  accompanied  by  a  rise  across 
E'G.  The  voltage  across  E-G  will  continue  to  rise  until  nearly 
the  entire  voltage  appears  across  this  section   of  the   gap.     A 


Fig.  1139. — The  "impulse-gap''  lightning  arrester. 

discharge  from  Gto  E  then  occurs,  and  the  condenser  A''  is  charged 
to  a  point  where  a  discharge  occurs  between  E  and  F.  For  volt- 
ages at  normal  line  frequency  the  gap  has  the  same  character- 
istics as  the  usual  gap  without  the  auxiliary  electrode. 

The  General  Electric  Compression-Chamber  Arrester. — The 
compression-chamber  multi-gap  lightning  arrester  has  been 
designed  especially  for  use  with  small  transformers  individually 
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on  pole  line  construction.  Fig.  11-10  illustrates  the  General 
Electric  Arrester  of  this  t}-pe.  A  lai:ge  number  of  air  gaps  in 
series  insures  the  prompt  cut- 
ting off  of  generator  current  fol- 
lowing a  discharge,  but  it  also 
tends  to  increase  the  voltage  re- 
quired initially  to  break  domi 
the  arrester.  This  tendency  is 
overcome  by  the  use  of  conduc- 
tors paralleling  the  gaps,  which 
are  called  antennae  and  are  con- 
nected to  the  ground.  These 
antennae  give  a  condenser  effect 
and  cause  the  discharge  to  rap- 
idly pass  across  the  gaps.  The 
arrester  thus  has  the  advantage 
of  both  a  large  number  of  gaps 
as  far  as  rupturing  the  generator 
arc  is  concerned,  and  a  small 
number  of  gaps  as  far  as  the  . 
breaking-down  point  for  static^ 
discharges  is  concerned. 
jjaps  are  enclosed  in  an  air-tightfl 
chamber,  and  when  a  dischai^  1 
takes  place  the  gas  formed  in  J 
the  gaps  is  compressed.  This 
aids  the  reclif>-ing  action  of  the 
gases  in  promptly  extinguishing 
(he  arc. 

The  Oxide  Film  Lightning 
Airester,— Lead  jx-roxide  has  a 
specific  resistance  of  atxnit  ( 
ohm  per  cubic  inch.  At  a  lein 
perature  of  about  150°  C,  let 
peroxide  will  be  changed  to 
lead.  This  has  a  specific  r 
ance  of  about  24.000.000  ohm 
per  cubic  inch.  If  lead  peroxide  powJer  is  placed  between  • 
two  electrodes  and  a  current  passed  through  it,  the  temperature 
due  to  the  resistance  where  the  peroxide  comes  in  contact  with 
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the  metal  will  catise  heat  to  be  generated  at  the  surface.  When 
this  heat  reaches  a  temperature  of  150°  a  film  of  a  lower  oxide  of 
lead  fonns,  producing  a  film  of  insulation  which  stops  the  cur- 
rent. A  lightning  arrester  built  on  this  principle  consists  of  two 
sheet-metal  electrodes  about  8  inches  in  diameter  separated  by  a 
porcelain  ring  about  one-half  inch  thick.  The  discs  are  dipped 
in  varnish,  which  covers  them  with  a  film  just  thick  enough 
to  withstand  nornial  voltage.  The  space  between  the  discs  and 
the  inside  of  the  porcelain  ring  is  filled  with  compressed  peroxide 
of  lead  powder.  At  300  volts  per  cell  the  varnish  film  prevents 
any  appreciable  ctirrent  flowing.  If  the  pressure  rises,  the  film 
punctures  in  one  or  more  minute  points  and  a  static  discharge 
passes  with  perfect  ease  to  earth.  If,  however,  a  generator 
current  starts  to  follow,  it  must  flow  through  the  insulation  at 
the  minute  points  where  the  varnish  was  punctured.  The 
current  density  at  these  points  becomes  very  high.  The  heat 
generated  speedily  raises  the  temperature  to  a  value  sufficient 
to  change  the  conducting  peroxide  in  its  path  to  non-conducting 
litharge.  The  film  thus  reseals  and  stops  all  further  flow  of 
generator  current.  The  action  is  so  rapid  that  it  cannot  be 
measured  by  an  oscillograph  capable  of  recording  2,000  cycles 
per  second.  That  is,  the  action  of  the  resealing  apparently 
occurs  in  less  than  J^ooo  of  a  second  after  the  lightning  dis- 
charge ceases.  These  arresters  have  recently  proven  highly 
successful  on  high-tension  alternating-current  systems. 

The  Vacuum  Arrester. — The  vacuum  arrester  consists  of  an 
hermetically  sealed  glass  bulb  with  carbon  electrodes  mounted 
therein,  these  electrodes  connecting  with  wires  leading  to  the 
outside  of  the  bulb,  which  is  mounted  on  a  porcelain  block. 
The  globe  is  exhausted  to  a  high  degree  with  the  result  that  the 
resistance  to  the  passage  of  static  discharges  is  greatly  reduced. 
It  has  been  shown  that  3^^  inch  air  gap  in  a  vacuum  is  equivalent 
to  about  Hooo  of  ^^  i^ch  gap  in  the  air.  The  ratio  of  conduc- 
tivity is  therefore  about  125  for  the  vacuum  to  1  for  air.  On 
this  account  it  is  possible  to  give  the  electrodes  a  very  wide 
separation,  thus  entirely  eliminating  any  chances  of  a  ground 
being  caused  by  lightning  bridging  the  gap  and  burning  the  elec- 
trodes together.  The  arrester  is  especially  adapted  for  fire-alarm 
systems  and  railway  block  signals,  telephone  lines,  etc. 
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SECTION  XXI  CHAPTER  II 

STATION  EQUIPMENT 
LIGHTNING  ARRESTERS 

1.  What  is  the  object  of  the  lightning  arrester? 

2.  Explain  the  principle  of  the  General  Electric  magnetic-blowout  D.  C. 
lightning  arrester.    Sketch. 

3.  Explain  the  principle  of  the  Garton-Daniels  D.  C.  lightning  arrester. 
Sketch. 

4.  Explain  the  principle  of  the  General  Electric  "shunted-gap*'  A.  C. 
lightning  arrester.  For  what  kind  of  circuit  is  it  particularly  adapted? 
Sketch. 

5.  Explain  the  principle  of  the  "aluminum  cell"  electrolytic  lightning 
arrester.    For  what  kind  of  circtiits  is  it  particularly  adapted  ?     Sketch. 

6.  Explain  the  principle  of  the  "impulse-gap"  A.  C.  lightning  arrester. 
What  are  its  advantages  ? 

7.  Explain  the  principle  of  the  General  Electric  "compression  chamber" 
lightning  arrester.    For  what  kind  of  circuits  is  it  particularly  adapted  ? 

8.  Explain  the  principle  of  the  "oxide  film"  lightning  arrester.  What  are 
its  advantages  ? 

9.  Explain  the  principle  of  the  "vacuum"  lightning  arrester.  For  what  kind 
of  circuits  is  it  adapted  ?    What  are  its  advantages  ? 
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CHAPTER  III 


STATION  EQUIPMENT 

SWITCHBOARD  APPARATUS 

In  power  transmission  systems  it  is  desirable  to  know  the 
voltage  at  the  center  of  distribution  rather  than  the  voltage  at 
the  power  station.  Originally  it  was  the  custom  to  connect 
pressure  wires  at  the  center  of  distribution  and  lead  them  back 
to  the  power  station  to  a  voltmeter  through  which  the  voltage 
at  the  remote  point  could  be  known.  In  alternating-current 
systems  it  is  imnecessary  to  use  pressure  wires.  The  voltage  may 
be  reduced  at  the  station  by  an  amount  proportional  to  that 
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Fig.  1141. — Scheme  of  circuits  for  Mershon  compensator. 

lost  in  the  line.     The  device  for  accomplishing  this  is  sometimes 
designated  a  voltage  compensator 

Voltage  Compensators. — The  scheme  of  the  compensator  is 
illustrated  in  Fig.  1141.  This  consists  of  a  transformer  V, 
whose  primary  is  connected  to  the  source  of  supply  and  whose 
secondary  is  to  furnish  the  potential  for  the  voltmeter.  In 
series  with  the  load  is  the  primary  of  a  transformer  T,  the  second- 
ary being  made  to  supi)ly  two  auxiliary  transformers  B  and  C. 
Across  the  primary  of  C  is  connected  a  non-inductive  resistance. 
A,     The  drop  across  the  secondary  of  this  transformer  will  be 
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proportional  to  the  resistance  loss  in  the  line.  In  the  absence 
of  any  such  resistance  across  the  primary  of  transformer  B,  the 
drop  will  be  proportional  to  the  reactance  of  the  line.  The  drop 
across  the  two  in  series  will  therefore  be  proportional  to  the 
impedance  of  the  line.  This  voltage  is  made  to  oppose  that 
delivered  by  the  potential  transformer  T\  Therefore  the 
voltmeter  V  receives  a  pressure  which  is  that  of  the  alternator 
minus  the  impedance  drop  in  the  line.  In  other  words,  it  indi- 
cates the  voltage  at  the  load.  This  device  does  not  compensate 
for  the  drop  in  potential  as  might  be  implied  from  the  name,  but 


Fig.  1142. — 'Pransf(irnKT  connections  for  synchronizing  two  alternators. 

simply  subtracts  the  line  loss  from  the  generator  voltage  to  give 
the  proper  indication  on  the  voltmeter. 

Synchronism  Indicators 

In  order  that  alternators  may  be  operated  in  parallel,  three 
eoiulitions  must  obtain : 

First,  they  must  be  of  the  same  e.m.f. 

Second,  they  must  be  in  phase. 

Third,  they  must  be  in  synchronism. 

A  simple  (lia^ram  for  synchronizing  two  alternators  by  means 
of  lamps  is  shown  in  Fi^.  1142.  Here  the  alternator  A  is  supply- 
ing the  bus  bars  B,  while  the  switch  M  is  supposed  to  be  open. 
If  the  alternator  ('  is  now  brought  up  to  speed  and  adjusted  to 
proi)er  voltage,  the  primaries  of  the  synchronizing  transformers 


StatioH  Equipment 


523 


T  and  V  will  be  energized,  the  secondaries  5  and  5'  likewise 
energized,  and  the  lamps  L-L  lighted  in  series  when  the  switch  P 
is  closed.  When  the  two  machines  are  in  proper  phase  alignment 
and  the  voltages  are  in  opposition,  the  lamps  will  be  dark.  At 
the  middle  of  a  period  of  darkness  the  switch  M  may  be  closed 
and  the  machines  thus  placed  in  parallel. 

The  wiring  of  a  low-voltage  station  for  synchronizing  a  number 
of  machines  is  shown  in  Fig.  1143.  Here  the  main  generator 
jwitch  G  of  machine  No.  1  is  supposed  to  be  closed,  connecting  it 
to  the  bus  bars  Two  potential  transformers,  T  and  T',  are  used 
for  synchronizing.  One  of  these,  7",  has  its  primary  permanently 
connected  to  the  synchronizing  bus  bars,  while  the  other,  T', 


has  its  primary  connected  to  one  phase  of  the  station  bus  bars 
through  a  plug  switch.  4.  A  four-point  plug  switch  is  provided 
by  which  the  synchronizing  bus  bars  may  be  plugged  at  the 
points  1,  2  or  3  upon  any  of  the  incoming  machines  before  their 
main  switches  are  closed.  If  it  is  desired  to  place  machine  No. 
3  on  the  bus  bars,  the  procedure  is  as  follows:  Machine  No.  1 
being  in  operation  and  the  switch  G  closed,  plug  sT,vitch  No.  4 
also  being  closed,  transformer  7"'  is  energized.  A  plug  switch  is 
now  inserted  in  receptacle  No.  3  which  connects  the  synchronizing 
bus  bars  supplied  by  transformer  T  with  machine  No.  3.  This 
machine  is  brought  up  to  speed,  its  voltage  is  adjusted,  and  it 
supplies  T  with  current.     The  secondaries  of  T  and  T'  are  now 
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energized  by  machines  No.  3  and  No.  1.  As  the  speed  of  ma- 
chine No.  3  is  adjusted,  the  lamps  fluctuate  when  switch  S  is 
closed.  When  the  proper  phase  alignment  is  indicated  the 
lamps  will  be  dark  and  the  main  generator  switch  /  for  machine 
No.  3  may  be  closed,  putting  it  in  parallel  with  No.  1.  The 
plug  switch  may  now  be  removed  from  receptacle  No.  3  and 
changed  to  receptacle  No.  2  if  it  is  desired  to  synchronize  that 
or  any  other  machine. 

The  ideal  sjmchronism  indicator  should  show  three  things: 

Firsti  the  exact  point  of  synchronism. 

Second,  whether  the  incoming  machine  is  running  too  fast  or 
too  slow. 

Thirdi  the  amount  by  which  the  incoming  machine  is  fast  or 
slow. 

With  lamp  synchronizing,  the  first  condition  is  shown  approxi- 
mately. Synchronism  is  indicated  in  the  middle  of  a  period  of 
darkness.  The  second  condition  is  not  shown  at  all.  The 
lamps  fluctuate  just  as  rapidly  when  the  incoming  machine  is 
10%  too  fast  as  when  it  is  10%  too  slow.  The  third  condition 
is  shown  correctly.  That  is,  the  amount  the  incoming  machine 
is  fast  or  slow  is  shown  by  the  rate  at  which  the  lamps  fluctuate. 

The  Lincoln  Synchronism  Indicator. — Paul  M.  Lincoln  de- 
signed a  synchronism  indicator  which  performs  all  three  func- 
tions correctly.  In  its  original  form  it  was  constructed  from  a 
fan  motor  frame  with  a  laminated  field  structure.  The  arrange- 
ment is  shown  in  Fig.  1144.  Current  from  the  bus  bars  or 
potential  transformer  supplied  from  the  bus  bars  is  introduced  at 
the  point  E.  This  supplies  the  field  coils  F-F  on  the  frame  of 
the  motor.  Current  from  the  incoming  machine  is  fed  in  at  the 
point  E\  This  current  divides  in  two  branches,  the  first  through 
1,  leading  through  L,  of  high  self-induction,  thence  through 
slip  ring  No.  3  to  a  coil  D,  placed  on  the  armature.  The  other 
circuit,  2,  leads  through  a  non-inductive  resistance  R  to  slip 
ring  1  and  thence  through  coil  C.  Both  of  these  currents  unite 
in  a  common  return,  passing  through  slip  ring  2  to  the  other  side 
of  the  circuit.  The  flux  across  the  poles  A-A  lags  90°  behind  the 
voltage  of  E  because  of  the  self-induction  of  the  winding  F. 
The  current  in  the  coil  D  also  lags  90**  behind  the  e.m.f.  E'  be- 
cause of  the  inductance  of  the  coil  L.  It  will  be  evident  that, 
when  the  two  sources  E  and  E'  are  in  phase,  the  current  in  D 
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will  be  in  phase  with  flux  acrOiS  A-A.  Torque  will  ensue,  and 
the  coil  D  will  line  up  in  the  position  shown  with  respect  to  the 
field  poles  A-A.  Current  passing  into  the  coil  C  is  in  phase  with 
the  e.m.f.  £',  because  of  the  non-inductive  resistance  R.  This 
current  is  therefore  90°  ahead  of  the  flux  across  A-A  and  cannot 
interact  therewith  to  produce  any  torque.     A  pointer  rigidly 


synchronism  indi 


attached  to  the  shaft  will,  under  these  conditions,  stand  verti- 
cally upward.  This  indicates  on  a  dial  perfect  phase  alignment 
of  the  sources  E  and  £'. 

Should  the  incoming  machine  E'  now  slip  back  90°  in  phase, 
the  current  in  the  coil  D  will  likewise  be  retarded  90°.  It  will 
therefore  cease  to  exert  any  torque  with  respect  to  A,  but  the 
current  in  coil  C  will  now  come  into  phase  with  the  flux  across 
A-A  and  it  will  rotate  the  armature  and  pointer  90°  so  that  it 
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may  include  the  Bux  A-A  within  its  embrace.  A  change  of 
phase  of  the  source  E'  with  respect  to  the  source  E  is  therefore 
accompanied  by  a  mechanical  change  of  90''  by  the  pointer. 
If  E'  is  45°  behind  E,  the  current  in  D  is  45"  ahead  and  the  cur- 
rent in  C  is  45°  behind  the  flux  across  A-A.  The  resultant  flux 
of  these  two  currents  is  45°  away  from  a  horizontal  line  across 
A-A  but  is  in  time  phase  with  the  horizontal  field  flux  from 
which  it  is  displaced  mechanically  45°.  The  pointer  therefore 
rotates  45°.     It  must  be  evident  that  the  pointer  will  assume 
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t\'pe  synchronism  indicator. 
at  all  times  the  same  angle  with  the  vertical  that  the  phase  rela- 
tion of  E'  bears  to  E.  If  this  angle  is  changing,  as  when  the 
incoming  machine  is  running  at  a  different  speed,  the  pointer 
will  constantly  change  its  position  or  rotate  at  a  speed  propor- 
tional to  the  difference  of  speed  of  the  two  machines. 

The  Inductor  Type  Synchronism  Indicator.— Another  type  of 
synchronism  indicator  ivhich  has  no  moving  coils  or  slip  rings  is 
shown  in  Fig.  1145.  In  this  instrument  there  are  two  coils  A 
and  B  at  right  angles  to  each  other.  Coil  A  is  connected  across 
the  bus  bars  through  the  resistance  R,  and  coil  B  is  connected 
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a^cross  the  same  bus  bars  through  the  reactance  X.  The  fiuxes 
produced  by  these  coils  will  be  displaced  from  each  other  by  90^, 
An  inductor  F  is  pivoted  in  the  center  of  these  coils  and  is  mag- 
netized by  the  coil  C,  which  is  connected  across  the  incoming 
machine.  When  the  machine  is  out  of  synchronism,  the  in- 
ductor will  revolve  with  a  speed  depending  on  the  extent  to  which 
the  incoming  machine  differs  in  speed  from  the  correct  value. 
The  direction  of  rotation  will  show  whether  it  is  fast  or  slow. 
When  the  machine  is  in  synchronism  but  not  in  phase  the  in- 
ductor will  remain  stationary  at  that  point  of  the  cycle  where  the 
maximums  of  the  two  fluxes,  the  resultant  of  A-B  and  that 
from  C,  coincide.  When  the  machine  is  in  phase,  the  indicator 
will  hold  the  pointer  in  a  vertical  position.     This  type  is  com- 


monly used  for  synchronism  indicators  of  small  size.  It  does 
not  have  sufficient  torque  to  operate  the  larger  diameter  meters. 

The  Weston  Synchronism  Indicator. — In  1911  the  Weston 
Company  produced  a  new  type  of  dynamometer  which  was 
applied  to  three  lines  of  instruments:  wattmeters,  synchroscopes, 
and  power  factor  meters. 

The  Weston  synchroscope  differs  from  the  Lincoln  synchro- 
scope in  that  it  is  of  the  oscillating  instead  of  the  rotating  type. 
It  contains  a  pointer  mounted  behind  a  translucent  glass  screen 
which  is  lighted  by  a  lamp  connected  to  a  transformer  to  syn- 
chronize light.  Fig.  1146  shows  the  diagram  of  connections. 
This  includes  a  synchronizing  transformer  having  two  primary 
windings,  one,  P.  energized  by  the  incoming  machine  C,  the 
other,  P',  energized  by  the  bus  bars  C.  When  the  two  sources 
are  in  the  proper  phase,  the  fluxes  from  P  and  P'  combine  and 
flow  through  the  secondary  5,  and  the  lamp  L  is  lighted.     The 
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movement  consists  of  two  coils,  one,  A- A,  which  is  stationary; 
the  other,  5,  which  is  movable.  A-A  is  connected  to  the  bus 
bars  in  series  with  a  non-inductive  resistance  R,  The  current 
in  this  coil  is  in  phase  with  the  voltage.  B  is  mounted  in  jeweled 
bearings  and  is  maintained  in  a  vertical  position  by  means  of 
spiral  springs  through  which  current  is  introduced  from  the 
incoming  machine  G  in  series  with  a  condenser  J.  The  current 
in  the  coil  B  is  thus  90**  ahead  of  the  e.m.f.  When  the  two 
sources  are  in  phase,  the  movable  coil  will  have  a  current  90° 
out  of  phase  with  the  stationary  coil  and  no  torque  will  be  de- 
veloped between  them.  The  springs  therefore  hold  the  movable 
coil  vertically.  At  the  same  time  the  lamp  is  lighted  bright,  and 
a  shadow  of  the  pointer  is  thrown  by  this  lamp  upon  the  trans- 
lucent screen  in  front.  Should  the  incoming  machine  drop 
back  180**  in  phase,  the  current  in  the  coil  5. will  be  90**  behind  A 
instead  of  90**  ahead.  There  will  again  be  no  torque  between 
these  two  coils,  and  the  index  will  remain  vertical.  The  lamp 
L,  however,  will  now  be  extinguished  because  of  the  phase  rela- 
tion of  the  primary  currents  in  the  transformer,  so  that  the 
pointer  will  not  be  seen  on  the  glass  dial.  Thus  the  instnmient 
distinguishes  between  the  proper  phase  alignment  and  the  exact 
opposition  of  phases  by  causing  the  pointer  to  appear  when  the 
phases  are  right  and  disappear  when  the  phases  are  wrong. 
Should  the  incoming  machine  lag  90°,  the  current  in  the  coil 
B  falls  into  phase  with  the  current  in  the  coil  A.  Torque  now 
ensues,  and  B  tends  to  move  to  the  left  90°.  If  the  incoming 
machine  is  constantly  changing  its  phase  position,  the  needle 
changes  its  position  also  and  is  accompanied  by  ptdsations  of 
the  lamp.  When  the  phase  relation  gets  beyond  a  certain  point 
the  torque  reverses  and  the  needle  moves  to  the  other  side  of  the 
scale.  It  moves  forward,  however,  during  the  period  when  the 
lamp  is  light  and  returns  when  the  lamp  is  dark.  The  effect 
upon  the  eye,  therefore,  is  as  though  the  needle  actually  rotated 
instead  of  oscillated.  This  instrument  has  the  advantage  of 
jeweled  supports  for  the  moving  parts  and  the  absence  of  sliding 
connections  between  the  moving  coil  and  the  external  circuit. 

Power-Factor  Indicators 

A  power  factor  indicator  does  not  indicate  a  quantity  but  an 
angle,  therefore  it  requires  no  force  of  control. 
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The  Weston  Power-Factor  Indicator. — The  circuits  of  the 
Weston  power-factor  indicator  are  shown  in  Fig.  1147.  Its  prin- 
ciple is  similar  to  that  of  the  Lincoln  synchroscope*.  The  source 
of  supply  is  connected  to  D-E  and  the  load  to  F-G.  The  in- 
strument contains  a  stationary  coil  C,  in  series  with  the  load. 
The  moving  system  consists  of  two  coils  A  and  B,  permanently 
fixed  at  right  angles  to  each  other  and  mounted  in  jeweled  bear- 
ings so  that  they  may  turn  through  an  angle.  Coil  B  is  in 
series  with  a  non-inductive  resistance  /?.  Coil  A  is  in  series 
with  an  inductive  reactance  L.  Current  is  led  into  and  out  from 
these  coils  through  three  fine  wire  spirals  which  exert  no  torsion 
whatever.  In  the  absence  of  the  application  of  current  or  e.m.f . 
the  needle  may  stand  in  any  position,  for  there  is  no  force  of 


Fig.   1147. — Electrical  circuits  of  Weston 
power-factor  indicator. 

control.  When  the  current  in  the  line,  and  therefore  the  cur- 
rent in  C,  is  in  phase  with  the  e.m.f.,  the  current  in  5,  being 
in  series  with  a  non-inductive  resistance,  is  likewise  in  phase 
with  the  e.m.f.  B  and  C  then  develop  torque  with  respect  to 
each  other  and  line  up.  This  holds  the  index  at  the  center  of 
the  scale,  indicating  100%  power  factor.  At  this  time  the 
current  in  A,  lagging  90°  through  the  self-induction  of  L,  exerts 
no  torque  with  respect  to  C  and  therefore  has  no  influence 
upon  the  position  of  the  pointer.  Now,  should  the  current 
in  the  line  lag  45**  or  any  other  number  of  degrees,  this  phase 
displacement  in  C  will  interact  with  the  resultant  of  two 
currents  in  A  and  B.  The  moving  member  A-B  will  therefore 
turn  to  express  by  a  resultant  position,  the  angular  relation  of 
the  line  current  and  e.m.f.  It  will  be  remembered  in  the  Lin- 
coln synchroscope  in  Fig.  1144  that  the  position  of  the  needle 
at  any  instant  expressed  the  phase  angle  at  that  moment  be- 
tween the  voltages  of  the  two  sources.     In  Fig.  1147  the  same 
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result  is  produced  except  that  the  phase  angle  between  the 
load  current  and  the  line  potential  is  shown. 
The  Westinghouse  Induction-Type  Power-Factor  Indicator.— 

Another  type  of  power  factor  indicator  which  is  widely  used 
consists  of  three  current  coils  spaced  60**  apart  and  producing 
a  rotating  field.  For  two-phase  work  there  are  two  coils  spaced 
90°  and  for  single-phase  operation  a  phase-splitting  device  is 
employed,  the  object  in  any  case  being  to  produce  a  rotating 
field.  In  the  center  of  the  frame  supporting  these  current  coils, 
which  are  placed  somewhat  similar  to  the  coils  in  an  induction 
motor,  is  a  magnetic  vane  which  is  magnetized  by  a  voltage  coil 
connected  across  one  phase.  The  pointer  will  take  up  a  position 
in  the  rotating  field  depending  on  the  phase  relation  between  the 
current  producing  this  field  and  the  current  in  the  voltage  coil. 
There  are  no  current-carrying  parts  in  the  moving  element, 
and  the  movement  is  magnetically  damped  by  drag  magnets 
operating  on  an  alumintmi  disc.  No  control  springs  are  required. 
The  movement  is  capable  of  rotating  360°,  the  upper  half  of  the 
scale  reading  lag  or  lead,  and  the  lower  half  being  used  for  re- 
versed power.  Polyphase  indicators  are  adjusted  to  frequencies 
from  25  to  60  cycles  for  the  same  meter. 

Frequency  Indicators 

The  Weston  Frequency  Indicators. — Frequency  indicators  like 
power  factor  indicators  do  not  indicate  a  definite  quantity  and 
therefore  require  no  force  of  control.  The  Weston  frequency 
meter  contains  no  springs  or  control.  It  consists  of  two  coils 
connected  in  series  across  the  line  with  reactance  in  series  with 
one  and  resistance  in  series  with  the  other.  The  circuits  are 
shown  in  Fig.  1184.  The  coils  are  placed  at  right  angles  to  each 
other,  and  the  magnetic  effect  of  the  two  is  jointly  brought  to 
bear  upon  a  pivoted  soft  iron  needle  placed  at  the  center  of  the 
two  coils  from  which  an  index  extends  upward  to  the  scale. 
Coil  1-1  and  a  reactor  Xi  are  placed  in  series,  and  a  resistor  Ri 
is  placed  in  shunt  with  both.  Coil  2-2,  and  a  resistor  R^  are 
placed  in  series,  and  a  reactor  X2  is  placed  in  shunt  with  both. 
The  whole  combination  resembles  a  Wheatstone  Bridge,  balanced 
at  normal  frequencies  and  connected  in  series  with  another 
reactor  A',  to  damp  out  the  higher  harmonics.  The  theoretical 
arrangement  is  shown  in  Fig.  1149.     An  increase  of  frequency 
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increases  the  reactance  of  A",  and  X,,  and  upsets  the  balance  of 
the  bridge.  This  diminishes  the  current  through  coil  No.  1,  and 
increases  the  current  through  coil  No.  2.  The  ■  resultant  fiux, 
instead  of  being  midway  between  the  two  coils  as  normally,  is 
now  overpowered  by  coil  No.  2,  and  the  soft  iron  needle  moved 
over  and  the  index  swings  to  the  left. 

The  Frahm  Type  (rf  Frequency  Indicator.— While  the  types 
just  described  are  generally  used  in  this  country  for  switchboard 
instruments,  the  vibration  type  of  frequency  indicator  is  very 
popular  for  portable  use  and  is  used  to  a  lesser  extent  on  switch- 
boards. It  usually  consists  of  an  electro-magnet,  the  coil  of 
which   is  connected  to  the  circuit  under  consideration.     The 


Fiti.  (1 149.— Wheatstone  Bridge 
principle  in  Weston  frequency  in- 
dicator. 

frequency  of  the  flux  in  the  core  of  this  magnet  is,  of  course, 
that  of  the  supply.  In  front  of  this  magnet  and  a  short  distance 
away  are  mounted  thin  strips  of  steel  each  having  a  definite 
natural  period  of  vibration.  The  period  of  each  strip  or  reed 
depends  upon  its  length  and  its  mass.  By  adjusting  either  or 
both  of  these  so  that  the  natural  jDeriod  of  each  reed  is  one-half 
cycle  removed  from  that  of  the  reed  next  adjacent,  a  considerable 
range  is  obtained  with  a  reasonable  degree  of  accuracy.  When 
current  is  admitted  to  the  coil  of  the  magnet,  the  flux  produced 
crosses  these  reeds,  and  the  one  having  the  same  period  as  the 
flux,  vibrates,  thus  indicating  the  frequency  of  the  line.  Usually 
more  than  one  reed  will  vibrate,  but  the  one  having  the  greatest 
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H  amplitude  indicates  the  correct  value.     Fig.  1150  shows  such  an 

^M  instrument    manufactured    by    Hartmann    and    Braun.     The 

^1  appearance  of  the  ends  of  the  reeds,  bent  over  and  painted  white 


so  as  to  be  conspicuous,  is  shown  in  this  illustration.  These 
instruments  are  made  with  two  ranges,  the  change  from  one  to 
the  other  being  made  by  a  small  knob  at  the  side  of  the  meter. 
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SECTION  XXI  CHAPTER  III 

STATION  EQUIPMENT 
SWITCHBOARD  APPARATUS 

1 .  Explain  the  general  plan  of  the  Mershon  voltage  com{)cnsalor. 

2.  What  conditions  must  obtain  in  order  that  two  alternators  may  Ih' 
operated  in  parallel  ? 

3.  Explain  in  detail  the  method  of  synchronizing  two  alternators  by  moans 
of  lamps.     Sketch  circuits. 

4.  What  three  conditions  must  be  shown  by  an  ideal  synchronism  indicator  ? 

5.  To  what  extent  do  lamps  for  synchronizing  purposes  fulfill  these   re- 
quirements ?    Wherein  do  they  fail  ? 

6.  Explain  the  principle  and  construction  of  the  Lincoln  synchronism 
indicator.     Sketch. 

7.  Explain  the  inductor  type  of  synchronism  indicator.     Sketch. 

8.  Explain  the  principle  and  construction  of  the  Weston  oscillating  syn- 
chroscope.   Sketch. 

9.  Explain  the  principle  and  construction  of  the  Wcstcjn  ij<iwi-r  fiidor 
indicator.    Sketch. 

10.  Explain  the  principle  and  construction  of  the  Westingh<nis<r  indnt  lion 
type  of  power  factor  indicator. 

11.  Explain  the  principle  and  construction  of  the  Weston  iri'(\wwy  ni'  f'  ?, 
Sketch. 

12.  Explain  the  Prahm  type  of  frequency  meter.     Sk<:U.li. 
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CHAPTER  IV 


STATION  EQUIPMENT 
INDUCTION  WATT-HOUR  METERS 

All  induction  watt-hour  meters  employ  an  induction  motor 
as  the  propelling  force. 

The  Sliallenberger  Ampere-Hour  Meter.— One  of  the  earliest 
induction-motor  meters  was  simply  an  ampere-hour  meter. 
This  was  designed  by  Oliver  P.  Shallenberger.  Current  from 
the  source  P  passes  through  a  stationary  series  current  coil 
A-B,  Fig.  1151,  divided  into  two  parts  to  allow  the  shaft  of  the 
meter  to  pass  through.  Within  this  coil  is  a  bare,  short-cir- 
cuited coil  C,  cf  one  convolution  of  copper.  This  coil  is  placed 
at  an  angle  of  45°,  approxipiately,  with  respect  to  the  main  coil. 


Within  this  coil  mounted  upon  a  shaft  is  an  aluminum  disc  D. 
When  an  alternating  current  flows  through  A-B  it  produces  an 
alternating  fl'x  which  simultaneously  induces  secondary  cur- 
rents in  C  and  D.  While  these  currents  rise  and  fall  in  time 
phase,  the  magnetic  fluxes  produced  thereby  are  at  an  angular 
displacement  with  respect  to  each  other  and  therefore  interact 
to  produce  torqiie.  Thus,  if  at  a  given  instant  the  primary 
flux  is  in  the  direction  E,  the  reaction  ot  the  secondary  currents 
in  the  disc  will  tend  to  produce  flux  in  the  direction  F.  At  the 
same  time  the  induced  current  in  C  rises,  but  tends  to  produce 
a  flux  perpendicular  to  the  plane  of  the  coil  or  in  the  direction  K'. 
534 
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These  fluxes  tend  to  line  up,  hence  the  disc  moves  in  the  direc- 
tion of  the  arrow  H.  These  impulses  are  repeated  with  each 
alternation,  or,  at  60  cycles,  120  times  per  second.  The  torque 
between  the  disc  and  the  coil  C  may  be  varied  by  altering  the 
angular  position  of  the  coil  C. 

Principles  of  Induction  Watt-Hour  Meters. — In  all  induction 
watt-hour  meters  there  are  at  least  two  coils,  one  a  potential 


Fig.  1152. — Principle  of  General- Electric  alter- 
nating current  induction-type  watt-hour  meter. 

coil,  A,  Fig.  1152,  connected  across  the  line  with  an  inductance 
L  in  series  therewith.  In  this  circuit  the  current  represented 
by  ctu^e  B,  Fig.  1153,  lags  90°  behind  the  line  e.m.f.  represented 
by  curve  A,  This  current  produces  a  flux  in  phase  with  it. 
This  flux  produces  eddy  ciurents  in  the  disc  by  induction. 
These  currents,  which  are  90°  behind  the  flux,  are  represented  by 
the  curve  C.  Next  there  are  two  series  coils  B-B,  Fig.  1152,  in 
series  with  the  load.     These  are  often  constructed  without  iron 
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cores,  for  this  circuit  must  be  noninductive.  The  fluxes  due  to 
this  series  current  are  in  phase  with  it.  Therefore  the  eddy 
currents  induced  in  the  disc  by  the  voltage  coil  in  shunt  with  the 


Fio.  1153. 

line,  and  the  fluxes  due  to  the  current  coils  in  series  with  the 
line,  reach  their  maximum  value  at  the  same  time  at  unity 
power  factor  and  interact  to  produce  torque.  The  amount  of 
torque  depends  upon  the  relative  values  of  voltage  and  current 


in  the  main  line.  The  rdation  between  these  ctirrec^  and 
voltages  may  be  seen  from  Pig.  1153.  Here  'ZTzr-r-t  A  represents 
the  e.m.f.  of  the  line.  Curve  B  represeni?  ib*  ctirrer::  in  ihe 
potential  coil  made  to  lag  by  seif-rn^incnior:-  9Cf  hfcbir.*±  the  e.m.f. 
of  the  potential  coil.  Curve  D  shows  the  ctirrent  in  the  main 
line  which,  at  100^  power  factor,  is  in  phase  with  the  e  m  f.  .4. 
As  the  ciurent  curve  reaches  its  maxTTTTom  at  the  point  E  at 
the  same  time  that  the  induced  currents  ztl  the  disc  reach  their 
maximtun  at  the  point  F  they  interact  to  produce  torque,  e\-en 
though  in  the  figure  they  are  in  oppo^te  directions. 

Now  it  is  necessary  that  the  ctnrent  in  the  voltage  coil,  and 
therefore  the  flux  produced  by  it.  shall  be  exactly  90^  behind 
the  e.m.f.  of  the  line.  If  this  is  not  the  case,  the  meter  will 
register  accurately  only  at  ICKK^  power  factor,  and.  as  the 
power  factor  departs  from  lOOf^.  the  meter  registers  more  and 
more  inaccurately.  Thus,  if  the  current  and  flux  in  the  potential 
coil  lagged  only  45®  behind  the  line  e.m.f..  and  the  power  factor 
of  the  system  fell  to  70.7^.  indicating  an  angle  of  lag  of  the 
load  current  of  45**,  the  torque  between  the  two  elements  of  the 
meter  would  be  nil  and  the  meter  would  register  zero.  This 
may  be  understood  by  referring  again  to  Fig.  1153.  Here  the 
dotted  ciurve  G  picttu^s  the  case  where  a  lag  of  45°  ocairs  \\\X\\ 
regard  to  the  ctirrent  and  flux  in  the  potential  coil  instead  of 
90**.  The  resulting  cturent  induced  in  the  disc  would  now  bo  \\\ 
the  position  H  instead  of  C.  With  a  lag  of  the  load  ourront  i>f 
45**,  as  represented  by  the  curve  /.  it  will  be  evident  that  the 
curve  H  and  the  curve  /,  upon  which  the  meter  tlepemls  for  the 
development  of  torque,  will  be  displaced  from  each  other  exactly 
9(f.     Therefore  it  is  obvious  that  no  torque  will  be  produced. 

Lagging  of  Watt-Hour  Meters.— There  aa^  several  possible 
methods  of  making  the  current  and  resultinj^  Ihix  due  to  the 
potential  circuit  lag  exactly  90°  behind  the  iinj)ressed  e.ni  I 
When  this  is  accomplished  the  meter  registers  aceurately  at  all 
power  factors. 

The  reason  that  the  angle  is  not  exactly  W  naturally  is  that 
the  voltage  coil  possesses  resistance  as  well  as  induetanee.  Tlu» 
hysteresis  and  eddy  current  losses  in  the  eorr  will  also  be  in- 
evitable. Both  of  these  tend  to  lessen  tlie  an^'je  of  displaetMUcnt . 
The  adjustment  by  which  the  exact  (luadratun*  n-lation  he 
tween  the  potential  circuit  flux  and  the  line  r.\u.{.  i;;  a<<'oiii- 
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plished  is  called  "lagging"  the  meter — that  is,  compensating  the 
meter  for  inductive  as  well  as  non-inductive  loads.     Auxiliary 
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Fig.  1154. 


coils  are  employed  to  produce  the  exact  quarter-phasing  of  the 
flux  due  to  the  voltage  and  current  coils.  These  auxiliary  coils 
are  connected  in  the  potential  circuit.     One  method  of  bringing 


Fig.  1155. 


this  about  is  shown  in  Fig.  1154.  Here  the  potential  circuit  is 
electrically  divided  into  three  parts:  A,  highly  inductive;  B, 
less  inductive,  and  C,  entirely  non-inductive.     B  is   the  coil 
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which  is  responsible  for  the  actuating  flux.  The  Hne  voltage  E  is 
laid  off  in  Fig.  1155,  in  the  direction  0-X.  This  is  split  up 
into  two  components,  Ea.  which  is  the  drop  across  A,  and  Eb, 
which  is  the  drop  across  B  and  C.  The  current  flowing  through 
this  circuit  is  la.  After  passing  through  A  this  is  split  into  two 
parts,  one  portion  of  which,  Ic.  goes  through  C.\  the  other.  lb, 
through  B.  Now  the  resistance  of  A  prevents  la  from  lagging 
exactly  90°  behind  Ea.  The  current  Ic  in  C  will  be  in  phase 
with  the  voltage  of  Eb  across  it,  which  is  also  the  voltage  iip- 
pressed  on  B.     The  current  in  B,  which  is  O-  \\  will  also  be  less 


than  90°  behind  Eb.  because  of  the  resistance  of  B.  The  phase 
relation,  however,  of  the  current  O-  V  in  B,  can  be  made  any- 
thing desired  with  reference  to  the  line  voltage  0-X.  by  varying 
the  reactance  of  A.  Thus  if  A's  reactance  is  increased,  the 
current  la.  in  turn,  will  lag  more.  This  will  make  the  current 
lb  lag  more.  Thus,  by  altering  the  reactance  of  ,4,  the  phase 
direction  of  lb  can  be  adjusted  to  90°  exactly  or  even  made  more 
or  less  at  will. 

The  simplest  and  most  commonly  used  method  of  lagging  a 
meter  consists  in  winding  upon  the  core  of  the  voltage  coil  or 
interposing  in  the  path  of  the  voltage  flux  a  short-circuited  coil 
of  adjustable  resistance.     This  acts  as  the  secondary  of  a  trans- 
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former  with  the  voltage  coil  as  the  primary.  Such  a  coil  is 
shown  at  L,  in  Fig.  1156,  which  represents  a  General  Electric 
meter.  This  principle  is  iised  for  lagging  the  General  Electric, 
Westinghouse  and  Sangamo  meters. 

The  reaction  of  this  coil  on  the  flux  due  to  the  potential 
coil  produces  the  proper  quarter-phase  relation  between  the 
e.m.f .  on  the  voltage  coil  and  the  resulting  flux. 

An  explanation  of  the  reason  why  the  addition  of  such  a  coil 
produces  the  required  90**  angle  of  lag  may  be  seen  by  reference 

to  Fig.  1157.  If  0-L  represents 
the  voltage  applied  to  the  shunt 
coil  and  O-C  represents  the  cur- 
rent in  these  coils,  the  angle  L-O-C 
shows  the  phase  relation  between 
them.  This  angle  is  slightly  less 
than  90**,  due  to  the  copper  and 
core  losses  in  the  shunt  system. 
O'S  represents  the  voltage  induced 
in  the  short-  circuited  coil  L,  Fig. 
1156.  The  current  in  this  coil  is 
in  phase  with  the  voltage,  as  there  is  practically  no  leakage  flux 
around  this  coil  itself  and  thus  practically  no  reactance  in  that 
circuit  and  may  be  represented  by  the  line  0-D.  The  current  0-C 
and  the  current  O-D  have  a  combined  magnetizing  effect  on  the 
iron  core  which  corresponds  in  effect  to  the  resultant  of  0-C  and 
0-D,  which  is  0-X.  0-X  is  evidently  90°  from  O-L,  Since  the 
resistance  of  the  circuit  of  the 
short-circuited  coil  may  be 
changed  as  desired  and  the 
current  O-D  will  be  correspond- 
ingly changed,  it  is  evident 
that  the  angle  X-O-L  may  be 
made  anything  desired  within 
reason.  This  compensation  is 
accurate  only  at  the  frequency  for  which  adjustment  is  made. 
Only  part  of  the  flux  due  to  the  voltage  coil,  A,  Fig.  1156, 
])asscs  through  tlie  lag  coil.  The  resistance  of  the  lag  coil  is 
adjusted  by  an  external  resistance  II-R,  until  the  phase  dis- 
placement of  the  resultant  flux  is  exactly  90°  in  time  phase 
behind  the  flux  due  to  the  series  coils  B-B. 


Fig.  1158. 
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Light  Load  Compensation. — The  principle  of  light  load  com- 
pensation is  similar  in  all  induction  motor  meters.  The  device 
operates  so  that  at  any  instant  the  flux  distribution  over  the 
pole  face  of  the  core  of  the  voltage  coil  is  not  uniform.  This 
variation  in  the  distribution  of  the  magnetic  flux  produces  the 
effect  of  a  rotating  field.  It  resembles,  in  principle,  the  shading 
coil  motor.  In  some  meters  this  takes  the  form  of  a  clip,  A, 
Fig.  1158,  which  is  placed  in  the  position  B,  so  that  a  portion 
of  the  flux  due  to  the  potential  coil,  C,  passes  through  it.  The 
result  is  to  produce  a  rotating  field  with  respect  to  the  disc  D 
and  the  potential  coil  pole,  even  though  there  be  no  current 
whatever  in  the  series  coil.  By  shifting  this  clip  more  or  less 
across  the  pole  face,  the  resulting  torque  and  consequently  the 
speed  at  light  load  may  be  altered  at  will.  This  clip  is  shown 
ate  in  Fig.  1156. 

Sometimes  the  two  opposite  poles  of  the  magnetic  circuit  of 
the  potential  coil  on  the  upper  and  lower  faces  of  the  rotating 


Fig.  1159. — Astatic  arranp:ement  of  drag  magnets  in 

watt-hour  meter. 

disc  are  shifted  with  respect  to  each  other  in  order  to  produce 
this  light  load  adjustment.  Sometimes  pole  shoes  are  provided 
which  may  be  raised  or  lowered  with  respect  to  the  disc,  and  thus 
a  modification  of  the  flux  distribution  is  brought  about.  Any 
method  by  which  this  result  is  accomplished  will  suffice. 

Full  Load  Compensation. — The  full  load  adjustment  of  these 
meters  is  accomplished  by  varying  the  retarding  effect  of  per- 
manent magnets  in  three  ways : 

First,  by  shifting  the  position  of  the  drag  magnets  with  re- 
spect to  the  circumference  of  the  disc.  This  is  the  plan  in  Fig. 
1131.  If  the  magnets  D-I)  are  moved  toward  the  circumference 
the  retardation  is  greater,  if  toward  the  center  it  is  less. 

Second,  by  shunting  some  of  the  magnetism  around  the  disc 
as  in  Fig.  1159.     Here  what  is  called  an  astatic  arrangement  of 
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the  magnets  is  employed,  so  tKat  the  flux  may  pass  either  from 
iV  to  5  and  from  A^'  to  5',  across  the  disc,  or  it  may  pass  from 
N  to  5',  and  thence  around  through  the  magnets  and  from  N' 
to  5,  avoiding  the  disc.     The  adjustment  consists  of  a  soft  iron 

screw,  A,  which  may  be  raised  or 
lowered.  When  it  is  raised,  it  pro- 
vides a  path  from  N  to  S\  via  the 
screw,  and  diverts  some  of  the  flux 
which  previously  passed  through 
the  disc  around  it.  The  retardation 
is  therefore  reduced  and  the  meter 
speeds  up. 

Third,  by  varying  the  length  and 

Fig.  1 160.— Varv'ing  reluctance  reluctance  of  the  air  gap  in  the  mag- 
of  magnetic  circuit  of  drag  mag-  ^^^j^  ^^^^^      rj.^.^  pj^^  ^  ^^^^ 

in  Fig.  1160.  Here  a  screw  A  is 
raised  or  lowered,  thereby  varying  the  air  gap  by  which  the 
flux  passes  from  the  north  pole  of  the  permanent  magnet  down 
through  the  disc  and  thence  across  the  screw  head  and  back  up 
through  the  disc  to  5.  In  this  case  raising  the  screw  increases 
the  flux  through  the  disc  and  increases  the  retardation,  slowing 
the  meter  down. 


SECTION  XXI  CHAPTER  IV 

STATION  EQUIPMENT 
INDUCTION  WATT-HOUR  METERS 

1.  Explain  the  construction  and  principle  of  operation  of  the  Shallenberger 
amporc-hour  meter.     Sketch. 

2.  Explain  the  construction  and  principle  of  operation  of  the  General 
Electric  induction  watt-hour  meter.     Sketch. 

3.  Why  must  the  current  in  the  voltage  coil  and  the  flux  produced  by  it 
be  displaced  exactly  90  degrees  in  phase  from  the  e.m.f.  of  the  line?  How  is 
this  brought  about  ? 

4.  What  is  meant  by  "lagging"  a  meter? 

5.  Explain  how  three  coils  possessing  various  resistances  and  inductances 
may  be  combined  to  produce  the  required  "quarter  phasing"  of  the  fluxes. 

6.  Explain  the  usual  method  of  lagging  a  meter  by  interposing  a  short- 
circuited  0  >il  of  variable  resistance  in  the  path  of  the  flux  of  the  voltage  coil. 
Sketch, 

7.  Ex])lain  the  plan  of  "light-load  compensation"  most  commonly  employed 
in  adjusting  watt-hour  meters. 

8.  What  three  schemes  are  employed  for  "full-load  compensation"  in 
adjusting  watt-hour  meters  ?    Explain  in  detail. 


SECTION  XXII  CHAPTER  I 

TELEPHONY 
TRANSMITTING  AND  RECEIVING  APPARATUS 

The  character  of  a  musical  note  or  articulate  speech  is  deter- 
mined by  three  things: 

First.  The  pitch.  This  is  the  rate  of  vibration  of  sound 
waves.  It  varies  from  as  low  as  60  vibrations  per  second  in  the 
bass  voice  of  a  man  to  1,000  vibrations  per  second  in  the  shrill 
voice  of  a  child. 

Second.  The  timbre.  This  is  the  quality  of  the  vibration. 
It  is  determined  by  the  number  of  over-tones.  This  is  what 
distinguishes  between  the  note  of  the  piano,  a  flute,  and  a 
comet.  Most  soimds  do  not  consist  of  simple  vibrations  but 
are  complex  in  character,  consisting  of  a  fundamental  which 
involves  the  lowest  rate  of  vibration  and  a  niunber  of  various 
frequencies  superimposed  upon  the  fundamental.  Depending 
upon  the  frequency  and  number  of  these  overtones,  it  is  possible 
to  recognize  different  kinds  of  sounds. 

Third.  The  intensity,  that  is,  the  loudness  of  the  sound. 
This  is  determined  by  the  amplitude  of  vibration.  A  note  may 
have  the  same  pitch,  it  may  possess  the  same  timbre,  and  yet 
the  sound  may  be  loud  or  soft. 

Thus  a  diaphragm  which  is  used  in  the  telephone  or  in  the 
talking  machine  may  vibrate  at  a  certain  rate,  which  determines 
the  pitch  of  the  note,  it  may  vibrate  in  its  own  peculiar  way  in 
certain  portions  of  the  diaphragm,  which  determines  the  timbre 
or  quality  of  the  note ;  and  while  vibrating  at  a  definite  rate  and 
in  a  particular  way,  the  amplitude  of  the  vibrations  to  and  fro 
may  vary.     This  determines  the  intensity  of  the  note. 

The  hiunan  ear  is  capable  of  detecting  sound  waves  as  low  as 
16  vibrations  per  second  and  as  high  as  40,000  vibrations  per 
second.  The  human  voice  is  capable  of  producing  vibrations  as 
low  as  43  and  as  high  as  3,000  vibrations  per  second.  These 
fundamental  facts  with  regard  to  sound  should  be  understood  in 
order  to  comprehend  the  principles  of  electric  telephones. 

Magneto  Telephones 

In  1876  Alexander  Graham  Bell  invented  and  exhibited  at  the 
Centennial  Exposition  in  Philadelphia  the  first  practical  tele- 
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phone.  In  its  perfected  form  it  consists  of  a  permanent  ste 
laminated  magnet,  M,  Fig  1161,  at  one  end  of  which  i 
iron  polar  extension  P,  upon  which  is  wound  a  coil  C,  consisting 
of  No.  36  silk  insulated  wire  with  a  resistance  of  about  80  ohms. 
In  front  of  this  is  mounted  a  soft  iron  diaphragm  D,  about  2}-^ 
inches  in  diameter,  rigidly  supported  at  its  circumference.  The 
coil  terminates  at  the  binding  posts  B-B.  This  instrument  may 
be  used  either  as  a  transmitter  or  as  a  receiver.  If  sound  waves 
are  projected  against  the  diaphragm  D,  it  will  vibrate.  As  ^ 
moves  to  and  fro  before  the  pole  of  the  magnet,  the  reluctaiK 
of  the  air  gap  between  the  diaphragm  and  the  pole  is  varied 
The  amount  of  magnetic  flux  which  passes  through  the  c 
thus  altered.     When  the  diaphragm  springs  away  from  the  p 
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some  of  the  permanent  magnetic  flux  leaks  out  beneath  I 
coil.     When  the  diaphragm  moves  toward  the  pole  some  of  t 
flux   finds   a   path   of  lower  reluctance   through   the   coil   i 
through  the  diaphragm  to  its  circumference  on  its  way  to  t 
other  pole.     This   variation   of   flux   generates  an   altematin) 
e.m.f,  which  is  capable  of  producing  a  current  in  which  all  of  t 
qualities  involved  in  the  pitch,  the  timbre  and  amplitude  j 
duced  by  the  original  sound  waves  are  represented.     If 
alternating  currents,  so  produced,  are  led  into  another  i 
mcnt.  the  duplicate  of  this  one,  they  will  flow  around  a  simill 
coil  C  and  alter  the  attraction  of  the  permanent  magnet  f 
diaphragm   of   that  instrument.     The   diaphragm   is   non; 
under  tension,  being  drawn  toward  the  pole.     It  must  i 
touch  it.     It  is  usually  mounted  about  J^4  of  an  inch  away  ii 
the  pole.     If  the  direction  of  the  current  due  to  a  certain  impul 
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such  as  to  supplement  the  permanent  magnetism,  it  will  cause 
the  diaphragm  to  be  attracted  a  little  closer.  If  the  next  im- 
pulse is  in  the  opposite  direction,  it  will  oppose  the  permanent 
magnetism  and  cause  the  diaphragm  to  be  released  and  it  will 
spring  back.  The  diaphragm  is  thus  caused  to  pulsate  in  unison 
with  the  one  in  the  transmitting  instrument. 

A  later  form  of  instrument  is  shown  in  Fig.  1162.  This  is  a 
bipolar  instrument  in  which  the  permanent  magnet  is  curved, 
both  poles  being  brought  up  to  the  diaphragm  and  each  sur- 
rounded by  a  narrow  coil.  The  magnetic  circuit  is  thus  com- 
pleted through  the  diaphragm,  with  the  space  in  front  of  the 
poles  as  the  only  gap.     The  magnetic  circuit  being  much  better, 


the  instrument  is  more  powerful  and  the  permanent  magnetism 
more  enduring. 

No  battery  whatever  is  employed  in  this  original  scheme. 
The  transmitter  is  virtually  an  alternator  of  the  inductor  type 
in  which  the  sound  waves  due  to  the  voice  represent  the 
power  of  a  driving  engine.  It  is  a  very  inefficient  device  and 
the  currents  are  quite  feeble,  hence  the  reproduced  sound  is  too 
faint  for  commercial  purposes. 

Microphone  Transmitters 

After  much  experimenting  by  numerous  inventors  a  battery 
imitter  was  devised  which  superseded  the  magneto  instru- 
Tnent  for  this  purpose.  This  type  of  transmitter  is  universally 
employed  today.  It  consists  primarily  of  a  loose  carbon  con- 
tact C,  Fig,  1163,  in  series  with  a  battery,  and  a  receiver  of  the 
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type  previously  described.  In  this  case  the  voice  is  not  em- 
ployed to  generate  any  current  whatever,  that  being  furnished 
by  the  battery.  The  diaphragm  of  the  transmitter  may  be 
made  of  metal,  mica,  carbon,  or  any  other  thin  material  which 
will  vibrate  readily.  If  of  metal,  the  diaphragm  forms  one  side 
of  the  electric  circuit  while  the  carbon  forms  the  other.  The 
current  which  normally  flows  from  the  battery  through  the 
receiver  and  transmitter  is  not  responsible  for  the  actuation  of 
the  receiver  diaphragm.  When,  however,  sound  waves  strike 
the  transmitter,  the  resistance  of  the  carbon  contact  varies,  due 
to  the  vibration  of  the  diaphragm.  This  causes  the  current  to 
rise  and  fall,  and  these  variations  in  current  cause  the  coil  in  the 
receiver  to  vary  the  attraction  of  the  permanent  magnet  for  the 
diaphragm.  The  transmitter  is  only  a  gate  which  is  opened  and 
closed  more  or  less  by  the  sound  waves,  to  admit  the  flow  of  more 


Fig.  1163. — Elementary  battery  telephone  circuit. 

or  less  current.  It  is  therefore  a  very  sensitive  device.  Trans- 
mitters of  this  sort  are  called  microphones.  This  word  is  derived 
from  two  Greek  words,  "mikros,"  meaning  little,  and  **phonos," 
meaning  sound.  That  is,  a  microphone  is  a  device  which  takes  a 
little  sound  and  magnifies  it  into  a  large  sound.  One  of  the  earli- 
est transmitters  of  this  sort  is  shown  in  Fig.  1139.  This,  the 
Blake  transmitter,  consists  of  a  diaphragm  D,  against  which  a 
platinum  point,  mounted  on  a  light  spring  F,  normally  rests. 
Behind  this  is  a  hard  carbon  button  K  supported  by  another 
light  spring  G,  F  and  G  being  connected  to  the  terminals  of  the 
electrical  circuit.  An  iron  casting,  B,  is  arranged  so  that  the 
raising  of  the  screw  /  will  cause  the  button  to  be  forced  under 
greater  i)rcssurc  against  the  platinum  point,  increasing  the 
tension  of  the  contact  against  the  diaphragm.  Sound  waves 
cause  the  resistance  of  the  contact  between  the  platinum  point 
and  the  carbon  to  vary.     The  device  was  extremely  sensitive 
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and  could  be  adjusted  so  that  it  would  transmit  speech  when  the 
speaker  was  either  one  foot  from  the  transmitter,  by  giving  the 
spring  G  considerable  tension,  or  it  could  be  adjusted  so  that 
the  speaker  could  stand  4  or  5  feet  away  by  reducing  the 
tension  on  G. 

This  transmitter  was  subsequently  replaced  by  that  form 
employing  granular  carbon  instead  of  a  solid  carbon  button. 
One  of  these  is  shown  in  Pig.  1165.  Here  a  small  box  A,  con- 
taining granular  carbon,  E,  is  mounted  at  the  center  of  a  dia- 
phragm D,  rigidly  supported  at  its  circumference.  Insulated- 
segments  of  metal  are  placed  in  the  back  of  the  box  connecting 
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to  the  electrical  circuit  through  wires.  The  granular  carbon 
forms  a  bridge  between  these  terminals,  and  the  resistance  is 
varied  by  the  alternate  pressure  of  the  diaphragm  as  it  approaches 
to  or  recedes  from  the  mouth  piece. 

The  variation  of  current  in  a  long  line  between  the  trans- 
mitter and  receiver,  Fig.  1163,  will  be  very  small  because  the 
variation  of  resistance  in  the  transmitter  forms  such  a  small  per 
cent  variation  in  the  resistance  of  the  entire  circuit.  In  1881 
Edison  conceived  the  idea  of  using  an  induction  coil  arranged 
as  in  Fig.  1166.  He  removed  the  transmitter  from  the  main 
circuit  where  it  produced  a  comparatively  small  change  in  the 
battery  current  and  included  it  in  a  local  circuit,  together  with 
the  primary  of  an  induction  coil  where  its  change  in  resistance 
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brought  about  a  relatively  large  per  cent  chsage  in  the  resistance 
of  the  entire  local  circuit.  The  same  sound  waves  would  now 
produce  twenty  or  thirty  times  as  much  variation  in  current 
as  in  Fig.  1163.  These  pulsations  were  handed  through  in- 
ductively to  the  secondary  of  the  induction  coil  which  included 
the  line  circuit  and  distant  receiver.  This  produced  a  magnified 
effect  upon  the  receiver  so  that  lines  several  hundred  miles  long 


]«) 


Fig.  1166. — Inductioa  coil  in  simple  telephone  circuit, 

could  operate  satisfactorily,  whereas  only  short  lines  were 
practical  without  the  induction  coil.  An  added  advantage  lay 
in  the  fact  that  the  low  voltage  and  large  current  of  the  local 
circuit  was  transformed  into  a  high  voltage  and  minute  current 
in  the  line  circuit.  This  high  voltage  was  the  more  readily  able 
to  overcome  the  resistance  of  the  long  lines  and  actuate  still 
more  effectively  the  distant  receiver.  Induction  coils  for  tele- 
phone purposes  of  this  sort  have  a  primary  resistance  of  about 


lJ-2  ohms  of  No.  22  wire  and  approximately  250  ohms  of  No.  56 
wire  for  the  secondary. 

The  complete  talking  circuits  between  two  parties  using  local 
batteries  will  include  the  apparatus  shown  in  Fig.  1167.  The 
local  circuit  consists  of  batteries,  transmitter,  and  the  primary  of 
the  induction  coil.  The  secondary  circuit  contains  the  second- 
aries of  the  two  coils,  the  receivers,  and  the  lines  themselvts. 
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The  latter  form  a  complete  circuit,  electrically  insulated  from 

the  transmitters  at  each  end,  but  inductively  coupled  thereto. 

Wiring  Circuits  for  Telephone  Set 

The  connections  for  the  apparatus  involved  in  a  complete 

telephone  station  for  operation  frnm  a  Vx-al  battery  is  shown  in 


1 


with  local  battery 

Pig.  1168.  Early  transmitters  employed  but  a  single  cell  of. 
battery.  Later  instruments  had  transmitters  of  higher  resistance 
so  that  three  or  four  cells  of  wet  or  dry  LeClanche  battery  are 
generally  required. 

The  source  of  current  for  signaling  with  local  energy  systems 
consist  of  a  magneto.  M,  which  is  a  small  permanent  magnet 
alternator  with   a  single   coil,   Siemen's   H   armature,   rotated 
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through  a  multipl3ring  gear  by  means  of  a  handle.  The  signals 
are  received  by  a  polarized  bell  P-B.  This  consists  of  a  pair  of 
coils  with  soft  iron  cores  and  attached  to  one  end  of  a  permanent 
magnet  N.  At  the  lower  extremities  is  pivoted  a  soft  iron 
armature.  The  permanent  magnetic  flux  normally  passes  down 
through  both  of  these  coils  and  attracts  equally  both  poles  of 
the  armature  below.  When  an  alternating  impulse  is  passed 
through  the  coils  the  permanent  magnetism  in  one  core  is 
strengthened  and  in  the  other  weakened.  This  causes  one  pole 
to  attract  the  end  of  the  armature  opposite  it  very  much  more 
strongly  than  the  other.  This  end  therefore  moves  up,  and  the 
clapper  is  thrown  against  the  bell.  When  the  reverse  alterna- 
tion comes  through  the  circuit,  the  magnetic  flux  is  diverted 
through  the  other  coil  and  that  pole  becomes  the  stronger,  while 
the  first  is  weakened.  The  other  end  of  the  armatiu^  is  thus 
attracted  and  the  clapper  swings  across  to  the  other  bell.  The 
frequency  is  usually  about  15  cycles  per  second.  The  bell  has 
no  make-and-break  contacts;  thus  the  magneto  and  bell  will 
operate  for  a  long  time  without  inspection  or  repair. 

If  a  call  is  received  by  the  telephone  it  comes  in  over  line  wire 
1  from  a  distant  magneto,  passes  through  to  the  point  A,  which 
is  the  pivot  of  an  automatic  hook  L,  thence  if  the  receiver  is  on 
the  hook  to  the  lower  contact  C,  thence  through  the  hinges,  H-H, 
to  the  door  of  the  box  on  which  the  polarized  bell  is  mounted 
and  tlicnce  to  the  frame  of  the  magneto  and  out  via  the  line  wire 
2.  Should  it  be  desired  to  return  the  signal,  the  handle  of  the 
magneto  is  rotated.  This  instrument  is  normally  short  cir- 
cuitc'd  to  remove  the  resistance  of  its  armatiu'e  from  the  line. 
In  turning  tlie  handle,  however,  a  sliding  connection  is  provided 
wliii^h  aulonialieally  removes  the  short  circuit  from  around  the 
maj^nch)  and  loops  its  armature  into  the  line.  The  voltage 
\vhit*h  il  generates  is  thus  delivered  through  the  bell  coils  in  this 
inslnunenl  and  the  bell  coils  in  the  instrument  at  the  other 
envi  of  the  line.  When  the  receiver  is  removed  from  the  hook  a 
spnn);  lifts  it.  dosinj::  the  contacts  B  and  D,  The  breaking  of 
the  contact  ( *  disconnects  the  polarized  bells  from  the  line. 
C'K>sinj;  the  contact  at  P  places  the  primar\'  of  the  induction 
k\a\  r,  the  transmitter  7'.  and  the  batterv  on  a  closed  circuit  via 
the  contact  /v  At  the  same  time  current  originating  in  line  1 
may  now  tUnv  via  the  contact  /)  and  through  the  secondary  of 
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the  induction  coil  5,  the  receiver  /?,  and  thence  to  line  2.    The 
connections  thus  established  are  the  same  as  shown  in  Pig.  1167. 

Series  and  Bridging  Telephones 

For  working  a  number  of  telephones  on  party  lines,  two 
arrangements  are  possible.  The  telephones  may  be  connected  in 
series  as  in  Pig.  1169,  or  in  multiple  as  in  Fig.  1170.     When  ar- 


FiG.  1169. — "Series"  telephone  circuit. 

ranged  for  operation  in  series  the  polarized  bell  magnets  have 
a  resistance  of  about  80  ohms  and  the  magneto  armatures  a 
resistance  of  about  600  ohms.  When  two  parties  are  talking  on 
such  a  line  all  of  the  polarized  bells  that  are  in  the  circuit,  with 
the  exception  of  those  belonging  to  the  two  instnunents  in  use, 
will  be  encountered.  While  these  bell  coils  pass  without  diflB- 
culty  the  low-frequency  15-cycle  current  for  ringing,  they  offer  a 
great  impedance  to  the  high-frequency  talking  currents  which 


Fig.  1170. — "Bridging**  telephone  circuit. 

are  in  the  vicinity  of  500  cycles.  This  impedance  tends  to  dimin- 
ish both  the  amplitude  and  the  timbre  of  the  transmitted  sounds 
so  as  to  render  conversation  difficult. 

In  1890  J.  J.  Carty,  chief  engineer  of  the  American  Telephone 
and  Telegraph  Company,  invented  and  patented  the  "Bridging 
Telephone."  Here  the  polarized  bell  coils  were  wound  for  a 
resistance  of  1,000  ohms,  while  the  magneto  armatures  were 
wound  for  350  ohms.     The  bell  magnets  are  connected  per- 
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manently  in  multiple  at  each  instrument.  When  two  parties 
are  in  conversation,  all  the  other  telephones  have  their  bells 
connected  in  parallel  across  the  lines.  These  bells  act  as  shunts 
which  will  deflect  some  of  the  talking  current.  Their  imped- 
ances, however,  are  so  high  that  the  actual  loss  is  comparatively 
small,  it  being  possible  to  work  twenty  to  thirty  phones  in 
multiple  and  still  obtain  reasonably  satisfactory  results. 


SECTION  XXII  CHAPTER  I 

TELEPHONY 
TRANSMITTING  AND  RECEIVING  APPARATUS 

1.  What  is  meant  by  the  "pitch"  of  a  note? 

2.  What  is  meant  by  the  "timber"  of  a  note  ? 

3.  What  is  meant  by  the  "intensity"  of  a  note? 

4.  Describe  the  construction  and  principle  of  operation  of  the  Bell  magneto 
telephone  when  used  as  a  transmitter. 

5.  Explain  the  principle  of  operation  of  the  Bell  magneto  telephone  when 
used  as  a  receiver. 

6.  Describe  the  details  of  construction  of  single-pole  and  double-pole  re- 
ceivers. 

7.  Explain  the  principle  of  the  microphone  transmitter. 

8.  Sketch  a  simple  microphone  circuit,  and  explain  the  action  of  trans- 
mitter and  receiver. 

9.  Explain  the  details  of  the  Blake  transmitter.     Sketch. 

10.  Explain  the  details  of  the  granular  carbon  transmitter.     Sketch. 

11.  Explain  the  action  and  advantages  of  the  induction  coil  used  in  a  simple 
telephone  circuit.     Sketch. 

12.  Sketch  complete  talking  circuit  between  two  subscribers,  including 
transmitters,  induction  coils,  batteries,  main  lines  and  receivers. 

13.  Sketch  a  complete  circuit  for  a  standard  wall  set,  including  local  talking 
hilt  t cry,  magneto  for  ringing  and  polarized  bell.  Tabulate  the  apparatus 
included. 

14.  Skclcli  a  line  circuit,  including  four  "series"  telephones.  Describe 
tlic  hells  and  magnetos  em])loyed. 

15.  Sketch  a  circuit,  including  four  "bridging"  telephones.  Describe  bells 
an<l  magnetos  em]>loycd. 


SECTION  XXII  CHAPTER  II 

TELEPHONY 

TELEPHONE  SWITCHBOARDS 

Where  a  large  number  of  telephones  must  be  arranged  for 
intercommunication,  a  central  exchange  for  clearing  the  calls  is 
required.  One  of  the  simplest  arrangements  of  an  exchange 
where  local  batteries  are  used  at  each  subscriber's  phone  is  shown 
in  Fig.  1171.  If  a  subscriber  located  at  A  wishes  to  obtain  con- 
nection with  another  subscriber's  line,  the  magneto  M  is  tiuned, 
which  sends  a  ringing  current  out  through  the  lower  contact  of 
the  hook  H  into  line  1,  thence  to  the  central  office.  There  the 
circuit  passes  through  a  line  jack  /,  which  normally  rests  on  a 
lower  contact  V,  thence  down  through  an  annunciator  drop  D 
or  some  other  form  of  line  signal  and  back  by  the  ground  G 
or  the  other  wire  of  a  metallic  circuit.  The  alternating  current 
energizes  the  drop  D,  causing  it  to  release  a  shutter,  thereby 
exposing  a  niunber  corresponding  to  the  subscriber's  line.  The 
central  operator  then  takes  a  plug  P,  which  is  the  terminal  of  a 
cord  circuit,  and  inserts  it  in  the  jack,  making  contact  with  the 
upper  spring  and  breaking  from  the  lower,  thus  cutting  out  the 
annunciator  drop.  The  operator  now  takes  the  plug  P\  which 
is  connected  to  the  other  end  of  the  cord  circuit,  and,  pressing 
the  listening  key  O,  inquires  **  Number,  please"  ?  This  key 
places  the  operator's  head  receiver  R,  and  the  secondary  of  the 
induction  coil  S,  in  circuit  with  the  subscriber's  line.  The 
primary,  battery  and  transmitter  in  the  central  office  are  per- 
manently upon  a  closed  circuit.  Upon  receiving  the  number, 
the  plug  P'  is  inserted  in  the  jack  J\  which  breaks  the  circuit 
through  V  with  the  line  signal  of  this  party  and  estabHshes 
connection  with  the  cord  circuit.  Upon  pressing  key  AT',  a 
current  from  the  magneto  L  is  allowed  to  pass  out  over  the  line 
to  the  subscriber  located  at  B.  When  the  conversation  is 
finished  one  or  the  other  is  supposed  to  ring  off.  This  sends 
a  ringing  current  of  low  frequency  through  the  lines  and  cord 
circuit,  energizing  the  **clearing-out  drop"  C-0,  which  falls, 
notifjring  the  operator  that  the  cord  circuit  P-P'  is  no  longer 
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required.  The  plugs  are  then  withdrawn,  and  the  cord  circuit 
may  be  used  for  another  pair  of  subscribers. 

In  a  standard  switchboard  there  is  one  line  signal  and  one 
line  jack  for  each  subscriber's  line.  There  are  usually  about 
10  cord  circuits  for  each  100  subscribers'  lines,  thus  permitting 
20%  of  the  subscribers  to  talk  at  once.  One  operator  cannot 
serve  more  than  about  200  subscribers,  and  even  less  than  this 
number  during  a  busy  period  of  the  day.  Three  operators  may 
work  in  front  of  a  standard  switchboard  in  busy  times  and  reach 
past  one  another  to  establish  connections. 

Locally  Interconnected  Switchboards. — When  there  are  more 
than  four  or  five  hundred  subscribers  upon  an  exchange,  however. 


FjG.    1172. — Principle   of   locally    interconnected    switchlx)ard. 

some  method  of  increasing  the  range  is  necessary.  Two  general 
schemes  are  possible.  One  is  the  locally  interconnected  or 
transfer  switchboard.  Here  the  first  200  line  signals  and  line 
jacks  are  mounted  upon  one  section  as  in  Fig.  1172.  The  next 
200  are  moimted  upon  a  second  section,  and  so  on  until  the  entire 
number  are  cared  for.  Should  one  party  in  the  first  section 
call  another  party  in  that  group,  the  same  operator  can  establish 
connections  through  the  cord  circuit,  but  if  a  party — say  No. 
104^ — calls  number  315,  this  number  being  connected  on  another 
section  will  require  the  operator  to  make  connection  through  the 
cord  circuit  and  through  a  transfer  line  T  with  another  section 
of  the  switchboard  on  which  this  number  is  found.  Calling  the 
operator  of  section  No.  2,  operator  number  1  will  request  line 
315.     Connection  is  then  established  by  operator  number  two 
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through  this  transfer  circuit  and  a  cord  circuit  of  her  own. 
This  plan  requires  in  most  instances  the  relaying  of  calls  through 
a  second  operator,  and  the  service  is  therefore  slower  than  with 
a  standard  switchboard.  While  this  plan  is  not  often  \ised  in 
modem  exchanges,  it  is  frequently  employed  to  connect  different 
exchanges  in  the  same  city. 

Multiple  Switchboards. — The  second  arrangement  is  the  mul- 
tiple switchboard.  The  entire  exchange  of  calling  jacks  is  dupli- 
cated a  number  of  times,  as  in  Fig.  1173.  The  board  is  divided 
into  sections  containing  from  200  to  500  line  signals  in  each  sec- 
tion. If  the  exchange  has  5,000  subscribers,  there  will  be  placed 
above  these  line  signals  5,000  calling  jacks.  In  front  of  this 
section  one  operator  may  stand  and  reach  any  number  of  the 
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Fig.  1173, — Principle  of  multiple  switchboard  of  the  series  type. 

5,000  jacks.  During  a  busy  part  of  the  day  three  operators  stand 
in  front  of  each  section.  This  section  is  duplicated  as  many  times 
as  may  be  required,  each  section  containing,  say,  200  different 
line  signals  and  5,000  calling  jacks.  If  there  are  5,000  sub- 
scribers on  the  exchange  and  200  line  signals  per  operator,  25 
sections  will  be  required.  On  each  section  there  will  be  ^ 
answering  jacks  and  5,000  calling  jacks,  making  5,200  per  sec- 
tion. For  the  25  sections  there  will  be  130,000  jacks  in  all. 
Each  jack  has  5  or  more  electrical  connections.  From  the 
above  one  may  form  some  conception  of  the  complications  in- 
volved in  a  multiple  switchboard  installation.  This  plan  insures 
very  fast  operation.  Each  operator  is  protected  against  being 
called  save  by  200  selected  subscribers,  but  she  can  call  any  one 
of  the  5,000  subscribers'  lines  and  furnish  connections  to  any  of 


Telephony  557 

the  200  calling  lines  with  one  operation.  A  busy  test  provides 
that,  in  case  the  line  is  already  in  use  on  some  section  of  the 
board,  the  operator  will  receive  a  click  in  her  receiver  as  she 
inserts  the  tip  of  the  calling  plug  in  the  line  jack.  Special 
circuits  are  provided  for  this  purpose. 

Multiple  switchboards  are  of  two  types:  First,  the  series- 
multiple  switchboard,  in  which  the  25  jacks  of  each  subscriber's 
line  on  the  25  different  sections  are  in  series.  This  arrangement 
is  illustrated  in  Fig.  1173.  The  possibility  of  dust  particles 
breaking  the  circuit  in  some  one  of  the  25  electrical  contacts  in 
series  makes  this  arrangement  impractical. 

The  majority  of  multiple  switchboards  are  of  the  branch 
terminal  type.  Here  the  25  jacks  on  the  25  sections  belonging 
to  one  subscriber's  line  are  all  connected  in  multiple  instead  of  in 
series.  The  danger  here  is  of  short  circuiting  instead  of  open 
circuiting.  In  practice  the  branch  terminal  type  has  been  found 
to  be  far  more  dependable.  The  continuity  of  the  line  does  not 
depend  upon  the  contacts  in  the  jack. 

The  majority  of  exchanges  today  include  multiple  switch- 
boards, the  exchanges  themselves  being  locally  interconnected 
by  means  of  trunk  lines. 

The  annunciator  drop  which  was  originally  used  for  receiving 
the  subscriber's  call  was  bulky  and  expensive.  It  has  been 
entirely  replaced  by  a  small  incandescent  lamp  occupying  less 
than  J^  the  space  required  for  a  drop  and  giving  practically  no 
trouble  in  service. 

When  party  lines  are  to  be  operated,  provision  may  be  made 
for  ringing  any  one  of  the  parties  without  disturbing  the  other 
subscribers  on  the  line.  One  arrangement  for  a  four-party  line 
is  shown  in  Fig.  1174.  Lines  L-L'  lead  to  the  central  exchange. 
Subscribers  number  1,  2,  3  and  4  are  shown.  The  bells  for  sub- 
scribers No.  1  and  No.  2  are  connected  between  line  L  and  the 
ground,  those  for  subscribers  No.  3  and  No.  4,  between  line  L' 
and  the  ground.  Selective  ringing  for  this  system  is  accom- 
plished through  the  use  of  a  ''biased  bell"  and  pulsating  unidirec- 
tional currents.  The  usual  polarized  bell  will  ring  with  alter- 
nating current.  If  a  spring  is  employed  which  holds  the  clapper 
normally  against  one  bell,  it  may  be  made  to  ring  or  not  ring 
with  a  pulsating  direct  current,  depending  upon  the  direction 
of  said  current.     Thus,  if  a  pulsating  direct  current  were  sent 
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through  the  coils  in  such  a  way  as  to  cause  the  electro-magnets  to 
actuate  the  armature  in  the  same  direction  as  that  in  which  the 
spring  was  already  holding  the  armature,  this  current  would 
produce  no  effect  upon  the  bell.  If,  on  the  other  hand,  the 
pulsating  current  were  reversed  in  direction,  one  ptilsatton 
would  pull  the  armature  against  the  action  of  the  spring  and 
make  it  strike  the  other  bell,  and  when  this  impulse  ceased  the 
spring  would  cause  it  to  strike  the  other  bell.  Thus  a  pulsating 
current  in  the  right  direction,  together  with  the  cooperation  of 
the  spring,  will  make  the  bells  ring  precisely  as  though  an  alter- 
nating current  were  employed.  If,  however,  a  pulsating  current 
is  sent  in  the  other  direction,  no  effect  is  produced  upon  the  bell. 
Now  if  a  pulsating  direct  current  is  sent  from  the  central  office 
over  the  line  L,  the  current  will  divide  between  the  bells  of  sub- 
scribers No.  1  and  No.  2.     No,  1  is  biased  so  that  the  bell  will 


Fig.  1174.^Principlcof  selective  ringing  on  four-party  line. 

ring,  and  No.  2  is  biased  by  a  spring  pulling  the  other  way  so 
that  this  bell  will  not  ring.  Both  currents  return  via  the  ground. 
If  the  0]K'rator  pushes  another  button  which  sends  this  same 
puls;»ting  current  out  via  the  ground,  it  will  pass  in  the  reverse 
wiiy  through  bolls  \o.  1  and  No.  2  and  return  through  the  line. 
This  will  cause  boll  \o.  2  to  ring  and  bell  Xo.  1  not  to  ring.  In 
a  similar  way  a  pulsating  current  may  be  sent  out  over  line  L', 
tt>  |>;iss  tlm'ugh  the  l>olls  of  subscribers  3  and  4  and  back  through 
the  );i\nuul,  while  if  sent  from  the  ground  through  these  two  bells 
iuul  Kick  thn'ui;h  tho  line  the  bell  which  pre\-iously  did  not  ring 
wmiKl  Ih'  niado  ti>  rin>;.  Thus  by  combinations  of  two  circuits 
lOHiiiiiod  tV.r\'Us.:li  tl'.i'  two  lines  and  ground,  and  pulsating  cur- 
1>-Hls  i>iiv,!\>!!fd  as  to  dirivtion.  any  one  of  the  four  bells  may  be 
rung  \\:;!'.>'u:  disturb:";;  :!-.o  o:hcr  three.  When  the  subscriber 
thus  oa'.lid  av.swors.  tho  ro":oval  of  the  receiver  from  the  hook 
\hsi\MUiccis  l!;c  N-U  oirv-.:-:   frv^m  the  groimd  and   places  the 
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telephone  apparatus  directly  across  the  two  line  wires.  Thus 
a  metallic  circuit  is  available  for  talking  piuposes.  It  will  be 
noted  that  there  is  nothing  in  this  circuit  to  hinder  any  one 
listening  in,  the  calling  only  being  selective.  In  order  that  a 
subscriber  on  this  line  may  reach  central,  the  removal  of  the 
receiver  from  the  hook  closes  the  line  circuit.  This  is  made  to 
actuate  a  relay  in  the  central  office,  which  in  turn  lights  a  signal 
lamp  with  a  number  corresponding  to  this  line. 


SECTION  XXII  CHAPTER  II 

TELEPHONY 
TELEPHONE  SWITCH  BOARDS 

1.  Explain  object  and  details  of  construction  of  a  simple  telephone  switch- 
board. 

2.  Define  a  standard  switchboard. 

3.  What  limits  the  size  of  a  standard  switchboard  ? 

4.  Explain  the  principle  of  a  "locally  inter-connected"  switchboard. 

5.  Explain  the  principle  of  a  branch-terminal  "multiple"  switchboard. 

6.  Explain  the  principle  of  "biased  ringing"  employed  on  a  four-party  line. 


SECTION  XXII  CHAPTER  III 

TELEPHONY 

CENTRAL  ENERGY  SYSTEMS 

As  the  size  of  telephone  exchanges  grew  the  necessity  for 
maintaining  talking  batteries  at  thousands  of  subscribers'  sta- 
tions, as  well  as,  in  some  instances,  magnetos  for  ringing  the 
central  office,  involved  an  expense  and  trouble  which  was  ex- 
orbitant, when  it  is  considered  that  only  about  20%  of  the 
subscribers  on  an  exchange  are  ever  talking  at  once.  It  will  be 
readily  appreciated,  therefore,  that  it  would  be  an  advantage  to 
centralize  all  sources  of  electric  energy  at  one  point.  This  is 
what  is  done  in  the  central  energy  or  common  battery  system. 
With  this  arrangement  there  is  no  source  of  either  alternating  or 
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Fig.  1175. — Principle  of  central  energy  or  common  bat- 
tery system  for  two  telephone  subscribers. 

direct  current  at  the  subscriber's  station.  The  source  of  power 
for  all  purposes  is  concentrated  at  the  central  office.  The  source 
of  direct  current  is  a  storage  battery  of  24  volts  which  may  be 
increased  to  48  volts  for  very  long  lines.  The  source  of  ringing 
currents  is  a  dynamotor  designed  to  furnish  about  75  volts  at  15 
cycles  alternating  or  pulsating  direct  current  for  party  lines. 
The  storage  battery  is  kept  constantly  charged  and  often  a  re- 
serve battery  is  available  in  case  of  emergency.  A  simple  form 
of  central  energy  system  is  shown  in  the  elementary  diagram, 
Fig.  1175.  Here  a  24-volt  storage  battery  S  delivers  current 
through  a  repeating  coil,  which  divides  at  A-C,  passing  through 
lines  lA  and  L2,  through  the  two  receivers  and  transmitters, 
returning  through  the  two  sections  B-D  of  the  repeating  coil, 
to  the  batteries. 
560 
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These  repeating  coils  are  transformers  with*  iron  cores  and  a 
ratio  of  1  to  1 — that  is,  they  have  the  same  nimiber  of  convolu- 
tions in  each  winding.  The  inside  winding  has  a  resistance  of  20 
ohms,  and  the  outside  winding,  because  of  the  greater  length  of  a 
mean  convolution,  a  resistance  of  about  34  ohms.  The  inside 
winding  on  one  side  of  the  battery  is  connected  to  the  outside 
winding  on  the  other  side  of  the  battery.  Thus  the  total  re- 
sistance of  both  A  and  B  is  54  ohms,  the  same  as  the  other  portion 
C-D.  Normally  a  steady  direct  current  flows  through  the  two 
telephones  in  multiple.  Should  one  speak  into  the  transmitter 
T,  the  current  in  that  portion  of  the  circuit  will  pulsate,  due  to  the 


•  Fig.  1176. — Method  of  extending  common  battery  to 

supply  any  number  of  subscribers*  lines. 

variation  of  the  resistance.  These  pulsations  cause  the  current 
and  therefore  the  resulting  magnetic  flux  to  rise  and  fall  in.  the 
windings  A-B,  This  induces  an  alternating  e.m.f.  in  the  wind- 
ings C-D.  These  alternating  e.m.fs.,  superimposed  upon  a 
circuit  already  carrying  a  continuous  direct  current,  cause  that 
current  to  fluctuate,  and  as  it  rises  and  falls,  the  receiver  /?'  is 
actuated. 

Fig.  1176  shows  how  this  system  may  be  extended  to  operate 
two  or  more  sets  of  telephones  at  the  same  time. 

Each  central  exchange  is  provided  with  but  one  storage  battery, 
but  there  is  a  separate  repeating  coil  for  every  cord  circuit  and 
the  nimiber  of  cord  circuits  is  governed  by  the  size  of  the  ex- 
change. The  storage  battery,  however,  need  only  supply 
cturent  to  as  many  subscribers  as  are  talking  at  one  time. 


change  in  the  Hayes  system  used  by  The  Bell  Telephone  ('00*^1 

pany,  is  shown  in  Fig.  1177.     The  apparatus  in  each  subscriber's 

station  consists  of  a  transmitter  T  of  from  30  to  90  ohms  resist- 
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ance,  requiring  a  current  of  from  0.15  to  0.17  ampere;  a  receiver 
R,  having  a  resistance  of  80  ohms;  a  polarized  bell,  B,  with  a 
resistance  of  1,000  ohms;  an  induction  coil  L,  having  a  primary 
consisting  of  2,600  turns  of  No.  24  wire  with  a  resistance  of  15 
ohms,,  and  a  secondary  S  consisting  of  1,300  turns  of  No.  ii 
wire  with  a  resistance  of  30  ohms,  the  secondary  being  wound 
next  to  the  core  and  the  primary  on  the  outside;  a  condenser K 
with  a  capacity  of  2  microfarads,  and  an  automatic  hook  H. 
When  the  receivers  are  on  the  hook  at  both  stations  the  line  is 
open,  but  the  condenser  K  neutralized  the  self-induction  of  bells 
B,  so  that  alternating  current  of  the  proper  frequency  will  pass 
between  lines  LI  and  L2  via  this  circuit.  If  the  plug  P  is  in- 
serted in  the  jack  J,  the  receiver  being  on  the  hook  and  the  cir- 
cuit open  at  fZ-V,  when  the  key  S  is  depressed  the  current  from 
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Fig.    1178. — Paths  of   various   cnirrents   in   subscriber's 
telephone  on  a  central  energ^*^  system. 

the  IS-cycle  7S-volt  dynamotor  G  passes  through  the  plug 
and  jack  contacts  via  the  line  LI  and  L2  and  the  bells  will  ring. 
In  order  that  the  subscriber  may  signal  the  exchange,  the  receiver 
is  removed  from  the  hook.  The  jack  is  normally  in  the  position 
shown  at  /.  The  spring  closing  the  contacts  at  U-V,  current 
from  a  storage  battery  B  passes  through  a  line  relay  R,  thence 
through  the  jack  contact  via  line  LI,  contact  U  and  the  hook, 
transmitter  T,  back  via  line  L2  to  the  negative  side  of  the 
battery.  The  armature  of  the  relay  is  attracted  and  connects 
a  lamp  (numbered  to  correspond  to  the  subscriber's  line)  across 
the  battery.  There  is  one  line  relay  and  one  line  larnp  for  each 
subscriber's  line  entering  the  exchange. 

The  paths  of  the  various  currents  flowing  through  the  sub- 
scriber's phone  may  be  understood  from  a  study  of  Fig.  1178. 
The  alternating  ringing  current  entering  by  line  LI  with  the 
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receiver  on  the  hook  and  the  circuit  open  at  the  upper  hook  con- 
tacts, will  pass  through  the  bells  B  and  the  condenser  K  to  L2. 
When  the  receiver  is  oflF  the  hook  the  contacts  close,  and  con- 
tinuous current  from  a  storage  battery  passes  over  LI,  through 
the  primary  of  the  induction  coil  P,  thence  via  the  transmitter 
T  and  back  over  L2.  Variation  in  the  resistance  of  the  trans- 
mitter causes  this  current  to  fluctuate.  The  alternating  e.m.fs. 
induced  in  the  repeating  coils  now  send  a  fluctuating  current 
through  the  instrtunent  via  the  following  circuit:  these  currents 
come  in  over  LI,  but  will  not  pass  through  the  bells  and  circuit 
through  the  condenser  in  series,  because  the  two-microfarad  con- 
denser develops  a  capacity  reactance  which  balances  the  mag- 
netic reactance  of  the  bells,  only  at  IS  cycles.  As  the  talking 
current  is  in  the  vicinity  of  500  cycles,  the  impedance  of  this 
circuit  is  prohibitive  as  far  as  the  talking  currents  are  concerned. 
These  currents  may  pass,  however,  through  the  primary  P  of 
the  induction  coil  and  double  back  through  the  secondary  S, 
and  through  condenser  K  to  L2.  For  this  circuit  the  capacity 
reactance  of  K  balances  the  magnetic  reactance  of  the  former 
part  of  the  circuit.  No  inductance  is  encountered  because,  to 
whatever  extent  this  current  passes  one  way  through  the  circuit 
of  the  primary,  as  it  doubles  back  through  the  secondary,  the 
circuit  is  non-inductive,  for  the  current  flows  in  opposite  direc- 
tions in  the  two  windings.  There  is,  however,  an  inductive 
effect  due  to  the  excess  of  turns  in  the  primary  winding  over  the 
secondary.  Also  some  of  the  talking  currents  inevitably  leak 
through  the  shunt  by-path  from  LI  through  the  primary  of  the 
induction  coil  and  via  the  transmitter  T  to  L2.  To  whatever 
extent  the  receiver  is  thus  deprived  of  talking  current  because  of 
this  leakage,  to  precisely  that  extent  electro-magnetic  induction 
sets  in  between  the  primary  and  secondary.  This  e.m.f.  is 
impressed  upon  a  local  circuit  consisting  of  the  receiver  R,  the 
secondary  of  the  induction  coil  5,  the  condenser  AT,  and  the 
transmitter  T.  The  current  produced  in  this  circuit  by  mutual 
induction  makes  up  in  a  large  measure  for  the  leakage  of  talking 
current  around  the  receiver  through  the  transmitter. 

It  will  be  observed  that  the  induction  coil  is  not  used  here 
for  the  same  reason  that  it  was  used  in  Fig.  1167  at  all,  the  sole 
object  of  its  use  here  being  to  increase  the  effect  of  the  talking 
current  upon  the  receiver  by  that  portion  which  is  shunted 
around  it. 
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SECTION  XXII  CHAPTER  III 

TELEPHONY 
CENTRAL  ENERGY  SYSTEMS 

1.  Sketch  a  simple  circuit  illustrating  the  principle  of  a  central  energy 
telephone  system,  with  two  subscribers'  lines.     Explain  principle  of  operation. 

2.  Explain  the  object,  construction  and  principle  of  operation  of  the  repeat- 
ing coil. 

3.  Sketch  circuits  showing  how  two  pairs  of  subscribers  may  talk  without 
interference  from  a  common  battery. 

4.  When  calling,  how  is  the  signal  transmitted  from  the  subscriber's  phone 
and  received  by  the  central  operator  ? 

5.  How  does  an  operator  call  a  subscriber  ? 

6.  Sketch  the  circuits  and  apparatus  involved  in  a  subscriber's  set.  Explain 
in  detail  the  various  circuits,  and  show  why  each  particular  current  takes  its 
proper  path  and  no  other. 


SECTION  XXII  CHAPTER  IV 

TELEPHONY 
VARIOUS  TELEPHONE  SYSTEMS  AND  CIRCUITS 

The  Automatic  Telephone 

The  automatic  telephone  exchange  is  one  where  a  mechanical 
device  replaces  the  mantial  operator.  Two  general  plans  have 
been  developed  for  this  purpose.  The  first  device  was  originated 
by  Strowger,  who,  in  1895,  brought  out  the  first  automatic 
telephone  exchange.  After  ten  years  of  experimenting  the 
Automatic  Electric  Company  was  organized  which  has  since 
established  a  number  of  exchanges,  prominent  among  which  are 
those  in  Grand  Rapids,  Mich.;  Chicago,  111.;  and  Los  Angeles, 
Cal.  The  subscriber's  equipment  resembles  the  manually 
operated  telephone.  It  consists  of  the  usual  transmitter,  re- 
ceiver, induction  coil  and  the  addition  of  a  calling  dial,  a  circular 
metal  piece  on  the  periphery  of  which  are  10  numbered  finger 
holes.  To  secure  a  number  such  as  742,  the  subscriber  first 
takes  the  receiver  off  the  hook,  then  placing  his  finger  in  the  7 
hole,  pulls  the  dial  around  until  a  stop  checks  it.  When  re- 
leased, the  dial  returns  automatically  to  its  normal  position. 
The  subscriber  is  now  connected  to  a  trunk  line  leading  to  the 
seventh  group  of  so-called  "connector"  switches  which  is  desig- 
nated as  the  700th  group.  In  the  same  manner  he  calls  4  and 
2,  in  this  group.  He  then  presses  a  button  which  rings  the  bell 
of  the  person  wanted  and  the  connection  is  completed.  The 
keyboard  or  internal  mechanism  at  the  exchange  consists  of  an 
impulse-sending  device,  which,  in  response  to  the  rotation  of  the 
dial,  communicates  to  the  subscriber's  switch  a  number  of  im- 
jmlses  corresponding  to  the  number  of  the  hole  in  which  the 
linger  is  j)laced,  lifting  a  shaft,  which  occupies  the  central  portion 
of  the  switch,  up  to  the  proper  row  of  contacts  and  then  brings 
the  wijnng  fingers  fastened  thereto  into  connection  with  the 
proper  contact  on  that  level.  The  switch  is  about- 13  inches 
high  by  4}  >  inches  deej)  and  4  inches  wide.  The  upper  half  con- 
sists of  two  relays  and  three  pairs  of  magnets.  They  are  ar- 
ranged to  operate  a  vertical  rod  in  obedience  to  the  impulses 
sent  fn^n  the  subscriber's  i)hone  and  bring  three  pairs  of  wiping 
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fingers  attached  thereto  into  connection  with  contact  points, 
arranged  in  three  semicircular  banks. 

Two  classes  of  switches  are  employed,  one  known  as  "selectors," 
of  which  there  is  one  for  every  telephone  connected  to  the  ex- 
change, the  other  known  as  "connectors,"  of  which  there  are  ten 
for  every  100  selectors  and  which  are  in  groups,  each  capable  of 
connecting  100  telephones.  The  function  of  the  selector  is  to 
connect  the  calling  telephone  with  the  connectors  in  the  propier 
group,  which  in  turn  connects  with  the  telephone  desired  in  that 
group. 

A  S2-volt  storage  battery  is  employed  for  operating  the 
switches.     The  exchange  has  all  of  the  refinements  of  a  manually 


Fig.  1179. — "Phantom"  line  for  telephone  circuits. 

operated  exchange.  The  system  has  the  advantage  of  requiring 
no  operators,  but  one  attendant  being  employed  for  supervising 
the  switches  required  for  every  1,000  subscribers. 

The  Bell  Telephone  Company  is  now  installing  an  automatic 
system  of  their  own,  which  is  radically  different  from  The  Auto- 
matic Electric  Company's  system.  In  this  automatic  exchange 
the  separate  electro-magnetic  switches  are  entirely  eliminated, 
and  constantly  revolving  shafts  are  made  to  engage  through  the 
medium  of  electro-magnetically  operated  clutches,  a  system  of 
sliding  contacts  which  move  over  the  surface  of  a  board  on  which 
are  exposed  the  terminals  of  the  various  subscribers'  lines. 
By  means  of  highly  refined  and  accurate  adjustments  the  system 
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has  been  reduced  to  a  practical  basis  and  will  be  tised  in  all  of 
the  large  Bell  exchanges  of  the  country. 

Phantom  Lines 

In  order  that  toll  lines  may  be  operated  at  their  maximum 
capacity  a  system  of  ^^phantom"  lines  has  been  devised  which  is 
illustrated  in  Fig.  1179.  Here  71  is  enabled  to  communicate 
with  72  over  a  metallic  circuit  through  the  repeating  coils  used 
for  the  ptupose  of  insulating  batteries  in  two  cities  from  each 
other.  In  a  similar  way  73  communicates  with  74  over  another 
metallic  circuit.  Now  it  is  entirely  possible  to  superimpose  a 
third  conversation  on  these  two,  without  interference,  by  con- 
necting 75  to  the  exact  electrical  middle  point  of  the  secondaries 
of  the  two  repeating  coils  at  one  end,  and  76  to  the  middle  of  the 
secondaries  of  the  repeating  coils  at  the  other  end.     It  will  be 
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Fig.  1180. — Combined  telephone  and  telegraph  system. 

observed  that  any  talking  currents  entering  at  the  point  A  will 
divide  in  opposite  directions  through  the  repeating  coil  to  the 
points  B'C,  thereby  producing  no  effect  upon  71.  Entering  the 
repeating  coil  at  the  distant  end  at  D-E^  this  current  returns  in 
opposite  directions  to  the  point  F,  thereby  producing  no  effect 
on  72.  Passing  on  through  76  it  properly  actuates  this  instru- 
ment, then  enters  at  the  point  G  another  repeating  coil  where  it 
divides  in  proper  directions  to  H  and  /,  returning  over  the  two 
lines  of  this  metallic  circuit  to  the  points  if-L,  whence  it  leaves 
by  the  point  M  and  passes  to  75.  To  avoid  cross  talk  it  is  neces- 
sary that  the  wires  A-F-G  and  M  be  tapped  at  the  exact  middle 
points  of  the  coils,  these  points  being  experimentally  determined. 

Long-distance  toll  lines  are  usually  constructed  of  No.  12 
wire.  In  this  case  the  phantom  lines  behave  as  though  they  had 
the  capacity  of  a  No.  9,  which  is  the  equivalent  of  two  No.  12 
wires  in  multiple. 

Telegraph  systems  may  be  operated  over  toll  lines  simultane- 
ously with  telephone  conversations  with  connections  shown  in  Fig. 
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1180.  Here  T  and  T'  represent  telephones  at  opposite  ends  of 
the  line  L-L'  connected  through  condensers  K-K  and  K'-K', 
and  impedance  coils  X-X'  at  each  end  of  the  line  which  effectually 
bar  the  passage  of  any  talking  currents  from  L  to  L'.  At  the 
same  time  telegraph  relays  R-R'  may  be  connected  through 
their  sending  keys,  and  their  line  batteries  between  the  ground 
and  the  middle  point  of  the  reactance  coils.  Such  currents  pass 
in  opposite  directions  through  the  two  halves  of  the  coils  to 
lines  L  and  V  and  therefore  encounter  no  impedance  in  these 
coils.  Thus,  if  current  is  sent  from  M'  through  R\  it  divides 
equally  through  the  choke  coil  X',  returns  via  U  and  L  to  the 
coil  X,  entering  from  the  two  ends  in  opposite  directions,  passing 
to  the  center,  whence  it  unites  and  passes  through  the  relay 
R  and  key  M  to  the  other  half  of  the  telegraph  line  battery  and 


Fig.  1181. — Principle  of  inter-communicating  telephone  system. 


ground.  If  the  telegraph  currents  in  lines  L-IJ  are  exactly 
equal  in  amount  and  in  the  same  direction,  they  charge  these 
lines  to  precisely  the  same  potential  and  therefore  do  not  affect 
the  telephones.  As  the  telephones  are  operating  on  a  metallic 
circuit  they  do  not  interfere  with  the  telegraph  lines. 

Intercommunicating  Telephones 

For  intercommunication  between  a  number  of  telephones  it  is 
possible  to  avoid  the  necessity  for  a  central  operator,  by  provid- 
ing a  cable  containing  as  many  wires  as  there  are  phones  plus 
one.  The  connections  are  as  shown  in  Fig.  lltSl.  Here  the 
common  return  L  runs  to  all  the  phones.  If  there  are  four  in- 
struments, there  will  be  four  additional  wires  in  a  cable  con- 
necting to  all  the  phones.  A  complete  wall  set  with  its  own 
magneto  for  ringing  and  batteries  for  transmitter  will  be  re- 
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quired.  A  switch  is  reqtiired  on  each  instrument  with  a  separate 
contact  point  for  each  wire  in  the  cable.  In  order  that  any  one 
station  may  call  another  without  disturbing  the  other  phones 
on  the  system,  it  is  only  necessary  to  turn  the  switch  to  the  desired 
nimibered  point  and  ring.  The  circuit  is  completed  through  the 
wire  on  the  cable  belonging  to  the  station  called,  the  return  being 
completed  through  the  common  wire  L.  Instead  of  the  inter- 
communicating switch,  push  buttons  are  generally  employed 
which  lock  into  position  when  pressed  and  are  released  when  the 
receiver  is  restored  to  the  hook.  By  employing  an  additional 
common  return  wire  a  conmion  ringing  battery  may  be  used  with 
vibrating  bells  instead  of  requiring  magneto  and  polarized  bells 
for  each  station.  Inter-communicating  systems  may  be  satis- 
factorily employed  up  to  15  or  20  stations.  Beyond  this  point 
the  nimiber  of  wires  in  the  cable  and  the  expense  make  the  plan 
undesirable. 

The  Brown  Interior  Telephone  System 

A  simple  telephone  exchange  emplojdng  a  common  ringing 
battery  and  another  common  talking  battery  for  use  in  isolated 
hotels  or  apartment  houses  is  illustrated  in  Fig.  1182.  Here 
C-C'C  represents  the  energizing  coils  of  annunciator  drops  in  the 
hotel  office,  while  a  single  contact  jack  is  shown  just  beneath.  In 
each  room  a  transmitter  T  and  the  primary  of  an  induction  coil 
are  in  series  on  the  upper  contact  of  an  automatic  hook,  while  a 
vibrating  bell  is  connected  through  the  lower  contacts  to  a 
common  return.  The  telephone  receiver  is  on  a  local  circuit, 
including  the  secondary  of  the  induction  coil  only.  The  central 
office  includes  a  combined  ringing  and  listening  key,  AT,  in  each 
cord  circuit,  with  a  choke  coil  L,  through  which  the  talking  bat- 
tcry  current  divides.  The  operator's  set  is  similar  to  that  in  the 
various  rooms.  In  order  to  call  the  office,  the  guest  removes  the 
receiver  from  the  hook.  This  permits  current  from  the  talking  bat- 
tery, /?,  to  flow  through  C-S-T  and  back  over  the  common  wire. 
D.  This  throws  the  drop  actuated  by  C.  The  central  operator 
responds  by  inserting  the  answering  plug  E  in  that  jack,  which 
disconnects  the  drop.  Tilting  the  key  to  the  Hstening  position 
F,  current  from  the  talking  battery  B  passes  through  the  choke 
coil,  L.  thence  via  tlie  contact  A  and  segment  G  of  the  key  to  //, 
thence  through  the  transmitter  and  primary  of  the  operator's  set 
and  back  to  the  talking  battery.     This  same  current,  after  passing 
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through  A,  divities,  and  goes  out  over  the  answering  plug  E  an 
line  5  through  the  primary  of  the  coi!  and  transmitter  T  in  the 
guest  room  and  back  over  the  common  wire  D,  These  two  tele- 
phones can  then  communicate  as  in  any  common  battery  system 
save  that  the  choke  coil  replaces  the  ordinary  repeating  coil. 
The  choke  coil  is  opposed  to  any  changes  of  current  in  it.  There- 
fore, if  the  resistance  of  either  transmitter  alters  the  ciirrent  at_ 
that  point,  it  varies  the  current  inversely  in  the  other  transmitte 
for  the  choke  coil  prevents  the  total  current  from   changinj 


I 


To  call  another  party  the  ringing  plug  /  is  inserted  in  anotlM 
jack  and  the  key  in  the  cord  circuit  is  tilted  to  the  ringing  |i 
tion  M,     Current  from  the  ringing  battery  N  then  passes  via  I 
through  the  segment  of  the  key  G  to  contact  0.  thence  throui 
the  jack  /  and  out  over  another  line  and  through  the  lower  c 
tact  of  the  hook  in  some  otlier  room,  thence  through  the  bell  a 
back  via  the  wire  V  to  the  battery. 

The  Warner  Pole  Changer 

In  small  exchanges  it  is  sometimes  considered   unnecess 

to  maintain  a  motor-driven  magneto  or  dynamotor,  which  raui 

run  all  the  time  in  order  to  supply  ringing  currents,  and  at  t 
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same  time  the  work  is  too  laborious  to  require  the  operator  to 
turn  the  handle  of  a  magneto  every  time  a  call  is  desired.  In 
such  cases  the  Warner  pole  changer  is  used  to  advantage.  This 
consists  of  a  substantially  constructed  vibrator,  V,  Fig.  1183, 
operated  by  from  one  to  three  cells  of  any  closed  circuit  battery 
B.  A  single  cell  of  Edison  LeLande  battery  will  answer  very 
well,  giving  continuous  service  for  several  months  on  one  charge. 
The  armature  of  this  vibrator  extends  upward  and  carries  four 
contact  points,  the  upper  two  being  insulated  from  the  lower  two. 
As  the  armature  vibrates,  these  contacts  are  swung  alternately  to 
the  right  and  left,  closing  upon  C  and  K.  Current  from  a  pri- 
mary battery  D,  usually  consisting  of  about  50  dry  cells,  is  led 
through  a  relay  /?,  thence  to  the  upper  contact  on  the  moving 
arm,  and  when  this  swings  to  the  right,  out  to  the  A.C.  terminal 
and  thence  to  line  L2,  back  through  LI,  and  to  the  lower  con- 
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tact  AT,  whence  it  returns  through  one  leg  of  the  switch  5  to  the 
negative  side  of  the  battery.  When  the  vibrator  swings  to  the 
left  this  same  current  is  directed  through  the  upper  contact  to 
the  line  LI,  whence  it  returns  to  L2  and  finds  its  way  back  to 
the  battery.  This  device  rings  the  longest  toll  lines  in  a  highly 
satisfactory  manner.  Relay  R  is  employed  to  connect  a  con- 
denser M  across  the  A.C.  terminals  to  absorb  the  e.m.f.  of  self- 
induction  and  prevent  burning  the  contacts  C-K  as  they  open. 

Line  Transposition 

Because  of  the  sensitiveness  of  the  telephone  receiver  to  the 
minutest  interference  it  is  necessary  that  provision  be  made  for 
avoiding  cross  talk  and  various  inductive  effects  due  to  parallel 
conductors  carrying  alternating  or  pulsating  currents.  For  this 
reason  it  is  necessary  to  transpose  the  two  wires  of  a  metallic 
telephone  line  wherever  they  are  subject  to  disturbances,  so  that 
both  sides  of  the  telephone  circuit  will  be  equally  subjected  to  the 
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electro-magnetic  interferences  if  the  line  cannot  be  wholly  re- 
moved from  the  inductive  influences.  Fig.  1184  shows  the 
arrangement.  If  a  transmission  line  A-B  parallels  a  telephone 
line  consisting  of  a  metallic  circuit  on  a  pole  line,  the  wires  C-D 
must  be  transposed  throughout  the  distance  which  they  parallel 
the  disturbing  wire.  This  should  be  done  at  frequent  intervals 
to  completely  neutralize  the  effects.  Thus  if  C  and  D  are  of 
equal  length,  the  induced  e.m.f.  in  one  direction  in  C  is  coimter- 
acted  by  the  induced  e.m.f.  in  the  same  direction  in  D,  and  the 
effect  upon  the  repeating  coils  at  the  end  of  the  telephone  line 
is  neutralized.  This  is  the  only  way  in  which  these  conditions 
can  be  successfully  overcome  where  telephone  lines  are  in  proxim- 
ity to  alternating-current  power  circuits. 


SECTION  XXII  CHAPTER  IV 

TELEPHONY 
VARIOUS  TELEPHONE  SYSTEMS  AND  CIRCUITS 

1.  Explain  the  general  scheme  of  the  automatic  telephone  system. 

2.  (a)  Sketch  two  separate  metallic  circuits. 

(b)  Superimpose  on  this  a  phantom  circuit. 

(c)  Explain  how  phantom  circuits  operate  and  why  there  is  no  cross  talk. 

3.  (a)  Sketch  a  metallic  telephone  circuit. 

(b)  Superimpose  thereon  a  telegraph  circuit  with  a  grounded  return. 

(c)  Explain  why  there  is  no  interference. 

4.  (a)  Explain  the  principle  of  the  inter-communicating  telephone  system. 
{b)  Sketch  outfit  for  five  stations. 

{c)  Place  switches  in  position  to  enable  stations  1  and  4  to  communicate, 
and  at  the  same  time  show  stations  3  and  5  in  communication. 

5.  Explain  the  object  of  the  Warner  "pole-changer."     Sketch  circuit  and 
explain  how  it  works. 

6.  How  is  interference  avoided   on   telephone  circuits  paralleling  power 
transmissicjn  lines. 


SECTION  XXII  CHAPTER  V 

TELEPHONY 
CABLE  TESTING 

After  telephone  cables  have  been  drawn  into  ducts  under 
ground  it  is  desirable  to  test  them  for  leakage,  grounds,  crosses 
and  continuity.  These  cables  generally  consist  of  a  large  num- 
ber of  pairs  of  small  wires  from  18  to  24  gauge,  insulated  with 
paraffined  paper  or  cotton,  the  entire  group  being  covered  with  a 
lead  sheath  to  exclude  moisture.  To  detect  faults  in  cables,  a 
small  testing  outfit  consisting  of  3  or  4  cells  of  dry  battery  and 
a  galvanometer,  buzzer  or  telephone  receiver  are  required. 

Detecting  Leaks  or  Grounds. — To  detect  a  leak  or  a  ground, 
the  cable  should  be  opened  up  at  both  ends  and  the  wires  sepa- 
rated from  each  other  so  that  they  touch  nothing  else,  as  in  Fig. 
1185.  One  end  of  the  testing  circuit  is  connected  to  the  sheath 
of  the  cable  and  the  other  end  to  the  bared  end  of  one  of  the  wires. 


Fig.  1185. — Detecting  "grounds"  in  cables. 

If  the  cable  is  a  long  one,  there  will  be  a  charging  current  flow 
into  the  cable  which  will  give  a  slight  deflection  of  the  galva- 
nometer or  a  click  in  the  telephone  receiver.  If  the  connection  is 
held  closed  for  a  moment,  however,  the  conductor  and  sheath 
become  charged  and  no  further  current  will  flow.  Assuming, 
then,  that  the  wire  is  insulated  throughout  its  length,  no  per- 
manent deflection  or  repeated  click  will  be  obtained.  Each 
successive  wire  in  the  cable  is  tested  in  a  similar  manner.  Should 
a  permanent  deflection  or  a  repeated  click  in  the  receiver  be 
obtained,  a  leak  or  ground  upon  that  particular  wire  would  be 
indicated. 

Continuity  Test. — Sometimes  the  strain  put  upon  the  cable 
in  drawing  it  into  the  duct  breaks  one  or  more  of  the  conductors 
therein.  A  test  must  be  made  to  determine  whether  or  not  any 
of  the  wires  are  broken.     The  connections  remain  the  same  as 
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electro-magnetic  interferences  if  the  line  cannot  be  wholly  re- 
moved from  the  inductive  influences.  Fig.  1184  shows  the 
arrangement.  If  a  transmission  line  A-B  parallels  a  telephone 
line  consisting  of  a  metallic  circuit  on  a  pole  line,  the  wires  C-D 
must  be  transposed  throughout  the  distance  which  they  parallel 
the  disturbing  wire.  This  should  be  done  at  frequent  intervals 
to  completely  neutralize  the  effects.  Thus  if  C  and  D  are  of 
equal  length,  the  induced  e.m.f.  in  one  direction  in  C  is  counter- 
acted by  the  induced  e.m.f.  in  the  same  direction  in  D,  and  the 
effect  upon  the  repeating  coils  at  the  end  of  the  telephone  Hne 
is  neutralized.  This  is  the  only  way  in  which  these  conditions 
can  be  successfully  overcome  where  telephone  lines  are  in  proxim- 
ity to  alternating-current  power  circuits. 


SECTION  XXII  CHAPTER  IV 

TELEPHONY 
VARIOUS  TELEPHONE  SYSTEMS  AND  CIRCUITS 

1 .  Explain  the  general  scheme  of  the  automatic  telephone  system. 

2.  (a)  Sketch  two  separate  metallic  circuits. 
{b)  Superimpose  on  this  a  i)hantom  circuit. 

(c)  Explain  how  phantom  circuits  operate  and  why  there  is  no  cross  talk. 

3.  (a)  Sketch  a  metallic  telephone  circuit. 

{h)  Superimpose  thereon  a  telegraph  circuit  with  a  grounded  return. 
(f)  Explain  why  there  is  no  interference. 

4.  (a)  Exi)lain  the  principle  of  the  inter-communicating  telephone  system. 
ih)  Sketch  outfit  for  five  stations. 

(c)  Place  switches  in  position  to  enable  stations  1  and  4  to  communicate. 
and  at  the  same  time  show  stations  3  and  5  in  communication. 

5.  lilxplain  the  object  of  the  Warner  "jx>le-changer.*'     Sketch  circuit  and 
explain  how  it  works. 

6.  How  is  interference  avoided  un  telephone  circuits  {paralleling  |XiWer 
transmission  Hnes. 


SECTION  XXII  CHAPTER  V 

TELEPHONY 
CABLE  TESTING 

After  telephone  cables  have  been  drawn  into  ducts  under 
ground  it  is  desirable  to  test  them  for  leakage,  grounds,  crosses 
and  continuity.  These  cables  generally  consist  of  a  large  num- 
ber of  pairs  of  small  wires  from  18  to  24  gauge,  insulated  with 
paraffined  paper  or  cotton,  the  entire  group  being  covered  with  a 
lead  sheath  to  exclude  moisture.  To  detect  faults  in  cables,  a 
small  testing  outfit  consisting  of  3  or  4  cells  of  dry  battery  and 
a  galvanometer,  buzzer  or  telephone  receiver  are  required. 

Detecting  Leaks  or  Grounds. — To  detect  a  leak  or  a  ground, 
the  cable  should  be  opened  up  at  both  ends  and  the  wires  sepa- 
rated from  each  other  so  that  they  touch  nothing  else,  as  in  Fig. 
1185.  One  end  of  the  testing  circuit  is  connected  to  the  sheath 
of  the  cable  and  the  other  end  to  the  bared  end  of  one  of  the  wires. 


Fig.  1185. — Detecting  "grounds"  in  cables. 

If  the  cable  is  a  long  one,  there  will  be  a  charging  current  flow 
into  the  cable  which  will  give  a  slight  deflection  of  the  galva- 
nometer or  a  click  in  the  telephone  receiver.  If  the  connection  is 
held  closed  for  a  moment,  however,  the  conductor  and  sheath 
become  charged  and  no  further  current  will  flow.  Assuming, 
then,  that  the  wire  is  insulated  throughout  its  length,  no  per- 
manent deflection  or  repeated  click  will  be  obtained.  Each 
successive  wire  in  the  cable  is  tested  in  a  similar  manner.  Should 
a  permanent  deflection  or  a  repeated  click  in  the  receiver  be 
obtained,  a  leak  or  ground  upon  that  particular  wire  would  be 
indicated. 

Continuity  Test. — Sometimes  tlic  strain  put  upon  the  cable 
in  drawing  it  into  the  duct  breaks  one  or  more  of  the  conductors 
therein.  A  test  must  be  made  to  determine  whether  or  not  any 
of  the  wires  are  broken.     The  connections  remain  the  same  as 
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electro-magnetic  interferences  if  the  line  cannot  be  wholly  re- 
moved from  the  inductive  influences.  Fig.  1184  shows  the 
arrangement.  If  a  transmission  line  A-B  parallels  a  telephone 
line  consisting  of  a  metallic  circuit  on  a  pole  line,  the  wires  C-D 
must  be  transposed  throughout  the  distance  which  they  parallel 
the  disturbing  wire.  This  should  be  done  at  frequent  intervals 
to  completely  neutralize  the  effects.  Thus  if  C  and  D  are  of 
equal  length,  the  induced  e.m.f.  in  one  direction  in  C  is  coimter- 
acted  by  the  induced  e.m.f.  in  the  same  direction  in  D,  and  the 
effect  upon  the  repeating  coils  at  the  end  of  the  telephone  line 
is  neutralized.  This  is  the  only  way  in  which  these  conditions 
can  be  successfully  overcome  where  telephone  lines  are  in  proxim- 
ity to  alternating-current  power  circuits. 


SECTION  XXII  CHAPTER  IV 

TELEPHONY 
VARIOUS  TELEPHONE  SYSTEMS  AND  CIRCUITS 

1.  Explain  the  general  scheme  of  the  automatic  telephone  system. 

2.  (a)  Sketch  two  separate  metallic  circuits. 
(6)  Superimpose  on  this  a  phantom  circuit. 

(c)  Explain  how  jihantom  circuits  operate  and  why  there  is  no  cross  talk. 

3.  (a)  Sketch  a  metallic  telephone  circuit. 

(b)  Superimpose  thereon  a  telegraph  circuit  with  a  grounded  return. 

(c)  Explain  why  there  is  no  interference. 

4.  (a)  Explain  the  principle  of  the  inter-communicating  telephone  system. 
(6)  Sketch  outfit  for  five  stations. 

(c)  Place  switches  in  position  to  enable  stations  1  and  4  to  communicate, 
and  at  the  same  time  show  stations  3  and  5  in  communication. 

5.  Explain  the  object  of  the  Warner  "p^^^^changer."     Sketch  circuit  and 
explain  how  it  works. 

6.  How  is  interference  avoided  on  telephone  circuits  paralleling  power 
transmission  lines. 


SECTION  XXII  CHAPTER  V 

TELEPHONY 
CABLE  TESTING 

After  telephone  cables  have  been  drawn  into  ducts  under 
ground  it  is  desirable  to  test  them  for  leakage,  grounds,  crosses 
and  continuity.  These  cables  generally  consist  of  a  large  num- 
ber of  pairs  of  small  wires  from  18  to  24  gauge,  insulated  with 
paraffined  paper  or  cotton,  the  entire  group  being  covered  with  a 
lead  sheath  to  exclude  moisture.  To  detect  faults  in  cables,  a 
small  testing  outfit  consisting  of  3  or  4  cells  of  dry  battery  and 
a  galvanometer,  buzzer  or  telephone  receiver  are  required. 

Detecting  Leaks  or  Grounds. — To  detect  a  leak  or  a  ground, 
the  cable  should  be  opened  up  at  both  ends  and  the  wires  sepa- 
rated from  each  other  so  that  they  touch  nothing  else,  as  in  Fig. 
1185.  One  end  of  the  testing  circuit  is  connected  to  the  sheath 
of  the  cable  and  the  other  end  to  the  bared  end  of  one  of  the  wires. 


Fig.  1185. — Detecting  "grounds*'  in  cables. 

If  the  cable  is  a  long  one,  there  will  be  a  charging  current  flow 
into  the  cable  which  will  give  a  slight  deflection  of  the  galva- 
nometer or  a  click  in  the  telephone  receiver.  If  the  connection  is 
held  closed  for  a  moment,  however,  the  conductor  and  sheath 
become  charged  and  no  further  current  will  flow.  Assuming, 
then,  that  the  wire  is  insulated  throughout  its  length,  no  per- 
manent deflection  or  repeated  click  will  be  obtained.  Each 
successive  wire  in  the  cable  is  tested  in  a  similar  manner.  Should 
a  permanent  deflection  or  a  repeated  click  in  the  receiver  be 
obtained,  a  leak  or  ground  upon  that  particular  wire  would  be 
indicated. 

Continuity  Test. — Sometimes  the  strain  put  upon  the  cable 
in  drawing  it  into  the  duct  breaks  one  or  more  of  the  conductors 
therein.  A  test  must  be  made  to  determine  whether  or  not  any 
of  the  wires  are  broken.     The  connections  remain  the  same  as 
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electro-magnetic  interferences  if  the  line  cannot  be  wholly  re- 
moved from  the  inductive  influences.  Fig.  1184  shows  the 
arrangement.  If  a  transmission  line  A-B  parallels  a  telephone 
line  consisting  of  a  metallic  circuit  on  a  pole  line,  the  wires  C-D 
must  be  transposed  throughout  the  distance  which  they  parallel 
the  disturbing  wire.  This  should  be  done  at  frequent  intervals 
to  completely  neutralize  the  effects.  Thus  if  C  and  D  are  of 
equal  length,  the  induced  e.m.f.  in  one  direction  in  C  is  coimter- 
acted  by  the  induced  e.m.f.  in  the  same  direction  in  D,  and  the 
effect  upon  the  repeating  coils  at  the  end  of  the  telephone  line 
is  neutralized.  This  is  the  only  way  in  which  these  conditions 
can  be  successfully  overcome  where  telephone  lines  are  in  proxim- 
ity to  alternating-current  power  circuits. 


SECTION  XXII  CHAPTER  IV 

TELEPHONY 
VARIOUS  TELEPHONE  SYSTEMS  AND  CIRCUITS 

1 .  Explain  the  general  scheme  of  the  automatic  telephone  system. 

2.  (a)  Sketch  two  separate  metallic  circuits. 

(b)  Superimpose  on  this  a  phantom  circuit. 

(c)  Explain  how  phantom  circuits  operate  and  why  there  is  no  cross  talk. 

3.  (a)  Sketch  a  metallic  telephone  circuit. 

(b)  Superimpose  thereon  a  telegraph  circuit  with  a  grounded  return. 

(c)  Explain  why  there  is  no  interference. 

4.  (a)  Explain  the  principle  of  the  inter-communicating  telephone  system. 
(6)  Sketch  outfit  for  five  stations. 

(c)  Place  switches  in  position  to  enable  stations  1  and  4  to  communicate, 
and  at  the  same  time  show  stations  3  and  5  in  communication. 

5.  Explain  the  object  of  the  Warner  "pole-changer."    Sketch  circuit  and 
explain  how  it  works. 

6.  How  is  interference  avoided  on  telephone  circuits  paralleling  power 
transmission  lines. 


SECTION  XXII  CHAPTER  V 

TELEPHONY 
CABLE  TESTING 

After  telephone  cables  have  been  drawn  into  ducts  under 
ground  it  is  desirable  to  test  them  for  leakage,  grounds,  crosses 
and  continuity.  These  cables  generally  consist  of  a  large  num- 
ber of  pairs  of  small  wires  from  18  to  24  gauge,  insulated  with 
paraffined  paper  or  cotton,  the  entire  group  being  covered  with  a 
lead  sheath  to  exclude  moisture.  To  detect  faults  in  cables,  a 
small  testing  outfit  consisting  of  3  or  4  cells  of  dry  battery  and 
a  galvanometer,  buzzer  or  telephone  receiver  are  required. 

Detecting  Leaks  or  Grounds. — To  detect  a  leak  or  a  ground, 
the  cable  should  be  opened  up  at  both  ends  and  the  wires  sepa- 
rated from  each  other  so  that  they  touch  nothing  else,  as  in  Fig. 
1185.  One  end  of  the  testing  circuit  is  connected  to  the  sheath 
of  the  cable  and  the  other  end  to  the  bared  end  of  one  of  the  wires. 


Fig.  1185. — Detecting  "grounds"  in  cables. 

If  the  cable  is  a  long  one,  there  will  be  a  charging  current  flow 
into  the  cable  which  will  give  a  slight  deflection  of  the  galva- 
nometer or  a  click  in  the  telephone  receiver.  If  the  connection  is 
held  closed  for  a  moment,  however,  the  conductor  and  sheath 
become  charged  and  no  further  current  will  flow.  Assuming, 
then,  that  the  wire  is  insulated  throughout  its  length,  no  per- 
manent deflection  or  repeated  click  will  be  obtained.  Each 
successive  wire  in  the  cable  is  tested  in  a  similar  manner.  Should 
a  permanent  deflection  or  a  repeated  click  in  the  receiver  be 
obtained,  a  leak  or  ground  upon  that  particular  wire  would  be 
indicated. 

Continuity  Test. — Sometimes  the  strain  i)ut  upon  the  cable 
in  drawing  it  into  the  duct  breaks  one  or  more  of  the  conductors 
therein.  A  test  must  be  made  to  determine  whether  or  not  any 
of  the  wires  are  broken.     The  connections  remain  the  same  as 
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electro-magnetic  interferences  if  the  line  cannot  be  wholly  re- 
moved from  the  inductive  influences.  Fig.  1184  shows  the 
arrangement.  If  a  transmission  line  A-B  parallels  a  telephone 
line  consisting  of  a  metallic  circuit  on  a  pole  line,  the  wires  C-D 
must  be  transposed  throughout  the  distance  which  they  parallel 
the  disturbing  wire.  This  should  be  done  at  frequent  intervals 
to  completely  neutralize  the  effects.  Thus  if  C  and  D  are  of 
equal  length,  the  induced  e.m.f.  in  one  direction  in  C  is  coimter- 
acted  by  the  induced  e.m.f.  in  the  same  direction  in  D,  and  the 
effect  upon  the  repeating  coils  at  the  end  of  the  telephone  line 
is  neutralized.  This  is  the  only  way  in  which  these  conditions 
can  be  successfully  overcome  where  telephone  lines  are  in  proxim- 
ity to  alternating-current  power  circuits. 


SECTION  XXII  CHAPTER  IV 

TELEPHONY 
VARIOUS  TELEPHONE  SYSTEMS  AND  CIRCUITS 

1 .  Explain  the  general  scheme  of  the  automatic  telephone  system. 

2.  (a)  Sketch  two  separate  metallic  circuits. 

(b)  Superimpose  on  this  a  phantom  circuit. 

(c)  Explain  how  phantom  circuits  operate  and  why  there  is  no  cross  talk. 

3.  (a)  Sketch  a  metallic  telephone  circuit. 

(b)  Superimpose  thereon  a  telegraph  circuit  with  a  grounded  return. 

(c)  Explain  why  there  is  no  interference. 

4.  (a)  Explain  the  principle  of  the  inter-communicating  telephone  system. 
{b)  Sketch  outfit  for  five  stations. 

(c)  Place  switches  in  position  to  enable  stations  1  and  4  to  communicate, 
and  at  the  same  time  show  stations  3  and  5  in  communication. 

5.  Explain  the  object  of  the  Warner  "pole-changer."     Sketch  circuit  and 
explain  how  it  works. 

6.  How  is  interference  avoided  on   telephone  circuits  paralleling  power 
transmission  lines. 


SECTION  XXII  CHAPTER  V 

TELEPHONY 
CABLE  TESTING 

After  telephone  cables  have  been  drawn  into  ducts  under 
ground  it  is  desirable  to  test  them  for  leakage,  grounds,  crosses 
and  continuity.  These  cables  generally  consist  of  a  large  num- 
ber of  pairs  of  small  wires  from  18  to  24  gauge,  insulated  with 
paraffined  paper  or  cotton,  the  entire  group  being  covered  with  a 
lead  sheath  to  exclude  moisture.  To  detect  faults  in  cables,  a 
small  testing  outfit  consisting  of  3  or  4  cells  of  dry  battery  and 
a  galvanometer,  buzzer  or  telephone  receiver  are  required. 

Detecting  Leaks  or  Grounds. — To  detect  a  leak  or  a  ground, 
the  cable  should  be  opened  up  at  both  ends  and  the  wires  sepa- 
rated from  each  other  so  that  they  touch  nothing  else,  as  in  Fig. 
1185.  One  end  of  the  testing  circuit  is  connected  to  the  sheath 
of  the  cable  and  the  other  end  to  the  bared  end  of  one  of  the  wires. 


Fig.  1185. — Detecting  "grounds"  in  cables. 

If  the  cable  is  a  long  one,  there  will  be  a  charging  current  flow 
into  the  cable  which  will  give  a  slight  deflection  of  the  galva- 
nometer or  a  click  in  the  telephone  receiver.  If  the  connection  is 
held  closed  for  a  moment,  however,  the  conductor  and  sheath 
become  charged  and  no  further  current  will  flow.  Assuming, 
then,  that  the  wire  is  insulated  throughout  its  length,  no  per- 
manent deflection  or  repeated  click  will  be  obtained.  Each 
successive  wire  in  the  cable  is  tested  in  a  similar  manner.  Should 
a  permanent  deflection  or  a  repeated  click  in  the  receiver  be 
obtained,  a  leak  or  ground  upon  that  particular  wire  would  be 
indicated. 

Continuity  Test. — Sometimes  the  strain  put  upon  the  cable 
in  drawing  it  into  the  duct  breaks  one  or  more  of  the  conductors 
therein.  A  test  must  be  made  to  determine  whether  or  not  any 
of  the  wires  are  broken.     The  connections  remain  the  same  as 

575 


576 


Theoretical  and  Practical  Electrical  Engineering 


above  except  that  all  of  the  wires  at  the  distant  end  of  the  cable 
are  tied  together  and  grounded  on  the  sheath.  Under  these 
conditions  the  failure  to  get  a  permanent  deflection  of  the  gal- 
vanometer or  a  repeated  click  in  the  telephone  receiver  is  evi- 
dence of  a  broken  wire. 

Detecting  Crosses. — To  determine  whether  or  not  the  insula- 
tion has  been  broken  between  any  two  wires  in  the  cable  so  that 
they  become  crossed  upon  each  other,  the  connections  in  Fig. 


Fig.  1186. — Detecting  "crosses"  in  cables. 

1186  should  be  established.  The  wires  at  the  distant  end  of  the 
cable  arc  separated  from  each  other.  At  the  testing  point  all 
the  wires  are  bunched  together  and  connected  to  one  side  of  the 
testing  circuit.  One  wire  is  then  removed  from  the  bimch  and 
connected  to  the  other  side  of  the  testing  circuit.  In  the  absence 
of  a  iH'rmancnt  deflection,  this  wire  is  known  to  be  clear  of  a 
(TOSS  with  any  of  the  wires  in  the  bunch.  It  is  then  laid  aside, 
(uul  (mother  wire  is  removed  from  the  bunch  and  connected  to 
the  ()i)i)c)site  side  of  the  testing  circuit.  Each  in  turn  may 
thus    be    tested    and    its    condition    determined.       Should    a 


V\K\.  1187.  -Iiionlifyins:  a  f>articular  wire  in  a  cable. 

permanent  ilelleetion  he  obtained,  that  particular  wire  is  crossed 
iu\  SiMne  lather  wire  in  the  bunch.  This  wire  is  now  tied  to  one 
side  o{  the  testing:  eireuit  and  the  rest  of  the  btmch  is  opened. 
The  other  etui  oi  the  testing;  circuit  is  then  touched  upon  each 
y^{  I  he  other  wires  sue<.vssively  until  the  one  on  which  the  first 
wire  is  en^ssed  is  invlieated  by  a  deflection. 

Identifying  Wires.  It  is  svMnetinies  desirable  to  identify  a 
]\utuular  wuv  \\\  a  oaMe  fv>r  use  at  a  certain  point.  To  do  this 
the  witx^  desiv:t\atevl  is  k:rvmnded  at  the  end  of  the  cable  or  at 
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the  telephone  exchange,  as  shown  at  (7,  Fig.  1187.  At  the  point 
where  the  wire  is  to  be  identified  the  lead  sheath  is  removed 
and  the  wires  are  separated  from  each  other,  but  the  insulation 
upon  each  wire  is  not  disturbed.  One  end  of  the  testing  circuit 
is  grounded  on  the  sheath.  The  other  end  terminates  in  a  steel 
sewing  needle.  This  is  used  to  prick  the  insulation  of  each  wire 
in  ttim.  As  only  one  wire  in  the  cable  is  grounded  permanently, 
a  deflection  will  identify  that  particular  wire. 

Identifying  Wires  by  Pairs. — It  is  sometimes  desirable  to 
arrange  the  wires  in  a  cable  at  one  end  so  that  they  may  be  num- 
bered in  pairs  and  subsequently  identified  from  the  other  end 
without  the  necessity  of  going  back  and  forth  or  of  emplojring 
two  men  for  the  test.  Cables  are  often  constructed  with  red 
insulation  upon  one  wire  and  white  upon  the  other,  these  two 
being  twisted  together  in  pairs  throughout.     Such  cables  often 


Fig.  1188. — Identifying  wires  by  pairs  in  cables. 

consist  of  a  large  number  of  pairs.  The  first  step  is  to  ground 
the  red  wire  R  of  the  first  pair  at  the  point  A ,  as  shown  in  Fig. 
1188.  The  white  wire  W  twisted  with  it  is  next  electrically 
connected  to  the  red  wire  of  pair  number  2,  the  white  wire  of  pair 
number  2  to  the  red  wire  of  pair  ntmiber  3,  and  so  on  through  the 
cable.  These  pairs  are  tagged  as  shown.  Proceeding  to  the 
remote  end  of  the  cable,  a  testing  circuit,  which  may  consist  of  a 
telephone  receiver  or  buzzer,  and  a  battery,  is  grounded  at  one 
end  B,  The  other  end  of  the  testing  circuit,  C,  is  now  used  to 
explore  the  bare  ends  of  the  wires  to  find  a  red  wire  which  is 
gro\mded.  A  repeated  click  or  buzz  indicates  the  red  wire  of 
pair  number  1.  The  white  wire  twisted  with  it  is  now  electrically 
connected  thereto.  This  extends  the  ground  on  the  red  wire 
from  the  A  end  of  the  cable  to  the  B  end,  where  it  has  just  been 
connected  to  the  white  wire  of  number  1  pair.  The  ground  is 
prolonged  through  the  white  wire  back  to  the  A  end  where  it 
had  previously  been  connected  to  the  red  wire  of  the  pair  No.  2. 
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The  end  of  the  testing  circuit  C  is  now  advanced  to  find  another 
red  wire  which  is  grounded,  and  there  is  but  one  in  addition  to 
the  one  in  pair  number  1.  When  this  has  been  indicated  it  is 
tied  together  with  the  white  wire  with  which  it  is  twisted  and 
tagged  pair  niunber  2.  This  is  continued  until  all  the  pairs  in 
the  cable  have  been  identified. 

Measurement  of  Insulation  Resistance 

The  measurement  of  instdation  resistance  of  high  values  may 
be  made  by  the  proportional  deflection  method.  For  this  purpose 
a  standard  resistance  box  /?,  Fig.  1189,  a  sensitive  galvanometer 
G  and  shunt  S,  and  a  battery  S,  preferably  of  100  cells,  should 


^#-H'H'-' 


Fig.  1189. — Taking  deflection  on  standard 

resistance. 

be  employed.  The  battery  is  first  connected  in  series  with  the 
resistance  box  and  galvanometer  as  shown.  The  standard  box 
should  preferably  have  a  resistance  of  approximately  100,000 
ohms.  Let  the  deflection  obtained  on  the  box  when  the  circuit 
is  clostd  at  the  key,  be  called  D.  The  same  battery  is  next 
connected  in  series  with  the  galvanometer  and  the  insulation 
of  the  cable  whose  resistance  is  to  be  determined  as  in  Fig. 
1190.  When  the  circuit  is  completed  the  deflection  D'  on 
the  cable  is  obtained.  It  will  be  observed  that  the  deflections 
in  the  two  cases  are  inversely  proportional  to  the  resistances 
through  which  they  arc  taken.  This  is  to  be  expected,  because 
the  greater  the  resistance  the  less  the  current  that  will  flow 
under  a  given  potential  and  therefore  the  smaller  will  be  the 
deflection.  The  voltage  of  the  battery  must  be  the  same  in 
the  two  cases.     Calling  the  resistance  of  the  standard  box  R, 
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and  the  insiilation  resistance  of  the  cable  IRy  the  proportion 
will  be: 

D  :  D'  ::  IR  :  R. 
From  which 

D  X  R 


D' 


=  IR. 


It  is  probable  that  a  shunt  will  be  required  to  bring  the  deflec- 
tions of  the  galvanometer  within  the  range  of  the  scale  when  the 
resistance  box  R  is  in  circuit.  Assuming  a  shunt  with  a  multiply- 
ing power  of  1,000  to  be  used  and  a  deflection  obtained  in  this 
case  of  10  divisions,  the  equivalent  value  of  the  deflection  would 
be  10  times  1,000  or  10,000.  Assuming  the  resistance  in  the  box 
to  have  been  100,000  and  the  deflection  obtained  without  a 


Fig.  1 190. — Taking  deflection  on  cable  to 
ascertain  insulation  resistance  by  propor- 
tional deflection  method. 

shunt  when  the  cable  was  inserted  to  be  50  divisions,  the  value 
of  the  insulation  resistance  would  be : 

10,000  :  50  : :  //?  :  100.000. 
From  which 

10.000  X  100.000 


50 


=  20.000,000  ohms. 


Measurement  of  Capacity 

The  electro-static  capacity  of  a  cable  is  referred  to  in  two 
ways.  First,  the  mutual  capacity,  which  is  that  existing  between 
one  wire  and  the  other  wire  of  the  same  ])air  in  the  cable.  Second, 
the  total  capacity,  which  is  the  ca])acity  between  one  wire  and  the 
others  in  the  cable  bunched  together  and  grounded  on  the  sheath. 
The  mutual  capacity  is  usually  about  two-thirds  of  the  total 
capacity.     To  measure  the  capacity  of  a  cable  a  balastic  galva- 
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nometer,  a  standard  condenser  of  from  one  to  three  microfarads 
capacity,  a  double  contact  strap  key,  or  preferably  a  trigger  key, 
and  about  six  cells  of  battery  are  required.  The  connections, 
which  include  the  condenser,  are  first  arranged  as  in  Fig.  1191. 


Fig.  1191. — Taking  deflection  on  standard 

condenser. 


The  key  is  depressed  for  about  10  seconds,  allowing  the  battery  to 
charge  the  condenser  C.  The  key  is  then  released  and  the 
condenser  discharges  through  the  galvanometer.  The  throw  in 
divisions  is  called  T.     The  connections  should  then  be  changed 


Pig.  1192.— -Taking  deflection  on  cable  to  as- 
certain its  electrostatic  capacity. 

to  include  the  cable  whose  capacity  is  to  be  measured,  the  circuits 
being  as  in  Fig.  1 192.  Again  the  key  is  depressed  and  the  batter}^ 
allowed  to  charge  the  cable.  After  an  interval  of  about  10 
seconds  the  key  is  released  and  the  cable  discharged  through  the 
galvanometer.     The  deflection  so  obtained  is  called   7'.     The 
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capacities  in  the  two  cases  are  now  directly  proportional  to  the 
corresponding  throws  on  the  galvanometer.     Thus : 

T  :r  ::C  :  M.F. 

If  the  capacity  of  the  condenser  was  3  microfarads  and  the 
throw  obtained  thereon  was  5  divisions;  and  if  the  throw  ob- 
tained on  the  cable  was  20  divisions,  the  expression  would  be: 

20  X  3 


5  :  20  ::  3  :  M.F,  = 


5 


=   12. 


It  must  be  noted  that  in  measuring  the  insulation  resistance  an 
inverse  proportion  is  used,  while  in  the  measiu-ement  of  the 
capacity  a  direct  proportion  is  used.  The  insulation  resistance 
measurement  depends  upon  the  current  actually  flowing  through 
the  resistance.  The  capacity  measurement  depends  upon  the 
amount  of  current  or  charge  which  flows  into  the  conductor  and 
sheath  as  a  condenser  and  upon  the  absence  of  current  flowing 
through  the  insulation.     The  greater  the  resistance  involved  in 


P" 


Fig.  1193. — Voltmeter  method  of  measuring  insulation  resistance 

of  one  side  of  a  wiring  installation. 

the  insulation  resistance  the  less  will  be  the  deflection.  The 
greater  the  capacity  involved  in  the  capacity  measurement  the 
greater  will  be  the  quantity  of  electricity  stored  and  the  greater 
will  be  the  deflection. 

Resistance  Measurement  by  Voltmeter 

A  simple  means  of  measuring  the  resistance  of  the  insulation 
of  one  wire  of  a  circuit  or  any  other  resistance  of  limited  range 
is  illustrated  in  Fig.  1193.  Here  a  voltmeter  of  known  resist- 
ance is  connected  across  the  two  wires  of  a  generator.  The 
deflection  obtained  is  called  V\  One  side  of  the  voltmeter  is  then 
connected  to  the  ground  and  the  deflection  noted  as  the  current 
passes  from  the  upper  wire  through  the  voltmeter  to  the  ground 
and  back  through  the  insulation  to  the  lower  wire.     This  de- 
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flection  is  called  V.  The  deflection  in  the  two  cases  is  inversely 
proportional  to  the  resistances  through  which  they  are  obtained. 
If  R  is  the  resistance  of  the  voltmeter  and  /?'  the  insulation 
resistance  of  the  lower  wire,  then 

V  :V'  ::R\{R'  +  R). 
From  which 

R..(!^)-R. 

In  a  certain  case  a  deflection  of  112  volts  was  obtained  between 
the  two  wires  with  a  voltmeter  having  a  resistance  of  20,000 
ohms.  Between  the  upper  wire  and  the  ground  the  voltmeter 
read  3  volts.     Appljring  these  figures  in  the  above  equation : 


( 


112  X  20,000^  _  20,000  =  726,666  ohms. 


With  direct-current  circuits  and  voltmeters  having  a  range 
of  300  volts,  insulation  resistances  under  one  million  ohms  can 
very  readily  be  ascertained. 


SECTION  XXII  CHAPTER  V 

TELEPHONY 
CABLE  TESTING 

1.  Explain  how  a  leak  or  ground  may  be  detected  in  a  cable. 

2.  Explain  how  each  wire  in  a  cable  may  be  tested  to  determine  whether  or 
not  it  is  broken. 

3.  Explain  how  a  cross  may  be  detected  between  two  wires  in  a  cable. 

4.  How  may  a  certain  wire  be  identified  at  a  particular  point  in  a  cable 
without  removing  the  insulation  ? 

5.  How  may  wires  in  a  cable  be  tagged  and  arranged  in  pairs  so  that  a  tester 
at  the  remote  end  may  identify  the  pairs  without  going  back  and  forth  ? 

6.  Explain  a  method  of  measuring  the  insulation  resistance  of  a  cable  by 
comparison  with  a  standard  resistance,  employing  a  battery  and  galvanometer. 
State  proportion. 

7.  In  a  test  for  the  insulation  resistance  of  a  cable  by  the  preceding  method, 
the  deflection  of  a  galvanometer  obtaintnl  with  a  standard  resistance  of  200,000 
ohms  in  circuit  was  62  divisions,  when  the  galvanometer  was  shunted  with 
1  '09  of  its  own  resistance.  The  deflection  on  the  cable  when  the  galvanometer 
shunt  was  removed  was  124  divisions.     What  is  the  resistance  of  the  cable  ? 

8.  Explain  the  method  of  measuring  the  capacity  of  a  cable  by  comparison 
with  a  standard  condenser  employing  a  battery  and  galvanometer.  State 
proportion. 
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9.  If  the  capacity  of  a  standard  condenser  employed  in  the  above  test  was 
2  microfarads,  and  the  throw  obtained  on  the  galvanometer  therefrom  was  20 
divisions,  and  the  throw  obtained  on  the  galvanometer  from  the  cable  was 
32  divisions,  what  is  the  capacity  of  the  cable  ? 

10.  Distinguish  between  the  "mutual"  capacity  and  the  "total"  capacity 
of  a  cable. 

11.  Explain  the  "voltmeter"  method  of  measuring  the  insulation  resistance 
of  a  live  wire.    Give  formula. 

12.  Let  the  resistance  of  a  voltmeter  used  in  the  above  test  be  16,340  ohms. 
Let  the  voltage  across  the  generator  be  1 10  volts,  and  the  e.m.f .  between  the 
negative  wire  and  the  ground  be  6  volts.  What  is  the  insulation  resistance  of 
the  positive  wire. 

13.  How  may  this  method  be  adapted  for  rapidly  measuring  in  quick  succes- 
sion a  large  number  of  resistances  ? 

14.  The  e.m.f.  between  the  terminals  of  a  generator  measures  108  volts,  on 
a  voltmeter  having  a  resistance  of  18,250  ohms.  When  a  man  grasping  a  pair 
of  pliers  in  each  hand  is  looped  in  series  with  the  voltmeter  the  instrument 
reads  68  volts.     What  is  the  resistance  of  the  man's  body  ? 


SECTION    XXII 


CHAPTER  VI 


TELEPHONY 

CABLE  TESTING 

Where  one  wire  is  broken  in  a  cable  consisting  of  a  number  of 
wires  of  the  same  size,  the  broken  point  can  be  located  by  a 
"capacity**  measurement. 

Locating  a  Break  in  a  Cable 

In  Fig.  1194  the  length  of  the  section  to  the  break  C  bears 
the  same  relation  to  the  length  of  the  complete  wire  C,  as 
do  their  respective  capacities.  To  compare  their  capacities  a 
good  pair  C'-D  is  connected  in  one  a:m  of  a  Wheatstone  Bridge 
and  the  pair  containing  the  broken  wire  C-E  is  connected  in  a 


Fig.  1 194. — "Capacity  test "  to  locate  break  in  one  wire  of  cable  when 
a  good  duplicate  pair  is  availably  for  comparison. 

second  arm  of  the  bridge.  A  Fmall  induction  coil  /,  with  a  vibra- 
tor, energized  by  a  few  cells  of  battery,  should  be  employed  to 
furnish  alternating  current  to  the  bridge  instead  of  direct  current, 
and  a  telephone  receiver  T  should  be  employed  to  replace  the 
galvanometer  usually  found  on  the  bridge.  This  will  insure  an 
audible  indication  of  the  point  of  balance  instead  of  a  visible 
one.  The  capacity  of  the  broken  wire  and  its  mate  is  now  bal- 
anced against  the  capacity  of  a  perfect  pair  by  manipulation  of 
the  resistance  box  R.  When  a  balance  is  obtained  there  will 
be  no  sound  in  the  telephone  receiver.  Under  these  conditions 
A  :  R  \\  C  :  C .     From  which: 

A  X  C 


R 


=  C, 
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It  will  be  observed  that  while  a  direct  proportion  is  used  on  a 
Wheatstone  Bridge  when  all  four  arms  consist  of  resistance, 
when  two  of  the  arms  consist  of  capacity,  balanced  against 
resistance,  the  proportion  becomes  an  inverse  one. 
To  find  the  distance  to  the  broken  point, 

-^  X  L  «  feet  to  the  break. 

Where  L  =  total  length  of  the  cable  one  way. 

In  a  certain  case  A  was  100  ohms  and  R  was  200  ohms,  the 
length  of  the  cable  being  10,000  feet.     Applying  the  formula, 

^  X  10,000  =  5,000  feet  to  the  break. 

To  locate  a  break  in  a  cable  when  it  is  the  only  wire  in  the 
cable  and  no  other  wire  is  available  for  comparison,  it  is  neces- 


FiG.  1195. — "Capacity  test"  to  locate  break  in  cable  when  no  other  wire  is 

available  for  comparison. 

sary  to  measure  the  electro-static  capacity  of  the  two  broken 
sections,  each  from  its  own  end.  It  is  impossible  to  locate 
such  a  break  if  the  conductor  is  broken  and  grounded.  If  it 
is  broken  only  or  grounded  only  the  fault  can  be  located. 

To  locate  a  break  under  the  conditions  just  set  forth  the 
apparatus  employed  in  measuring  electro-static  capacity  should 
be  used  and  the  connections  shown  in  Figs.  1191  and  1192  em- 
ployed.    The  letters  used  in  Fig.  1195  have  the  following  values: 

D  =  total  length  of  the  cable  in  feet. 
F  =  distance  to  break  from  the  X  end. 
T  =  throw  on  the  cable  at  X  end. 
r'  =  throw  on  the  cable  at  the  Y  end. 
C  =  throw  on  the  condenser  at  X  end. 
C  =  throw  on  the  condenser  at  Y  end. 


586  Theoretical  and  Practical  Electrical  Engineering 

The  equation  for  determining  the  distance  to  the  break  from 
the  X  end  will  then  be: 

17  T  X  D 

F  = 


(^,  X  r)+  T 


If  the  throws  obtained  on  the  condenser  at  the  two  ends  are 
the  same,  the  ratio  of  -^^  disappears  and  the  equation  becomes: 

IT         T  X  D 

r  +  T 

From  this  it  is  evident  that  the  fonnula  is  derived  from  a 
simple  direct  proportion  in  which : 

T  :  (T'  +  T)  ::  F  :  D. 

From  which 

T  X  D    ^   p 

(r+  T) 

In  a  certain  case  T  =  20;  T'  =  10;  C  =  60;  C  =  60;  D  = 
30.000  feet. 
Applying  the  fonnula: 

20  X  30.000 


(i  X  10)   +  20 


=  20,000  feet  to  break. 


Location  of  Grounds 

It  is  not  sufficient  to  be  able  to  detect  a  ground  in  a  cable,  but 
it  is  necessary  also  to  locate  the  ground.  This  is  most  satis- 
factorily done  by  means  of  the  loop  tests.  Among  the  various 
schemes  that  have  been  developed,  two  will  be  considered:  The 
*'Varley"  loop  and  the  "Murray"  loop  tests. 

The  Varley  Loop  Test. — It  rarely  happens  that  any  ground  is 
of  zero  resistance.  Furthermore,  the  resistance  is  often  variable 
in  character.  If  this  variable  resistance  is  included  in  one  of 
the  arms  of  a  Wheatstone  Bridge  it  will  be  impossible  to  secure 
a  balance.  If,  however,  it  could  be  included  in  the  battery 
circuit  a  balance  could  be  readily  obtained  because  the  variation 
of  current  in  this  circuit  does  not  interfere  with  the  arms  of 
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fixed  resistance.  Where  a  spare  good  wire  is  available  for  test- 
ing the  circuit  is  arranged  as  in  Fig.  1196,  which  shows  the 
good  wire  and  below  it  the  bad  wire,  grounded  at  some  unknown 
point,  and  through  an  unknown  and  possibly  variable  resistance. 
In  the  Varley  loop  test  the  good  wire  and  the  bad  wire  are  con- 
nected together  in  the  form  of  a  loop  at  the  distant  end  of  the 
cable.     The  terminals  at  the  testing  end  are  connected  to  the  X 


Fig.  1196. — ^First  step:  measurement  of  loop  in  "Varley"  loop-test. 

arm  of  a  Wheatstone  Bridge  and  the  resistance  of  the  loop  is 
measured.  Let  this  equal  L.  Next  let  the  resistance  of  the 
groimded  wire  out  to  the  grounded  point  equal  X.  Let  the 
resistance  of  the  good  wire  out  the  other  distant  end  and 
back  over  the  grounded  wire  to  the  grounded  point  equal  Y. 
Then  X  +•  V'  =  L.  The  connections  are  then  changed  ^s 
shown  in  Fig.  1197.     The  only  alteration  is  that  the  positive 
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Fig.  1197. — Second  step  in  "Varley"  loop-test. 

terminal  of  the  battery  is  removed  from  the  X  binding  terminal 
on  the  bridge  and  swung  to  the  ground.  This  adds  the  portion 
of  the  grounded  wire  out  to  the  grounded  point  in  series  with 
the  R  arm  of  the  bridge  and  makes  the  unknown  arm  consist 
of  the  good  wire  and  the  remote  portion  of  the  grounded  wire 
back  to  the  grounded  point.  About  50  cells  of  battery  are  used 
to  overcome  the  possible  high  resistance  of  the  ground  and  the 
bridge  should  again  be  manipulated  for  a  new  balance.  A 
balance  will  be  obtained  when : 

A  :  B  ::  (R  +  X)  :  \\ 


0 
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Then: 

^x(^+^  =  y.  (1) 

AsX+y  =  L,  y  =  L-x. 

Substituting  this  value  of    Y  in  equation  (1),  and  clearing 
gives : 

-^ ^  L-  X. 

BR  +  BX  =  AL  -  AX. 

AX  +  BX  ==  AL  ^  BR 
X  (A  +  S)  =  AL  -  BR\ 

AL  -  BR 


Transposing: 


X  = 


A  +  B 


The  value  of  L,  in  this  equation,  is  obtained  from  the  first  test, 
and  the  values  oi  A,  B,  and  7?,  from  the  second  test. 

In  a  certain  example  the  measurement  of  the  loop  gave  a 
value  for  L  of  32.8  ohms  in  the  first  measurement.  Changing 
the  connections  for  the  second  measurement  a  balance  was  ob- 
tained when  A  =  1000,  B  =  100,  and  R  =  253.  *  The  cable 
was  8,000  feet  long. 

Applying  the  formula: 

AL  -  BR 


X  = 


A  +  B 


V        (1.000X32.8)  -  (100X253)        ^  „,    . 

^ 1,000  +  100 ^-^^  °''"''- 

This  is  the  resistance  along  the  bad  wire  to  the  ground.  As 
the  cable  is  8,000  feet  long,  the  length  of  the  loop  is  16,000  feet. 

Y  X  D  will  therefore  be  the  distance  along  the  bad  wire  to  the 

ground. 

j^  X  16,000  =  3,321  feet  to  ground. 

Sometimes  the  distance  obtained  by  the  calculation  is  greater 
than  the  resistance  of  one  length  of  the  cable.  This  is  because 
the  two  wires  entering  the  unknown  arm  of  the  bridge  in  the 
second  test  become  crossed.     In  that  case  the  distance  obtained 
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is  the  distance  out  over  the  good  wire  and  back  over  the  bad 
wire  to  the  grounded  point. 

The  Murray  Loop  Test. — The  Murray  loop  test  is  generally 
used  on  telephone  cables.  It  is  not  considered  quite  as  accurate 
as  the  Varley  test,  but  is  somewhat  simpler  in  its  final  application. 

The  scheme  is  similar  to  the  Varley  and  the  first  test  for  the 
measurement  of  the  resistance  of  the  loop  is  identical  with  the 


Fig.  1198. — First  step  in  "Murray"  loop  test. 

Varley.  This  is  shown  in  Fig.  1198.  Here  the  resistance  of  thp 
entire  loop  is  called  r.  The  resistance  of  the  bad  wire  out  to  the 
grounded  point  is  a.     The  value  of  r  is  obtained  by  the  expression : 

A  :  B  ::  R  :  r. 

The  connections  are  next  altered  to  those  shown  in  Fig.  1199. 
This  is  radically  different  from  the  second  Varley  test.  The  B 
arm  of  the  bridge  is  plugged  up  and  not  used.     The  connections 


Fig.  1199. — Second  step  in  "Murray"  loop  test. 

of  the  galvanometer  are  altered  as  well  as  those  of  the  battery. 
The  theoretical  arrangement  is  as  shown  in  Fig.  1200.  It  will 
be  observed  that  a  is  a  part  of  r.  r  therefore  includes  both 
arms  of  the  right  side  of  the  bridge.  The  proportion  by  which 
a  is  obtained  will  now  be : 


from  which 


R:  (A  +  R) 

R  X  r 
A  +  R 


a  :  r, 


=  a. 
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Also  -  X  Z)  =  distance  in  feet   to  the  defect.     Combining 


these  expressions  gives: 

RX  r  X  D  ^  R  X  D 
(A  +  R)Xr        A  +  R 


=  d  =  distance  to  ground. 


It  will  be  observed  that  when  the  two  eqiiations  are  thus  com- 
bined the  value  of  r,  the  resistance  of  the  loop,  is  eliminated 
entirely  and  the  first  test  may  be  omitted.     Thus : 

R  X  r 

When  r  =  resistance  of  loop  in  ohms. 

a  =  resistance  to  ground  in  ohms. 

and 

R  X  D  _    . 
A  +  R 

When  D  =  length  of  loop  in  feet. 

d  =  length  to  ground  in  feet. 

In  a  certain  example  the  connections  were  made  as  in  Fig.  1199 
when  A  =  100  ,  R  =  25;  with  a  cable  5,000  feet  long  giving  D  = 
10,000  feet. 


Fig.  1200. 
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Applying  the  formula: 

R  X  D  ^    . 
A  +  R         ' 

25  X  10,000 


100  +  25 


=  2,000  feet  to  ground. 


The  Scarlett  Test.— The  ^'Scarlett'*  test  is  a  method  of  deter- 
mining the  resistance  of  a  wire  of  imknown  resistance  B,  which 
may  be  composed  of  several  sections  of  different  sizes,  as  for 


L2»10 


^s— 

Fig.  1201.— "Scarlett"  test. 

example  No.  19  in  a  cable  under  ground  and  No.  22  in  an  aerial 
cable.  The  object  in  determining  the  resistance  of  the  wire  is  to 
permit  the  use  of  the  Varley  or  Murray  loop  tests  to  locate  the 
ground  on  a  wire  of  uniform  resistance  at  the  point  X,  Fig.  1201. 
This  could  not  be  done  without  a  knowledge  of  the  resistance  of 
the  good  wire  to  be  used  in  connection  with  it  to  form  a  loop, 
because  the  wires  B  and  C  are  not  of  equal  resistance,  and  B  is 
not  of  uniform  resistance. 

This  test  is  performed  by  making  three  loop  measurements. 
All  three  wires  are  connected  together  at  the  distant  end  of  the 


5 
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Fig.  1202. 

cable.  At  the  testing  end  a  measurement  is  made  first  between 
A  and  B,  second  between  B  and  C,  and  third,  between  A  and 
C.     Then:  LI  +  L2  -  L3  =  2B. 

To  illustrate  the  application  of  this  rule  let  it  be  supposed  that 
A  has  a  resistance  of  4  ohms,  B,  6  ohms  and,  C,  8  ohms.  The 
loopmeasurements  would  then  give  LI  =  14;  L2  =  10,  L3  =  12. 
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Applying  the  formula  will  give  14  +  10—12   =   12.     As  this 

12 

is  twice  the  resistance  of  the  wire  B,  -y    =    6  ohms.  This  is  the 

resistance  of  B.  This  wire  may  now  be  used  in  connection 
with  C  for  a  loop  measurement,  from  which  the  location  of  the 
ground  can  be  determined.  • 

In  Fig.  1202,  a  cross  between  wires  B  and  C  can  be  located 
by  the  Varley  or  Murray  loop  tests  by  using  C  as  the  ground  and 
the  defect  as  the  grounded  point  on  B  where  A  is  used  as  the 
good  wire  to  form  the  loop. 

SECTION  XXII  CHAPTER  VI 

TELEPHONY 
CABLE  TESTING 

1.  Explain  how  a  break  in  one  wire  of  a  pair  in  a  cable  may  be  located 
when  a  perfectly  good  pair  of  wires  of  the  same  gauge,  in  the  same  cable  are 
available  for  comparison.     Sketch  connections  and  give  formula. 

2.  In  the  above  test,  let  A  equal  100  ohms  and  R  equal  648  ohms  in  a  cable 
5,300  feet  long.     What  is  the  distance  to  the  break  ? 

3.  In  a  similar  test,  A  equals  100  ohms  and  R  equals  273  ohms,  when  a 
balance  is  obtained  on  a  cable  6,850  feet  long.  What  is  the  distance  to  the 
break  ? 

4.  Explain  the  scheme  of  the  Varley  loop  test  in  locating  a  ground  on  one 
wire  in  a  cable  when  a  good  wire  of  the  same  size  in  the  same  cable  is  available 
for  testing.     Give  formula. 

5.  In  a  Varley  test,  the  resistance  of  the  loop  measures  46.5  ohms.  In  the 
second  measurement  a  balance  was  obtained  when  A  was  1,000  ohms,  B  was 
100  ohms  and  R  was  328  ohms.  The  cable  was  6,400  feet  long.  Required 
the  distance  to  the  grounded  point. 

6.  In  a  Varley  test  the  rcsistaqpe  of  the  loop  measures  24.6  ohms.  In  the 
second  measurement  a  balance  was  obtained  when  A  was  1,000  ohms,  B  100 
ohms  and  R  was  416  ohms.  The  cable  was  5,400  feet  long.  Required  the 
distance  to  the  grounded  point. 

7.  Explain  the  scheme  of  the  Murray  loop  test.  What  is  its  advantage 
over  the  Varley  test  ?     Give  formula. 

8.  In  a  Murray  loop  test  the  value  of  A  was  100  ohms  and  R  was  48.2 
ohms  when  a  balance  was  obtained.  The  cable  was  4,750  feet  long.  Required 
the  distance  to  the  grounded  point. 

9.  In  a  Murray  loop  test  the  value  of  A  was  100  ohms  and  R  was  37.6  ohms 
when  a  balance  was  obtained.  The  cable  was  6,250  feet  long.  Required  the 
distance  to  the  jjrounded  point. 

10.  Explain  the  object  of  the  Scarlett  test.     Give  formula. 

11.  In  a  certain  test  to  determine  the  resistance  of  wire  B  by  the  Scarlett 
method,  the  resistance  of  the  loop  consisting  of  A  and  B  was  24  ohms,  that  of 
B  and  C  was  26  ohms,  and  that  of  A  and  C  22  ohms.  What  was  the  resistance 
of  B? 


SECTION  XXII  CHAPTER  VII 

TELEPHONY 

INSTRUMENTS  FOR  THE  MEASUREMENT  OF 
POTENTIAL  AND  RESISTANCE 

If  a  voltmeter  is  placed  across  a  cell  of  battery  it  indicates  the 
delivered  voltage  and  not  the  generated  voltage.  The  delivered 
voltage  is  less  than  the  generated  voltage  by  the  amount  lost  in 
the  cell  due  to  internal  resistance.  If  two  voltmeters,  one  of  com- 
paratively high  resistance  and  one  of  comparatively  low  resist- 
ance, are  used  to  measure  the  voltage  of  a  cell  of  battery  they 
may  give  different  indications  even  though  both  are  accurately 
calibrated  instruments.  This  is  because  the  larger  cturent 
drawn  by  the  voltmeter  of  lower  resistance  involves  a  larger 
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Fig.  1203. — Simple  potentiometer. 

drop  in  potential  in  the  cell  than  the  higher  resistance  voltmeter. 
An  accurate  indication  of  the  actual  voltage  produced  by  the 
battery  cannot  therefore  be  readily  obtained. 

The  Potentiometer 

The  potentiometer  is  a  device  for  measuring  the  potential 
of  an  electrical  source  by  comparing  it  with  a  standard  source 
which  does  not  require  current  to  be  passed  through  the  source 
under  test  when  its  indication  is  obtained. 

In  its  simplest  form  the  potentiometer  consists  of  a  high 
resistance  wire  A-B,  Fig.  1203,  stretched  over  a  uniformly 
divided  scale  of  preferably  1,000  even  divisions.  Across  the 
terminals  of  this  wire  is  impressed  the  voltage  of  a  storage 
battery  S,  preferably  of  five  cells.  The  10  volts  produced  by  the 
battery  falls  uniformly  through  the  slide  wire  from  B  to  A.  If 
the  scale  consists  of  1,000  divisions,  every  100  divisions  will  cor- 
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respond  to  one  volt.     If  now  a  cell  of  batter^'  E  is  connected  in  ] 
series  with  a  galvanometer  and  the  terminal  A  of  the  slide  wire, 
while  the  other  terminal  of  the  circuit  is  touched  on  the  shde   ] 
wire  at  C,  it  will  be  found  that  the  current  may  or  may  not  flow 
through   E,   depending  upon   the   potential.     If   the   potential 
at  the  point  C  is  higher  than  that  of  the  battery  E,  current  will 
flow  from  the  slide  wire  into  the  branch  circuit  through  E  and 
C  and  the  needle  will  deflect.     If  the  potential  of  the  point  C  is 
tower  than  that  of  the  cell  E.  current  will  flow  the  other  way  from 
E  to  the  point  C  and  through  the  slide  wire  back  through  A 
and  G.     This  will   cause   the  galvanometer  to  deflect   in   the 
opposite  direction.     It  wifl  be  evident  that  there  will  be  one 
particular  point  of  balance  where  the  potential  at  C  on  the  shde  | 
wire  is  exactly  equal  to  the  voltage  of  the  cell  E  against  which   I 
it  is  balanced.     If  E  were  a  standard  Weston  cell  giving  1.019   I 


Fig.  12(M. — Improved  potentiometer. 

volts,  this  point  of  balance  would  be  101.9  divisions  along  the  i 
scale  from  A.     The  difficulty  with  this  instrument  in  its  crude 
form  is  that  the  storage  battery's  voltage  is  such  that  each  scale   ' 
division  will  not  represent  exactly  Koo  of  a  volt. 

An  improved  arrangement  of  the  potentiometer  is  shown  in   I 
Fig.  1204.     Here  a  storage  battery  is  employed  as  before  but 
the  circuit,  after  passing  through  the  galvanometer,  branches   i 
from  a  standard  cell  E.  to  a  cell  of  unknown  voltage  whose  electro- 
motive-fore:;   it  is  desired   to  ascertain.     The  standard  cell  is 
balanced  on  the  slide  wire  experimentally  at  the  point  D.     The   i 
cell  A',  whose  voltage  is  unknown,  is  independently  balanced 
at  the  point  F.     When  these  two  points  of  balance  have  been 
found,  the  voltage  of  the  unknown  cell  may  be  calculated  from 
the  proportion : 

E  :X  r.AD-.AF 
Where  A-D  and  A-F  represent  the  respective  lengths  of  the  ] 
resistance  wire  A-B  and  not  their 
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It  is  therefore  not  necessary  that  the  value  of  each  division 
shall  be  exactly  J^oo  of  a  volt  but  only  important  that  the  voltage 
shall  not  have  changed  upon  the  terminals  A-B  between  the 
time  when  the  standard  cell  E  is  balanced  at  D  and  the  cell  X 
is  balanced  at  F. 

By  using  an  extended  scale  or  external  volt-box,  voltmeters 
may  be  calibrated  by  comparing  them  with  a  standard  cell 
which  gives  the  proportionate  value  for  each  division  on  the 
wire  A-B.     Fig.  1205  shows  the  actual  diagram  of  connections 


Fig.  120S.— Actual 


colnmercial  potentiometer. 


in  a  commercial  form  of  potentiometer  manufactured  by  The 
Leeds  and  Northrup  Company.  Ammeters  may  be  calibrated 
by  measuring  the  drop  across  a  shunt  of  known  resistance  placed 
in  series  with  the  ammeter.  Potentiometers  are  usually  made 
to  measure  potentials  up  to  and  including  1.6  volts.  If  it  is 
desired  to  accurately  measure  potentials  higher  than  this  a  volt- 
box  may  be  used.  The  connections  of  a  volt-box  as  used  in  the 
calibration  of  a  voltmeter  are  shown  in  Pig.  1206.  Assuming 
that  it  is  desired  to  calibrate  the  voltmeter  at  150  volts,  the 
voltmeter  and  the  150-volt  terminals,  E  and  G  are  connected 
across  the  source  C-D.    The  terminals  from  F-G  are  connected 
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to  the  e.m.f.  terminals  of  the  ordinary  potentiometer.  The 
resistance  of  the  volt-box  between  F  and  G  is  exactly  one  one- 
hundredth  of  the  resistance  between  E  and  G  and  the  drop  at 
these  points  will  be  in  direct  ratio  to  the  resistances.     It  is  then 


—1.5  E.- 

A  B 

Fk;.  1206. — Circuits  in  potentiometer  for  measuring  voltage. 

evident  that  when  the  potentiometer  shows  1.5  volts  at  A-B, 
there  must  be  exactly  150  volts  at  £-6".  Similarly,  multiplying 
the  potential  at  A-B  by  one  hundred  will  give  the  voltage  at 

SHUNT 


Fk;.  1207. — Circuits  in  potentiometer  for  measuring  current. 

E-C  for  any  value  of  line  voltage  less  than  150.     Volt-boxes  may 
be  made  for  any  desired  range. 

Ammeters  may  be  calibrated  by  connecting  the  ammeter  in 
series  with  a  standard  shunt  as  shown  in  Fig.  1207.  The  drop 
across  this  shunt  at  A-B  is  measured  by  the  use  of  a  potentio- 
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meter  and  since  the  resistance  of  the  shunt  is  known,  the  current 
passing  through  the  ammeter  may  be  readily  calculated  with 
great  accuracy. 

The  Megger 

When  measuring  very  high  insulation  resistances  it  is  not  neces- 
sary to  find  the  exact  resistance.  It  is  only  important  to  know  that 
the  insulation  is  above  or  below  a  certain  standard.  A  practical 
instrument  for  measurements  of  this  sort  is  known  as  the  Megger. 
It  is  so  designed  that  the  terminals  may  be  connected  across  the 
insulation  of  any  wire  or  cable  and  by  turning  a  handle  an  approx- 
imate indication  of  the  actual  resistance  is  immediately  shown 


Fig.  1208.— Magneti 


by  the  position  taken  by  a  needle  on  the  scale.  The  principle  of 
this  instrument  is  illustrated  in  Fig.  120S.  D  is  the  armature 
of  a  small  direct- current  generator,  which,  by  means  of  an  ex- 
ternal handle,  i?  geared  to  be  rotated  between  the  poles  of  per- 
manent magnets  M-M.  In  a  gap  in  the  other  end  of  these  two 
bar  magnets  are  two  more  soft  iron  pole  pieces  between  which  is 
fastened  a  soft  iron  cylinder,  0,  with  a  section  cut  away  on  the 
left.  A  coil  of  fine  wire,  A,  called  the  current  coil,  surrounds 
this  cylinder  and  is  arranged  to  rotate  on  a  vertical  support. 
Two  other  coils,  called  the  pressure  coils  B-B',  are  rigidly  attached 
to  the  same  support.  One  of  these  coils,  B',  is  arranged  to 
thread  itself  over  a  section  of  the  iron  cylinder  O,  and  the  other 
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coil,  B,  surrounds  a  peculiarly  shaped  comer  or  horn  of  the 
soft  iron  pole  piece  T.  Attached  to  the  shaft  which  carries  the 
three  movable  coils  is  a  pointer  F,  which  travels  over  the  scale 
K.  This  shaft  is  supported  in  sapphire  jewels.  The  general 
appearance  of  these  coils,  the  manner  of  mounting,  and  the 
method  of  feeding  current  to  them  is  shown  in  Fig.  1209,  R  and 
S,  Fig.  1208,  are  resistance  coils  while  X-X  represent  the  termi- 
nals on  the  outside  of  the  case 
to  which  the  external  resistance 


should  be  connected.  Current  from  the  generator  armature  has 
two  paths  open  to  it.  One  is  from  the  positive  brush  and  through 
the  coil  l<  and  thence  through  the  coils  B-B'  and  back  to  the 
negative  terminal  of  the  generator.  The  other  is  di recti v 
through  the  resistance  of  the  external  circuit  via  .Y-A',  back 
through  .'->■  anil  l!u'  coil  A  to  the  negative  side  of  the  generator. 
The  lirst  path  is  through  a  closed  circuit  of  unvarying  resistance 
so  th;it  witli  a  given  e.m.f.  tlie  current  therein  is  constant.  On 
the  other  hand  the  current  which  the  e.m.f.  can  maintain  in  the 
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other  circuit  is  dependent  upon  the  resistance  between  A'  and  X, 
through  the  external  insulation.  Current  through  the  coils 
B~E'  tends  to  oppose  the  permanent  magnetism  and  these  coils 
tend  to  move  away  from  the  iron  cores  which  they  surround  into 
B  position  of  weaker  magnetic  flux.  Current  in  the  coil  A  tends 
to  move  the  system  in  the  opposite  direction.  When  current 
flows  through  both  sets  of  coils  at  once,  the  two  forces  being  in 
opposition,  the  entire  system  will  take  up  a  position  dependent 
upon  the  relative  strength  of  the  currents  in  the  two  circuits. 
If  the  resistance  across  A' -A'  is  low,  coil  A  becomes  the  stronger 
and  the  needle  F  remains  on  the  P  end  of  the  scale.     If  the 


Fig.  12U. — General  appearance  of 

resistance  externally  is  high,  coil  A  becomes  the  weaker  and  the 
tendency  of  B-B'  to  move  downward  increases  and  the  needle 
moves  toward  the  [■'  end  of  the  scale.  The  scale,  Fig.  1210,  is 
calibrated  so  that  it  reads  the  resistance  in  ohms  across  X-X 
directly.  As  a  change  in  eiectro-motive-force  and  current  affects 
both  circuits  alike,  the  readings  are  independent  of  the  speed  of 
the  generator,  which  can  be  rotated  by  hand  at  any  convenient 
speed.  The  e.m.f.  of  the  generator  is  from  100  to  1,000  volts. 
The  instruments  are  made  with  a  range  of  from  0  to  10  megohms 
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with  moderate  voltage  generators,  and  from  10  to  2,000  m^ohms 
with  high  voltage  generators.  It  affords  a  simple  and  practical 
method  of  approximating  with  stifficient  accuracy,  the  insulation 
resistance  of  any  system.  The  general  appearance  of  the 
complete  instnmient  is  shown  in  Fig.  1211. 


SECTION  XXII  CHAPTER  VII 

TELEPHONY 

INSTRUMENTS  FOR  BfEASUREBfENT  OF  POTENTIAL  AND 

RESISTANCE 

1.  Explain  the  principle  of  a  simple  potentiometer.    Sketch. 

2.  Explain  the  defect  in  the  simplest  form  of  potentiometer  and  show  how 
it  is  overcome  in  the  improved  form.     Sketch. 

3.  Explain  how  the  potentiometer  is  used  for  calibration  of  a  voltmeter. 
Sketch. 

4.  Explain  how  the  potentiometer  is  used  for  the  calibration  of  an  ammeter. 
Sketch. 

5.  Explain  the  construction  and  principle  of  operation  pf  the  "Megger." 
Sketch  circuits.     For  what  kind  of  measurements  is  it  particularly  adapted  ? 


SECTION  XXIII  CHAPTER  I 

TELEGRAPHY 

SIMPLE  TELEGRAPH  SYSTEMS 

The  development  of  the  electric  telegraph,  like  most  inven- 
tions, has  been  a  gradual  process.  In  1821  Ampere  suggested 
in  Paris  that  a  galvanometer  be  used  for  the  transmission  of 
signals  according  to  a  pre-determined  code.  In  1831  Joseph 
Henry  used  electro-magnets  in  New  York  for  the  purpose  of 
transmitting  signals  read  by  audible  sounds.  In  1837  Samuel 
F.  B.  Morse  developed  the  dot-and-dash  telegraph  system  in 
which  the  signals  were  printed  on  a  strip  of  moving  paper.  The 
same  year  Wheatstone  in  London,  introduced  the  needle  tele- 
graph in  which  the  electric  signals  were  made  visible  at  the  re- 


FiG.  1212. — Wheatstone  needle  telegraph. 

ceiving  point.  In  the  same  year  Steinheil  discovered  that  the 
earth  could  be  used  for  the  return  of  electrical  currents  so  that 
only  one  wire  would  be  required. 

The  Wheatstone  Needle  Telegraph 

A  simple  form  of  the  needle  telegraph  is  illustrated  in  Fig. 
1212.  A  galvanometer  was  mounted  in  an  upright  position 
with  an  index  needle  on  its  face  moving  between  two  stops.  A 
battery  and  two  double  contact  keys  were  employed  with  circuits 
to  the  distant  instrument  as  shown.  When  the  key  A  was 
depressed  the  negative  side  of  the  battery  was  connected  to  the 
lower  wire  or  ground  side,  the  positive  side  already  being  in 
circuit  through  the  upper  contact  of  key  B  with  the  instrument 
C,  the  line  L,  the  distant  instrument,  D,  the  upper  contacts  of 
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the  keys  E  and  F  and  the  return  circuit.  As  the  current  went 
out  through  the  home  instrument  to  the  line  this  was  designated 
as  a  positive  current.  Should  the  key  B  be  depressed  the  nega- 
tive side  of  the  battery  was  connected  to  line,  the  positive  side 
being  already  in  contact  with  the  retiun  circuit.  This  was  called 
sending  a  negative  current  to  line.  The  galvanometers  deflected 
in  the  opposite  direction.  Deflections  to  the  right  corresponded 
to  dots  and  to  the  left  to  dashes. 

Early  Morse  System 

The  early  Morse  system  employed  telegraph  type  which  was 
set  in  a  frame  and  made  contact  between  the  terminals  of  an 
electrical  circuit  for  a  greater  or  less  interval  so  that  the  trans- 


FiG.  12L?. — "Open  circuit*'  telegraph  system. 

mission  was  mechanical.  A  printing  register  was  employed  to 
print  these  signals  upon  a  tape.  The  sending  and  receiving  was 
thus  made  automatic.  The  original  conception  was  that  of  a 
printing:  telegraph  and  there  was  no  thought  at  that  time  of  the 
possibility  of  sending  by  hand  or  reading  by  sound.  Notwith- 
standing the  strict  regulations  of  the  companies  in  the  early  days 
forbidding  the  receiving  of  messages  by  sound,  operators  very 
quickly  came  to  understand  the  code  and  were  able  to  distinguish 
between  the  forward  movement  of  the  armature  and  the  back 
stroke,  measuring  the  duration  of  the  closure  of  the  circuit,  so 
that  dots  and  dashes  could  readily  be  understood. 

Open-Circuit  System 

The  open-circuit  system  of  telegraphy  has  been  used  abroad 
to  a   considerable    extent;  see   Fig.   1213.     The  main   electro- 
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magnets  connect  in  series  through  a  line  circuit  and  the  back  stop 
on  the  keys  with  the  ground.  Pressing  of  the  key  at  either  end 
of  the  circuit  sends  a  current  through  the  line  and  both  instru- 
ments in  series.     The  batteries  are  both  normally  on  open  circuit. 

Closed-Circuit  System 

In  America  the  closed-circuit  system  shown  in  Fig.  1214  is 
preferred.  Here  a  short-circuiting  switch,  5,  placed  normally 
around  the  contacts  of  the  key  is  employed,  so  that  it  holds  the 
line  closed  and  the  armatures  on  both  instruments  are  held  down. 
To  send  a  signal,  it  is  first  necessary  to  open  the  short-circuiting 
switch,  5,  which  releases  both  armatures.  Depressing  the  key 
at  the  point  where  the  switch  was  opened  now  energizes  both 


Fig.  1214. — "Closed-circuit"  telegraph  system. 

instruments.  When  through  sending,  the  switch,  5,  is  again 
closed.  The  line  may  then  be  controlled  from  any  other  station 
by  opening  the  switch,  5,  at  that  point  and  manipulating  the  key. 

Use  of  Relays 

To  avoid  the  necessity  of  using  a  large  current  in  the  line, 
the  main  line  instruments  arc  wound  for  high  resistance  and  a 
small  current  of  from  20  to  80  milamperes  under  a  considerable 
voltage,  is  passed  through  the  circuit.  Such  a  circuit  is  illus- 
trated in  Fig.  1215,  which  represents  three  stations.  The  main 
line  relays  A,  B  and  C  are  wound  for  about  150  ohms  each  and  the 
circuit  is  normally  closed.  It  is  an  advantage  to  divide  the 
batteries  between  the  two  ends  of  the  line  as  shown,  as  this  tends 
to  minimize  leakage.  At  every  station  the  relay  carrying  the 
main  line  current  is  caused,  upon  its  forward  stroke,  to  close  a 
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pair  of  local  contacts  D-E  which  permits  a  local  battery  F,  con- 
sisting of  three  or  four  blue-stone  cells,  to  send  a  current  through  a 
sounder  5,  wound  for  about  4  ohms  resistance,  thereby  causing 
its  armature  to  move  in  a  vertical  plane,  striking  a  blow  upon  an 
anvil,  thus  giving  a  sharp  sotuid.  The  impulse  in  the  main  line 
may  be  so  feeble  as  to  barely  bring  the  contacts  of  the  local  cir- 
cuit together  but  the  impulse  is  thereby  relayed  into  the  local 
circuit  where  there  is  ample  power  to  energize  the  sounder. 
The  local  circuit  including  sounder  is  duplicated  at  every  station 
on  the  line.  In  large  cities  the  local  battery  is  omitted  and  the 
sounders  are  wound  with  a  high  resistance  and  designed  to  operate 
in  series  with  another  resistance  directly  upon  the  city  electric 
light  circuit. 

The  first  Morse  system  was  installed  between  Washington  and 
Baltimore  in  1843  and  1844  through  an  appropriation  secured  by 


Fig.   1215. — "Closed -circuit"  telegraph  system  for  three  or   more 
stations,  showing  main  and  local  circuits. 

Morse  from  Conj^jrcss  of  $30,000.  The  first  message  was  sent 
over  this  line  on  May  27.  1844,  and  was  taken  from  Numbers. 
23(1  Chapter,  23d  verse,  and  read:  *'What  hath  God  wrought"? 
The  first  Morse  relay  weighed  180  pounds.  The  modem  relay 
wei>::hs  about  2  pounds. 

TjTpes  of  Relays 

Simple  Relays. — There  is  a  variety  of  relays.  Those  shown 
at  /l-/^-('  in  Fi^.  1215  are  known  as  simple  relays  and  respond 
to  a  current  in  either  ('ireetion,  weak  or  strong. 

Polarized  Relays. — Next  in  order  comes  the  polarized  relay. 
Tliis  responds  t(^  a  current  in  one  direction  only  but  this  current 
may  he  weak  t>r  strong.  A  permanent  steel  magnet  with  poles 
A'-w'^'  as  shown  in  Fig.  1216,  has  a  soft  iron  electro-magnet  mounted 
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upon  it.  A  soft  iron  polar  projection  acts  as  an  extension  of 
the  north  pole  so  that  the  flux  comes  down  to  the  point  N'.  A 
small  spring,  B,  is  employed  to  hold  the  soft  iron  tongue  nor- 
mally in  the  position  shown.  As  the  current  flows  through  the 
coils  in  the  direction  of  the  arrows  the  poles  of  the  electro- 
magnet become  S-N.  The  action  upon  the  tongue  is  to  hold  it 
definitely  in  the  same  position  as  that  in  which  the  spring  pulls 
it.  If,  however,  the  current  is  sent  in  the  reverse  direction 
through  the  electro-magnets,  the  polarity  of  these  poles  is 
reversed.  5  is  changed  to  N  and  N  changes  to  5.  This  causes 
the  tongue  to  swing  from  the  position  shown  in  full  to  the  dottel 
position  thereby  closing  the  contacts  of  a  local  circuit  between 
two  wires  C-D,  which  may  be  used  to  energize  a  sounder.  The 
polarized  relay  may  thus  be  made  to  respond  to  a  current  in  one 


r^^j^ 


Fig.  1216. — Polarized  relav 


direction  only,  while  reverse  currents  have  no  effect  upon  it. 
It  may  also  be  used  as  a  very  sensitive  simple  relay  by  passing 
the  current  in  the  proper  direction.  A  non-polarized  relay 
requires  that  all  of  the  magnetism  employed  in  producing  action 
shall  be  developed  by  the  electric  current.  In  a  polarized  relay 
a  powerful  permanent  magnet  is  used  to  begin  with,  and  on  this 
as  a  fulcrum,  a  very  feeble  electric  current  may  be  made  to 
produce  a  powerful  result. 

*  Neutral  Relays. — A  neutral  relay  consists  of  an  ordinary 
simple  relay  in  which  the  retractile  spring  has  been  set  with 
sufficient  tension  to  prevent  the  armature  closing  the  local 
circuit,  save  with  a  heavy  current.  Such  a  relay  responds  to 
currents  of  proper  strength  in  either  direction  but  does  not 
respond  to  a  weak  current. 
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Differential  Relays. — The  principle  of  the  differential  relay  is 
shown  in  Fig.  1217.  The  electro-magnet  M  is  wound  with  two 
coils  side  by  side,  A-A*  and  B-B',  These  coils  have  the  same 
number  of  convolutions  and  are  sittiated  the  same  relative  dis- 
tance from  the  core  throughout.  If  i4'  is  connected  to  B  and 
the  current  admitted  at  the  point  C,  it  will  pass  in  opposite 
directions  through  the  two  windings.  If  these  currents  are  equal 
in  amount  the  relay  will  be  unaffected  thereby.  Yet  if  a  cur- 
rent passes  in  either  direction  through  one  of  the  windings  or  in 
the  same  direction  through  both  windings  the  relay  will  respond. 


|C 
Fig.  1117. — Principle  of  differential  relay. 

Differential  Neutral  Relays. — The  neutral  relay  which  is  a 
simple  relay  with  a  strong  spring,  may  also  be  differentially 
wound.  To  operate  it  would  now  require  that  the  current  shall 
not  only  be  of  sufficient  strength  to  overcome  the  retractile  spring, 
but  also  that  the  current  in  one  winding  shall  have  a  sufficient 
excess  of  strength  over  that  in  the  other  winding. 

Differential  Polarized  Relays. — The  polarized  relay,  which 
responds  to  a  current  in  one  direction  only,  may  also  be  differenti- 
ally wound.  To  operate  it  would  now  require  that  the  current 
shall  not  only  flow  in  the  right  direction,  but  that  it  shall  also  be 
of  sufficient  strength. 

Summary. — For  telegraphic  purposes  the  various  types  of 
relays  required  may  therefore  be  summarized  as  follows: 

Simple  relays, 

Polarized  relays, 

Neutral  relays. 

Differential  relays, 

Differential  neutral  relays, 

Differential  polarized  relays. 
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SECTION  XXIII  CHAPTER  I 

TELEGRAPHY 
SIMPLE  TELEGRAPH  SYSTEMS 

1.  Explain  the  "Wheatstone"  needle  telegraph.     Sketch. 

2.  Explain  the  "open -circuit"  Morse  telegraph  system  for  two  stations. 

3.  Explain  the  "closed-circuit"  Morse  telegraph  system  for  two  stations. 

4.  Explain  the  "closed-circuit"  system  for  four  stations,  including  main 
line,  relays,  keys  and  local  sounders  and  batteries. 

5.  Explain  the  principle  and  operation  of  a  simple  relay.     Sketch. 

6.  Explain  the  principle  and  operation  of  a  polarized  relay.     Sketch. 

7.  Explain  the  principle  and  operation  of  a  neutral  relay.     Sketch. 

8.  Explain  the  principle  and  operation  of  a  differential  relay.     Sketch. 

9.  Explain  the  principle  and  operation  of  a  differential  polarized  relay. 
Sketch. 

10.  Explain  the  principle  and  operation  of  a  differential  neutral  relay. 
Sketch. 
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TELEGRAPHY 

DUPLEX  TELEGRAPHY 

Duplex  telegraphy  is  a  system  by  which  two  messages,  one 

j'n  each  direction,  are  sent  simultaneously  over  one  wire.     The 

scheme  was  originated  by  Edison.     Now  it  must  be  borne  in 

mind  that  two  currents  cannot  be  sent  simultaneously  in  opposite 

directions  over  one  wire,  and  yet  two  messages  may  be  thus 

transmitted. 

The  Differential  Duplex 

There  are  a  number  of  duplex  systems.     The  simplest  is  the 
differential  duplex  illustrated  in  Fig.  1218.     This  consists  of  a 
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I'^ic.  1218. — The  difTerential-duplex  telegraph  system. 

(lilTcrontially  wound  relay  .4,  with  a  double  contact  key  B,  and 
a  halttTy  ('.  an  artificial  line  L,  and  a  local  circuit  comprising 
a  sounder  D  ami  a  local  battery  E.  This  apparatus  is  duplicated 
at  the  distant  station.  When  the  key  B  is  closed,  the  battery 
('.  nonnally  on  o])on  circuit,  sends  current  up  to  the  point  G, 
where  it  divides.  The  resistance  of  the  artificial  line  L  is  so 
ailjusteJ  that  lo^vther  with  the  resistance  of  one  winding  of  the 
relav.  .1.  it  will  exactly  equal  the  resistance  of  the  other  winding 
of  this  relay,  the  main  line  M,  one  winding  of  the  distant  relay,  A', 


Telegraphy  609 

and  the  ground  return.  Currents  from  the  battery,  C,  are  there- 
fore  divided  equally  and  A  will  not  respond  to  any  outgoing 
currents,  directed  by  the  key  B.  When  the  current  which  passed 
through  the  main  line,  however,  reaches  A',  it  passes  around 
one  winding  of  this  relay  only,  and  returns  through  the  back  stop 
F\  of  the  key  B\  and  thence  through  the  ground  to  battery  C. 
This  relay  therefore  responds  and  closes  its  contacts  and  the 
local  battery  E'  energizes  the  sounder  D\  In  a  similar  way  B' 
can  be  made  to  energize  relay  A.  It  will  thus  be  seen  that  each 
key  can  affect  the  distant  station  without  affecting  its  own. 
It  only  remains  to  show  that  if  both  keys,  B  and  B\  are  simul- 
taneously depressed,  both  relays  will  respond.  This  is  actually 
the  case.  Assuming  both  of  these  keys  to  be  depressed,  the 
currents  rise  from  both  batteries  C  and  C  but  the  voltages  of 
these  two  batteries  being  equal  and  opposed  to  each  other  in  the 
main  line  M,  no  current  flows  through  one  winding  of  each  relay 
but  current  is  free  to  flow  through  the  other  winding  of  each 
relay  and  return  via  the  artificial  lines  L-U  to  the  battery  in 
which  this  current  originated.  Thus  both  relays  will  be  affected 
and  both  soimders  will  respond.  Now  it  may  be  claimed  that 
each  man's  key  actuates  his  own  relay  but  this  is  not  the  case. 
It  is  true  that  the  current  from  the  home  battery  affects  the 
home  relay,  but  this  current  is  deflected  through  the  home  relay 
by  means  of  the  opposing  electro-motive-force  introduced  into 
the  line  by  the  distant  key.  The  artificial  lines  must  include 
not  only  resistance,  but  also  capacity  to  balance  the  main  line  in 

every  way. 

The  Bridge  Duplex 

A  more  sensitive  duplex  system  is  the  bridge  duplex  shown  in 
Fig.  1219.  Here  the  double  contact  key  is  used  as  before,  but 
the  circuits  resemble  those  of  a  Wheatstone  Bridge.  The  relay 
A  has  but  a  single  winding  and  is  very  sensitive.  In  fact  a 
polarized  relay  used  as  a  simple  relay  may  be  employed  in  this 
position.  The  key  K,  when  depressed,  causes  current  to  enter 
the  bridge  at  the  point  F,  where  it  divides  through  two  ratio 
arms  B  and  C.  The  artificial  line  is  shown  at  L.  Now  the 
ratio  arms  B  and  C  are  manipulated  and  the  artificial  line  is 
adjusted  until  the  ratio  oi  B  to  C  is  the  same  as  the  ratio  of  M 
to  the  entire  resistance  of  the  distant  station.  When  this  pro- 
portion has  been  established,  there  will  be  an  equality  of  poten- 
tials at  the  points  D  and  E  and  no  current  will  flow  through  the 
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relay  A.     Thus  current  may  be  sent  to  the  main  line  without 
disturbing  the  home  relay.     It  will  be  observed  that  this  system 
depends  upon  an  eqtiality  of  potentials,  while  the  preceding   ' 
system  depended  upon  an  equality  of  currents  for  the  non- 
action of  the  home  relay. 

The  current  which  passes  through  the  main  line  reaches  the 
point  D'  and  divides,  part  of  it  going  down  through  the  relay 
A'  and  thence  through  the  artificial  line  L'  to  the  ground  and 
back,  thus  affecting  the  relay  A'.  A  portion  of  the  current  is 
shunted  around  through  B'-F'-C'.  A  small  resistance  R-R'  is 
inserted  in  the  circuit  including  the  back  stop  of  each  key  to 
prevent  short  circuiting  the  battery  during  the  period  when  the 


Fig.  1219. — The  Itridge-Jupkx  telegraph  system, 
front  stop  of  the  key  is  closed  before  the  back  stop  opens.     The 
actual  keys  which  are  employed  are  not  as  crude  as  those  illus- 
trated.    The  mechanism  actually  used  is  called  a  transmitter  and 
will  be  described  later. 

As  in  the  preceding  system  the  key  K',  can  actuate  the  relay 
-4.  Duplex  operation  will,  as  before,  be  possible  provided  both 
keys  can  actuate  both  relays  simultaneously.  Suppose  that  keys 
K  and  A''  arc  both  closed.  Current  from  the  two  batteries  rises 
throuph  K-F-B,  in  the  one  station  and  K'-F'-B'  in  the  other 
station.  As  these  currents  are  urged  by  equal  and  opposite 
electro-motive-forces  they  oppose  each  other  in  the  main  line 
and  are  deflected  at  one  station  through  D-A-E-L  and  at  the 
other  station  llirough  D'-A'-E'-L' .  This  will  cause  both  relays 
to  rc'Spond,  as  in  the  jircvious  system,  each  relay  being  actuated  by 
current  from  the  home  battery,  but  under  the  direction  of  the  key 
ill  the  distant  station. 

The  Polar  Duplex 

The  polar  duplex  system  employs  differentially  wound  polar- 
ized relays.     The  elementary  circuits  are  shown  in  Fig.   1230, 
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•■  Two  sources  of  current  are  employed  at  each  end  of  the  line. 

These  may  be  either  batteries  or  generators  of  equal  potential. 
.    A  pole  changing  key  provides  a  circuit  with  one  source  normally 

closed  through  main  and  artificial  lines.  When  the  key  is  oper- 
H^  ated  the  polarity  of  the  source  is  simply  reversed.  The  armatures 
^B  of  the  relays  are  soft  iron  extensions  from  permanent  magnets  not 
^P  shown.  They  are  therefore  permanently  magnetized.  With  the 
^K  circuits  normally  as  indicated,  one  battery  at  each  station  is 
^B  connected  with  its  positive  terminal  to  the  ground.  These  two 
^K  electro-mo  five -forces,  being  equal  and  opposite  in  direction,  do 


Fig.  1220. — The  polar-duplex  tekgraph  system. 

not  send  any  current  through  the  ground  or  main  line  M.  A 
circuit  is  provided,  however,  by  which  the  current  can  flow  from 
each  source  to  the  artificial  line  A-L  at  one  station,  and  A'-L'  at 
the  other  station,  thence  through  one  winding  of  the  relay  and 
through  the  back  stop  of  the  key  to  the  battery  in  which  it  origi- 
(  nated.  These  currents  are  in  such  a  direction  as  to  produce  the 
t  polarity  indicated  in  the  figure  and  retain  the  armatures  on  the 
1:dead  stops.  Should  the  key  K  be  depressed,  the  polarity  of  this 
^source  is  reversed.  The  positive  side  of  the  battery  D  is  con- 
i  to  the  line  and  the  negative  side  to  the  ground.     Assuming 
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the  source  to  have  an  e.m.f.  of  40  volts,  current  rises  tothe  point 
L  and  divides,  one  portion  under  40  volts  goes  through  the  relay 
at  the  home  station  and  passes  down  through  the  artificial  line 
and  back  to  the  batter>'.  The  other  portion  goes  differentially 
with  respect  to  the  first  current,  through  the  other  binding  of  the 
relay  and  thence  to  the  main  line.  As  this  current  is  in  series  with 
the  battery  of  40  volts  at  the  distant  station,  the  total  pressure  in 
the  main  line  circuit  is  80  volts.  This  produces  a  current  twice  as 
strong  as  the  one  in  the  artificial  line  and  therefore  the  tendency  to 
hold  the  armature  on  the  dead  stop  in  the  home  relay  is  twice  as 
strong  as  is  the  tendency  of  the  current  which  passed  through 
the  artificial  line  to  throw  it  over  on  to  the  live  stop.  After 
passing  through  the  main  line  the  current  comes  down  through 
the  winding  B'  under  a  pressure  of  80  volts  and  passes  in  series 
through  the  battery  C  and  returns  through  the  ground  to  the 
battery  D.  At  the  same  time  battery  C  is  sending  a  current 
up  through  the  artificial  line  >l'-L'  and  down  through  the 
winding  E'  of  this  relay.  The  currents  in  B'  and  £'  are  differ- 
ential with  respect  to  each  other.  The  one  in  B\  tending  to  move 
the  armature  on  to  the  live  stop,  is  under  a  pressure  of  80  volts, 
while  the  one  in  E\  tending  to  hold  the  armature  on  the  dead  stop, 
is  under  a  i)ressure  of  40  volts.  The  closing  tendency  for  this 
relay  is  therefore  twice  as  strong  as  the  tendency  to  remain 
c)])cii,  and  the  relay  closes.  In  a  similar  way  pressing  key  A.'' 
would  actuate  relay  B-E  while  not  affecting  relay  B'-E'.  If  keys 
A'  and  A''  are  both  depressed  at  once,  the  direction  of  current  in 
one  winding  of  each  relay  is  reversed.  This  throws  both  arma- 
tures on  the  live  stops  and  the  impulse  is  relayed  into  the  local 
cireuits  and  sounders.  It  must  be  observed  as  before  that  while 
in  this  instance  the  source  of  current  for  actuating  the  home  relay 
is  located  at  the  home  station,  nevertheless  the  actuating  im- 
pulse which  directs  the  current  into  the  home  relay  is  the  key  at 
the  distant  station. 

The  Principle  of  Diplex  Operation 

Diplex  telegraphy  is  a  scheme  for  sending  two  messages  simul- 
taneously in  the  same  direction  over  one  wire.  While  this 
principle  is  not  enibodied  in  a  system  by  itself,  it  forms  the  foun- 
dation i>t  the  quadni]^lex  system  and  \\\\\  therefore  be  explained. 
The  plan  invv>lves  the  uso  oi  two  distinct  types  of  relays  which 
respond  under  two  separate  conditions,  neither  one  of  which 
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Bicts  with  the  other.    Relay  A,  Pig.  1221,  is  a  simple  polarized 

'■  relay,  responsive  to  current  in  one  directioc  only,  but  this  current 

may  be  weak  or  strong.     Relay  fi  is  a  neutr&l  relay  responsive 

to  a  strong  current  only  in  either  direction.     Relay  A  is  governed 


Pio.  1221,-^Principle  of  diplex  telegraphy. 

by  the  direction  of  the  current  regardless  of  its  strength.  Relay 
B  is  governed  by  the  strength  of  a  current  regardless  of  direction. 
C  is  a  pole-changing  key  which  governs  the  direction  of  current 
only,  in  the  line  L.  D  is  a  key  which  governs  the  strength  of  the 
current  only.  When  neither  key  is  de- 
pressed current  under  pressure  of  approx- 
imately 40  volts  passes  through  the  back 
stop  of  key  D,  thence  through  key  C  to 
line  L,  through  relays  A  and  B.  back  via 
the  ground,  upper  contact  H.  to  the 
battery.  This  current  is  in  such  a  direc- 
tion as  to  hold  the  polarized  armature  of 
A  on  the  dead  stop.  It  is  so  weak 
that  it  does  not  overcome  the  tension 
"of  the  retractile  spring  on  5,  therefore  the  armature  of  this 
relay  remains  on  the  dead  stop.  If  key  C  is  depressed  the 
connections  are  altered  to  those  shown  in  Fig.  1222.     Contact  F 
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rises,  closing  the  circuit  through  H,  to  the  negative  side  of  the 
battery  and  breaking  H  from  the  ground  G.  At  the  same  time 
/  connects  the  positive  side  of  the  battery  to  G  and  ground. 
Thus,  the  operation  of  this  key  simply  reverses  the  connections 
of  the  40- volt  battery  with  respect  to  line  and  ground.  Actually 
a  pole-changing  transmitter,  to  be  explained  later,  is  employed. 
The  current  therefore  flows  through  the  ground  circuit  and  back 
up  through  B  and  A,  rettuning  via  contacts  E-F-H  to  the  40- 
volt  battery.  This  reversed  ciurent,  being  of  small  amperage, 
does  not  affect  B,  but  its  direction  is  such  as  to  throw  the  arma- 
ture of  the  polarized  relay  A  over  onto  the  live  stop.  Thus  C 
controls  A.  If  key  D  is  depressed,  current  from  the  100-volt 
battery  plus  the  40-volt  battery  is  sent  via  line  wire  L  or  via 
ground  wire  C,  depending  on  the  position  of  key  C,  through  the 
circuit  including  both  relays.  This,  being  a  strong  current,  will 
actuate  relay  B.  If  its  direction  is  via  L  it  does  not  actuate 
relay  A,  but  if  key  C  is  depressed  this  current  is  directed  via  the 
ground.  Thus  if  both  keys  are  depressed  at  once,  a  strong  cur- 
rent is  directed  to  ground  via  G  passing  up  through  B,  where  its 
strength  is  sufficient  to  actuate  this  relay,  thence  through  A 
where  its  direction  is  such  as  to  actuate  this  relay,  returning 
via  L  and  F-  H,  to  the  battery.  Thus  each  key  controls  its  own 
relay  and  both  keys  affect  both  relays 

The  Edison  Reverser. — A  certain  condition  which  arises  must 
now  be  considered.  Suppose  that  while  key  D  was  depressed, 
and  a  strong  current  was  flowing  via  L  down  through  A  and  B, 
thereby  actuating  B,  key  C  should  be  depressed.  This  would 
mean  a  reversal  of  heavy  current  in  the  line.  While  the  current 
was  passing  through  zero,  the  magnetism  in  B  would  fall  to  zero. 
At  this  instant,  the  armature  of  B  would  be  released.  Thus  if 
D  was  sending  a  dash  to  B  and  in  the  middle  of  this  dash  the 
key  C  was  depressed,  the  reversal  of  the  current  would  make  a 
break  in  the  dash  on  B  for  reasons  just  explained.  To  avoid  this 
contingency,  Edison  developed  the  Reverser,  shown  in  Fig.  1223. 
Here  the  main  line  L  is  led  through  relay  5,  which  is  the  same 
as  relay  B  in  Fig.  1221.  The  local  contacts,  however,  of  this 
relay  arc  reversed,  the  live  contact  being  the  back  stop  and  the 
dead  contact  the  front  stop.  The  local  circuit  comprises  another 
relay  C,  called  a  reverser,  and  a  local  battery.  This  relay  also 
has  its  contacts  reversed,  the  back  stop  being  alive  and  the  front 
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I  Stop  dead.  The  sounder  D  and  its  local  battery  are  in  the  local 
Jcircuit  from  this  relay.  Now  assume  as  before  that,  due  to  the 
rctosing  of  the  pole-changing  key,  there  is  a  reversal  of  current 
Ijn  relay  B.  Normally  the  armature  is  closed  against  the  dead 
■•top  E.  When  the  current  reverses  in  B,  the  armature  is  mo- 
mentarily released,  but  as  the  contact  F  is  some  distance  back, 


the  armature  does  not  have  time  to  reach  it  before  the  flux  in 
B  picks  up  again  and  the  armature  is  drawn  forward.  If  the 
armature  does  not  reach  F,  the  circuit  on  C"  is  not  closed.  If 
C  carries  no  current,  the  contact  G  on  the  live  back  stop  of  this 
relay  is  not  broken  and  the  local  circuit  comprising  the  sounder 
D  remains  closed.  Therefore  a  complete  re\'Crsal  of  current  may 
occur  in  B  without  the  circuit  being  opened  on  the  sounder  D. 


SECTION  xxm 


CHAPTER  H 


TELEGRAPHY 
DUPLEX  TELEGRAPHY 

1.  Sketch  and  explain  the  principle  of  the  "differential  duplex"  telegraph 
system. 

2.  Sketch  snd  explain  the  principle  of  the  "bridge  duplex"  telegraph  system. 

3.  Sketch  and  exl)!aiii  the  principle  of  the  "polar  duplex"  telegraph  system. 

4.  Sketch  and  explain  the  principle  of  the  "diplex"  telegraph  system. 

5.  Sketch  and  explain  the  principle  of  the  Edis( 


SECtlON  XXIII  CHAPTER  III 

TELEGRAPHY 

QUADROPLEX  SYSTEMS 

The  quadruplex  telegraph  system  involves  the  sending  of  twi 
messages  in  each  direction,  making  four  messages  in  all.  simuW 
taneously  over  one  wire.     This  requires  two  sending  and  tw 


Fig.  1224. — The  quadruplex  telegraph  syalem. 


receiving  operators  at  each  end,  or  eight  operators  in  all  to 
handle  the  line.  The  equipment  consists  of  a  differentially 
wound  polarized  relay,  A,  Fig  1224,  a  differentially  wound 
neutral  relay,  B.  a  pole  changing  key  C,  and  a  key  governing 
the  strength  of  the  current,   D,  a  40-volt  battery,  and  a  100- 
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volt  battery  at  each  end  of  the  line.  The  artificial  lines  are 
balanced  with  resistance  and  capacity  to  correspond  to  the 
resistance  and  capacity  in  the  main  line.  The  pole-changing 
keys  when  depressed  take  the  alternate  position  shown  theoreti- 
cally in  Fig.  1222.  The  battery  key  merely  governs  the  strength 
of  current. 

With  no  keys  depressed,  currents  from  the  40-volt  batteries 
rise  at  each  station  to  the  dividing  point  E'E\  They  cannot  pass 
to  the  main  line  because  the  two  voltages  are  equal  and  opposite. 
The  current  at  one  station,  therefore,  passes  via  F  and  //, 
through  one  winding  of  each  of  the  two  relays  and  thence  via 
the  artificial  line  A-L  to  the  ground,   1,  thence  to  2,  line  Y, 


Fig.  1225. — Key  C  depressed. 

contact  V,  and  back  to  the  battery.  At  the  other  station  a 
similar  current  passes  via  Q  and  5,  artificial  line  A'-L',  grounds 
4-3,  wire  Y\  contact  V  and  back  to  the  battery.  These  cur- 
rents are  not  sufficiently  strong  to  overcome  the  tension  of  the 
retractile  springs  on  relays  B  and-  U.  These  relays  therefore 
do  not  respond.  The  currents  are  in  such  a  direction  as  to  hold 
the  armatures  on  the  dead  stops  in  relays  A  and  T.  Therefore 
these  relays  do  not  respond. 

Next,  if  key  C  is  depressed  it  takes  the  position  shown  in  Fig. 
1222.  The  actual  connections  now  established  are  shown  in 
Fig.  1225.  The  reversal  of  the  40-volt  battery  by  the  key  C 
causes  the  current  to  flow  into  the  winding  H  of  the  relay  A 
in  such  a  direction  as  to  actuate  this  relay,  but  this  battery  being 
thrown  in  series  with  the  battery  at  the  distant  station  produces 
a  current  in  the  main  line,  L,  under  a  pressure  of  80  volts  and 
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this  cvirrent  coming  down  through  I  produces  a  tendency  twice 
as-  strong  on  relay  A,  tending  to  hold  that  armature  on  the 
dead  stop.  Therefore  this  relay  does  not  close.  The  currents 
pass  through  the  two  windings  of  relay  B  differentially,  one 
under  a  strength  of  40  volts,  the  other  under  a  strength  of  80 
volts,  giving  a  net  effect  equal  to  the  difference,  or  proportional 
to  one  current  imder  40  volts.  This  is  not  sufficient  to  actuate 
this  relay.  Hence  relays  A  and  B  do  not  respond.  At  the 
other  station,  current  is  flowing  through  windings  P  and  R  tmder 
a  pressure  of  80  volts,  in  such  a  direction  as  to  actuate  relay  T. 
It  is  flowing  through  winding  S  in  such  a  direction  as  not  to 
actuate  this  relay.  The  closing  tendency,  however,  is  the 
stronger  and  relay  T  responds.     The  differential  effect  of  the 
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Fig.  1226. — Key  D  depressed. 

currents  in  sections  P  and  Q  leaves  a  net  effect  proportional  to 
40  volts  only  and  this  relay,  U,  therefore  does  not  respond.  The 
current  through  the  artificial  line  A'-L'  returns  to  the  battery  at 
that  station,  while  the  current  under  80  volts  passes  through 
P  and  R  and  returns  via  the  main  line  L. 

The  next  step  will  be  to  consider  the  effect  when  key  D  is 
closed.  This  is  shown  in  Fig.  1226.  Current  under  a  pressure 
of  140  volts  now  rises  through  D  and  divides  differentially 
throujj:h  relays  B  and  A.  The  current  flowing  through  F  and 
H  is  under  a  pressure  of  140  volts.  That  to  the  right  is  under  a 
pressure  of  100  volts  due  to  the  opposition  of  the  40- volt  batter>' 
at  the  distant  station.  The  differential  effect  upon  relays  A 
and  B  is  due  to  a  current  under  a  net  pressure  of  40  volts  arid  is 
the  same  as  when  D  was  not  closed.     Therefore  rela3rs  A  and  B 
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do  not  respond.  The  cixrrent  flowing  to  the  left  passes  through 
the  artificial  line  and  returns  to  the  battery.  Current  flowing 
to  the  right  passes  through  the  main  line  L  and  down  through 
R  and  P.  Here  it  encounters  the  opposing  e.m.f.  of  the  battery 
at  that  station  of  40  volts  so  that  the  net  current  in  the  main 
line  is  due  to  100  volts.  Current  from  the  battery  at  the  distant 
station  rises  through  Q  and  S  under  a  pressure  of  40  volts  and 
returns  through  the  artificial  line  to  the  battery.  As  the  current 
is  flowing  through  R  and  5,  in  such  a  direction  as  to  produce  an 
added  effect,  the  armature  of  T  is  held  on  the  dead  stop  more 
firmly  than  before.  As  this  current  passes  through  P  and  Q 
in  such  a  direction  as  to  produce  an  added  effect,  the  equivalent 
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Fig.  1227. — Keys  C  and  D  depressed. 


is  as  though  140  volts  were  applied  to  one  winding  and  this 
relay  therefore  responds. 

Next  consider  the  effect  of  depressing  both  keys  C  and  D. 
This  reverses  the  polarity  of  the  battery  and  directs  the  full 
pressure  of  140  volts  to  ground  as  in  Fig.  1227.  Part  of  this 
current  returns  through  the  artificial  line  A-L  under  a  pressure 
of  140  volts  and  comes  back  through  H  and  F.  The  other  por- 
tion passes  through  the  ground  and  through  the  40- volt  battery  at 
the  other  end,  thence  through  windings  P  and  R  and  returns 
through  main  line  L,  under  a  pressure  of  180  volts.  The  cur- 
rents through  I  and  6^  are  under  180  volts  acting  differentially  with 
the  current  through  H  and  F  under  a  pressure  of  140  volts.  The 
action  is  differential  and  A  and  B  do  not  respond.  At  the  distant 
station,  current  passes  through  Q  and  5  under  a  pressure  of  40 
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volts  from  the  battery  at  that  station.  The  current  passing 
through  P  and  i?,  however,  is  differential  with  respect  to  the 
preceding  current  and  is  under  a  pressure  of  180  volts.  This 
gives  a  net  excess  of  current  due  to  140  volts.  This  is  of  sufficient 
strength  to  actuate  relay  {/,  and  in  the  proper  direction  to 
actuate  relay  T.     These  two  relays  thus  respond. 

The  effect  of  depressing  a  pole-changing  key  C,  at  one  station 
and  a  key  giving  high  battery  pressure,  M ,  at  the  other  station, 
will  next  be  considered.  Fig.  1228.  Here,  current  from  C  is 
directed  to  the  ground  and  returns  under  a  pressure  of  40  volts 
through  the  artificial  line  at  that  station  and  windings  H  and 
F.  The  current  also  divides  and  passes  through  the  ground  to 
the  distant  station  and  up  through  the  140-volt  battery  controlled 
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Fig.  1228. — Keys  C  and  M  depressed. 

by  key  M.  Here  this  current  divides,  that  going  through  P 
and  R  being  due  to  180  volts  as  it  is  aided  by  the  battery  at  the 
first  station,  while  that  passing  through  Q  and  5  is  under  a  pres- 
sure of  140  volts.  The  action  on  relay  7  is  a  differential  one 
with  an  excess  of  40  volts  in  a  direction  such  as  to  close  the 
relay.  The  action  upon  relay  U  is  differential  with  an  excess 
of  40  volts  which  is  not  sufficient  to  operate  the  relay.  The 
current  returning  through  the  line  passes  down  through  / 
and  G  under  a  pressure  of  180  volts.  Here,  the  direction  of  cur- 
rent in  H  under  a  pressure  of  40  volts  is  differential  with  respect 
to  /  under  a  pressure  of  180  volts.  The  excess  is  140  volts  in 
such  a  direction  as  to  hold  the  relay  open.  Relay  A  therefore 
does  not  respond.  The  current  through  G  is  under  180  volts 
while  that  through  F,  differential  with  respect  thereto,  is  under 
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40  volts.     The  excess  is  sufficient  to  affect  the  relay  and  B 
therefore  closes. 

The  next  step  to  consider  will  be  when  keys  C  and  D  at  one 
station  and  M  at  the  other  station  are  closed,  Fig.  1229.  This 
throws  140  volts  to  ground  at  the  first  station  and  140  volts  to 
line  at  the  distant  station.  The  artificial  line  A-L  carries  cur- 
rent under  140  volts,  and  the  artificial  line  A'-L'  also  carries 
current  imder  a  pressure  of  140  volts  but  in  the  opposite  direc- 
tion, while  the  main  line  carries  current  under  280  volts.  The 
280- volt  current  and  the  140- volt  current  in  the  windings  H  and 
/  are  differential  but  with  an  excess  of  140  volts  in  such  a  direc- 
tion as  to  hold  the  relay  A  on  the  dead  stop.  The  differential 
effect  in  F  and  G  is  with  an  excess  in  favor  of  G  to  the  extent  of 
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Fig.  1229.— Keys  C,  D  and  M  depressed. 

140  volts,  and  B  therefore  closes.  At  the  distant  station  the 
current  in  P  and  Q  is  differential  with  an  excess  of  140  volts 
which  is  sufficient  to  operate  U.  The  current  in  R  and  5  is 
likewise  differential  but  with  an  excess  of  140  volts  in  i?  in  a 
direction  such  as  to  close  the  relay. 

The  effect  of  closing  keys  C  and  D  at  one  station  and  N  at 
the  other  station  is  shown  in  Fig.  1230.  The  current  in  the 
artificial  line  A-L  is  under  140  volts  and  in  i4'-L'  under  40  volts. 
The  current  may  be  considered  as  flowing  through  the  ground  and 
against  the  polarity  of  the  battery  at  the  distant  station  where 
it  falls  40  volts  in  potential.  This  will  give  a  current  under 
an  effective  pressure  of  100  volts,  through  P  and  R,  returning 
through  I  and  G,  or  this  current  may  be  considered  as  passing 
through  the  ground  and  up  through  the  artificial  line  A'-L'; 
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thence  down  through  5  and  Q  and  back  up  through  P  and  R, 
which  gives  the  same  effect  as  far  as  voltage  in  line  L  is  concerned. 
This  current  is  in  such  a  direction  in  5  and  i?  as  to  affect  the 
relay  R  and  is  of  such  a  strength  in  Q  and  P  as  to  operate  relay 
U.  In  /  the  current  under  100  volts  is  not  in  such  a  direction 
as  to  close  the  relay,  but  in  H  it  is  under  a  pressure  of  140  volts, 
in  such  a  direction  as  to  close  the  relay.  It  thierefore  closes. 
Currents  in  F  and  G  are  differential  with  an  excess  of  40  volts  in 
F  which  is  not  sufficient  to  operate  it.  The  relay  B  therefore 
does  not  close. 

Another  condition  which  could  exist  would  be  when  keys  C 
and  N  were  depressed.  This  would  simply  reverse  the  currents 
in  the  polarized  relays  and  therefore  operate  both  A  and  T. 
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Fig.  12v^0. — Keys  C,  D  and  N  depressed. 

The  depressing  of  keys  D  and  M  would  increase  the  strength  of 
the  currents  through  F  and  Q  and  the  artificial  lines,  and  would 
therefore  operate  relays  B  and  U,  and  the  depressing  of  all 
four  keys  C  and  Nj  and  D  and  M,  would  reverse  the  currents 
in  all  four  relays,  and  make  these  currents  of  a  maximum  strength 
and  therefore  operate  all  four  relays. 

Thus  when  no  keys  are  depressed  or  when  keys  C  and  A^  are 
depressed,  or  when  keys  D  and  M  are  depressed,  or  when  all  four 
keys  are  depressed,  under  all  these  conditions  there  is  no  current 
flowing  through  the  main  line  L,  although  in  every  instance 
save  when  all  four  keys  are  open,  signals  are  being  transmitted. 

The  pole-changing  keys  and  the  polarized  relays  constitute 
the  polar  or  the  No.  1  side  of  the  quadruplex  system.  The 
neutral  relays  and  the  keys  governing  the  strength  of  the  batter}* 
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constitute  the  neutral  or  the  No.  2  side  of  the  system.  The 
actual  device  which  is  employed  to  transmit  messages  is  called 
a  transmitter. 

Single  telegraph  hnes  cannot  be  operated  successfully  for 
more  than  from  three  to  six  hundred  miles.  The  greater  the 
'ength  of  the  line  the  greater  will  be  the  difficulties  encountered 
through  leakage  and  retardation  due  to  self-induction  until  the 
rate  of  signaling  is  greatly  reduced. 


When  it  becomes  necessary  to  operate  lines  of  great  length, 
the  principle  of  the  relay  is  extended  from  repeating  into  a  local 
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Fig.  1231.— Principle  of  the  "Toye"  repeater. 


circuit,  to  repeating  into  another  section  of  main  line  which  is 
really  a  prolongation  of  the  original  circuit.  One  of  the  simplest 
devices  of  this  sort  is  the  Toye  repeater  shown  in  Fig.  1231. 
Here,  two  transmitters,  A  and  B,  and  two  relays,  M  and  D,  are 
employed.  There  are  sections  of  two  main  line  batteries  E 
and  F,  also  limiting  resistances  G  and  H.  Assume  this  to  be  a 
repeating  station  P,  located  at  Pittsburgh,  to  relay  messages 
from^,  New  York,  toC,  Chicago,  the  object  of  the  circuits  being 
to  provide  means  by  which  New  York  can  open  and  close  the 
Chicago  line,  while  at  the  same  time  Chicago  can  open  or  close 
the  New  York  line.  Current  from  the  battery  F  flows  normally 
through  relay  D,  the  spring  and  the  upper  screw  of  transmitter 
A,  and  out  into  the  Chicago  line,  C,  passing  through  the  relay 
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at  the  distant  point  and  back  through  the  ground  to  F.  Current 
likewise  from  E  passes  through  relay  Af ,  flexible  contact  and 
upp^  screw  of  transmitter  B  thence  to  the  New  York  line  N, 
through  the  relay  there,  and  thence  back  through  the  ground 
to  E.  These  ciurents  hold  the  relays  M  and  D  closed  and 
the  transmitters  are  likewise  closed  through  the  local  batteries 
I  and  K. 

If,  now.  New  York  breaks  at  the  sending  key,  the  circuit 
through  M  and  E  is  interrupted  and  the  relay  armattu^  re- 
leased. This  breaks  the  circuit  on  the  battery  J,  and  the  trans- 
mitter A,  releases  its  armature.  This  first  causes  the  flexible 
tongue  to  be  groimded  through  the  hook  and  artificial  line  (7, 
thereby  holding  the  circuit  closed  on  the  battery  F,  which  oper- 
ates the  Chicago  line.  This  is  necessary,  otherwise  the  relay  D 
would  release,  the  battery  K  would  be  opened,  the  transmitter 
B  would  release,  and  the  New  York  line  would  be  opened  on 
the  upper  screw  contact  of  B  and  New  York  could  not  again 
regain  control  of  the  line.  As  the  lever  in  transmitter  A  con- 
tinues to  descend,  the  tongue,  under  the  tension  of  the  spring, 
after  closing  on  the  hook,  finally  breaks  from  the  upper  screw 
and  the  Chicago  Line  is  opened.  Thus  New  York  can  open  and 
also  close  the  Chicago  line  at  will.  Chicago  can  likewise  open 
and  close  the  New  York  line,  for  the  connections  are  in  duplicate 
on  each  side  of  the  transmitter. 

This  transmitter  is  also  employed  in  some  of  the  preceding 
systems  as  a  key  for  changing  the  strength  of  the  battery.  When 
the  transmitter  is  on  open  circuit  the  tongue  and  hook  form  a 
closed  back  stop.  When  the  transmitter  is  energized  the  tongue 
first  makes  contact  on  the  point  of  the  screw,  which  is  equivalent 
to  closing  the  front  stop,  and  thereafter  breaks  from  the  hook 
which  is  equivalent  to  openng  the  back  stop. 

Submarine  Telegraphy 

For  submarine  telegraphy,  the  Thomson  mirror  galvanometer 
was  first  employed.  This  was  followed  by  the  siphon  recorder, 
which  was  a  special  arrangement  of  the  D' Arson val  galva- 
nometer, with  a  needle  for  tracing  ink  lines  upon  a  moving  tape 
and  thereby  recording  the  signals.  A  simple  circuit  for  sub- 
marine telegraphy  is  shown  in  Fig.  1232.  Double  contact  ke>'s 
.are  employed  and  a  battery  at  each  end  of  the  line.     The  re- 


Telegraphy 


625 


ceiving  mechanism  is  located  at  T  and  U.  A  switch  having  two 
positions  is  located  at  each  station.  It  is  normally  in  the 
receiving  position  i?,  at  station  B.  In  order  to  send,  the  switch 
is  thrown  into  the  alternate  position  5,  shown  at  station  A. 
Depressing  one  of  the  two  keys  at  A  sends  a  current  one  way 
through  the  cable  and  back  through  the  ground  or  sheath. 
Pressing  the  other  key  sends  a  reverse  impulse  through  the  dis- 
tant receiver,  causing  it  to  deflect  in  the  reverse  direction. 

For  many  years  it  was  necessary  to  receive  by  sight,  the  signals 
consisting  of  a  moving  spot  of  light  reflected  from  the  mirror  of 
a  Thomson  galvanometer  on  a  screen.  This  required  two  men, 
one  to  read  the  signals  and  another  to  write  them  down.  Later 
an  irregular  line  traced  on  a  tape  by  the  siphon  recorder  left  a 
permanent  record  which  could  be  read  by  one  man.     Both 


Fig.  1232. — Principle  of  submarine  telegraphy. 

methods  required  a  manual  operator  to  repeat  the  messages  into 
the  land  lines.  In  later  years,  a  system  of  delicate  relays  has 
been  devised  by  which  the  impulses  may  be  relayed  without  the 
medium  of  an  operator  into  the  local  circuits  from  which  they 
may  be  transmitted  across  the  continent. 

All  important  long  cables  are  duplexed  but  no  sat'sfactory 
method  has  been  devised  for  quadruplexing  long  ocean  cables. 

Many  systems  of  multiplex  and  high-speed  telegraphy  have 
been  devised.  The  object  in  each  case  is  to  work  the  trans- 
mitting lines  to  their  maximum  capacity.  The  longer  the  line, 
the  greater  the  difficulty.  The  speed  of  operation  varies  in- 
versely as  the  square  of  the  length,  thus  if  a  300-mile  cable  could 
be  worked  by  means  of  an  automatic  high  speed  transmitting 
apparatus  at  the  rate  of  320  words  per  minute,  a  600-mile  cable 
could  be  worked  at  the  rate  of  80  words  per  minute  and  a  1,200- 
mile  cable  at  only  20  words  per  minute. 
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SECTION  XXIII  CHAPTER  III 

TELEGRAPHY 
QUADRUFLBX  STSTBMS 

1.  Explain  the  principle  of  operation  of  the  "quadniplex**  system.    State 
in  detail  the  apparatus  required. 

2.  Explain  the  object  of  the  automatic  repeater. 

3.  Explain  the  general  plan  of  submarine  telegraphy. 


SECTION  XXIII  CHAPTER  IV 

TELEGRAPHY 
RADIO  TELEGRAPHY  AND  TELEPHONY 

Light,  heat,  magnetism  and  wireless  telegraph  waves  are  all 
forms  of  radiant  energy,  that  is,  they  consist  of  ether  waves 
propagated  with  the  velocity  of  light,  at  about  189,000  miles  per 
second,  which  is  about  1,000,000,000  feet  per  second,  and  differ 
only  in  their  length.  The  waves  of  ordinary  sun  light  are 
about  J^oooo  of  an  inch  long.  Commercial  radio  systems 
employ  waves  which  are  identical  in  character  but  are  about 
1,250,000  times  as  long  or  usually  about  600  meters. 

The  length  of  a  wave  is  equal  to  the  velocity  of  propagation 

V 
divided  by  the  frequency.     Thus  -=r  =  wave  length.     With  a 

r 

frequency  of  vibration  of  1,000  cycles,  an  ether  wave  then  has  a 

length  of 

1,000,000.000 


1,000 


=  1,000,000  feet. 


When  a  commercial  alternating  current  passes  back  and  forth 
through  a  transmission  line  at  the  usual  frequency  of  60  cycles, 
the  length  of  the  wave  set  up  in  the  ether  is; 

1,000^.000  ^   17  000,000  feet  or  about  3,000  mUes. 

Light  waves  are  free,  that  is,  they  radiate  in  every  direction. 
The  waves  employed  in  radio  transmission  are  boundi  that  is 
they  glide  over  the  surface  of  the  earth  as  water  waves  over  the 
surface  of  a  body  of  water.  In  a  light  beam  there  are  found, 
luminous,  thermal  and  actinic  rays.  These  also  are  distin- 
guished from  each  other  by  their  length.  The  luminous  rays 
pass  through  glass  but  do  not  pass  through  hard  rubber.  The 
thermal  rays  will  pass  through  hard  rubber  but  will  not  readily 
pass  through  a  vessel  of  water  saturated  with  alum.  The  actinic 
rays  which  affect  the  photographic  plate  will  pass  readily  through 
ordinary  glass  but  will  not  pass  through  red  glass. 
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The  waves  employed  in  radio  transmission  depend  for  their 
effectiveness  upon  their  length.  Short  waves  are  readily  ab- 
sorbed by  sun  light.  Long  waves  are  not  absorbed  by  sun  light. 
Short  waves  become  clogged  in  city  buildings.  Long  waves  are 
not  so  clogged  but  pass  with  the  greatest  freedom  through  cities. 
Short  waves  permit  of  transmission  but  a  short  distance  over 
land  or  water.  With  long  waves  transmission  can  be  carried  on 
over  great  distances. 

If  a  flexible  wooden  strip  such  as  a  yard  stick,  be  rigidly  held 
at  one  end  so  that  the  other  is  free  to  vibrate,  and  it  is  then  set 
in  vibration,  the  length  of  the  waves  set  up  in  the  air  will  be 
four  times  the  length  of  the  rod. 

Every  electrical  circuit,  likewise,  has  a  definite  natural  frequency 
at  which  electrical  charges,  once  started,  tend  to  oscillate  therein. 

If  an  electrical  charge  is  set  oscillating  in  an  aerial  wire,  such 
as  is  used  for  radio  telegraphy,  this  charge  will  tend  to  oscillate 
naturally  at  such  a  rate  as  to  send  out  electro-magnetic  waves  in 
the  ether,  four  times  the  length  of  the  aerial. 

The  frequency  of  alternation  employed  in  radio  currents  is 
very  high,  ranging  from  10,000  to  300,000,000  cycles  per  second. 
This  causes  these  circuits  to  act  verv  diflferentlv  from  those  em- 
])lo>4ng  the  ordinary  frequency  of  25  to  60  cycles,  used  in  power 
work.  A  very  few  turns  of  wire  will,  therefore,  produce  a  for- 
midable inductance  in  radio  work  and  condensers  of  such  small 
capacity  as  to  prevent  the  flow  of  low-frequency  power  currents 
readily  pass  radio  currents.  Furthermore,  mutual  inductance  of 
one  circuit  on  another  is  much  greater  with  radio  frequencies. 
With  hij^h  frequency  currents  the  impedance  of  a  circuit  depends 
almost  entirely  upon  the  reactance,  and  very  little  on  resistance. 
By  properly  adjusting  the  frequency  in  a  circuit  the  impedance 
may  he  made  practically  zero.  This  is  because  the  inductive 
rciiolancx*  increases  \^'ith  the  frequency,  while  the  capacity  re- 
aotanct^  diminishes.  At  some  definite  frequency,  then,  the  mag- 
netic readaiux^  of  a  coil  must  have  the  same  value  as  the  capacity 
renctaniv  oi  a  condenser  in  series  therewith,  and  since  their  e.m.fs. 
an"  in  o]^]H)siiit>n  the  total  impedance  will  be  zero.  When  this 
iHMuiitii>ti  iHxnirs  the  particular  frequency  required  is  called  the 
"rost^naiuv  fnciuoncy"  of  the  circuit,  and  the  circuit  is  said  to  be 
"ill  rost>nana\"  or  to  Iv  "tuned"  to  the  frequency  in  question. 
As  ixnnted  tnit  in  Section  XIV.  Chapter  VI,  the  condition  for 
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resonance  is  when  6.28  nL  =   ^-rr^ — pr  from  which  the  frequency 

of  resonance  must  be  n  =  /;  28  /"T^  ^^  therefore  a  coil  possess- 
ing an  inductance  of  0.0005  henry  is  placed  in  series  with  a  con- 
denser having  a  capacity  of  ttt^  farad,  the  resonance  frequency 
will  be  found  to  be  about  100,700  cycles  per  second. 

Magnetic  Field 

Ever>'  alternating  current  has  associated  with  it  a  magnetic 
field  which  may  be  considered  to  be  the  sum  of  two  components 
having  entirely  different  characteristics,  one  called  the  induction 
field  and  the  other  called  the  radiation  field.  At  the  commercial 
frequency  of  60  cycles,  used  in  power  work,  the  induction  field  is 
the  only  one  of  importance.  It  is  this  field  which  is  employed  in 
the  ordinary  transformer.  It  is  the  same  field  which  is  the  basis 
of  cross  talk  between  parallel  telephone  circuits.  When  an  ordi- 
nary type  of  antenna  employed  in  radio  work  is  energized  with 
an  alternating  current  it  is  found  that  the  induction  field  produced 
is  inversely  proportional  to  the  square  of  the  distance  from  the 
antenna.  The  induction  field  is  not  important  in  the  usual 
applications  of  radio  communication. 

The  radiation  field  is  transmitted  by  wave  motion.  The 
intensity  of  the  radiation  field  varies  inversely  as  the  simple 
distance  from  the  source,  instead  of  varying  inversely  as  the 
square,  or,  in  some  instances,  as  the  cube  of  the  same  distalice. 
The  induction  field  produced  by  a  current  in  a  coil  at  a  distance 
of  10  miles  from  the  coil  is  only  Kooo  ^^  ^^^  strength  of  the  induc- 
tion field  at  a  distance  of  1  mile.  The  radiation  field  due  to  a 
current  in  a  coil  at  a  distance  of  10  miles  from  the  coil  is  J^o  ^f 
the  strength  of  the  radiation  field  at  a  distance  of  1  mile  from  the 
coil.  For  communication  over  any  considerable  distance  it  is 
therefore  necessary  to  make  use  of  the  radiation  field.  The 
strength  of  the  radiation  field  is  directly  proportional  to  the  fre- 
quency with  the  ordinary  type  of  antenna.  If  a  coil  type  of 
antenna  is  used,  the  strength  of  the  radiation  field  is  proportional 
to  the  square  of  the  frequency.  Successful  communication  can 
therefore  only  be  obtained  by  emplo>dng  high  frequency. 
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An  ordinary  elevated  antenna  acts  primarily  ds  a  condenser, 
while  a  coil  antenna  acts  primarily  as  an  inductance.  In  both 
types  of  antennas  an  approaching  radio  wave  induces  an  e.m.f. 
in  a  wire  or  arrangement  of  wires. 

Oscillator 

The  simplest  possible  form  of  wave  transmitter  is  a  straight 
wire  cut  in  two  by  a  small  spark  gap.  The  gap  becomes  conduct- 
ing when  a  spark  passes,  so  that  the  entire  circuit  between  the 
aerial  and  groimd  is  continuous,  and  in  this  circuit  the  currents 
oscillate,  thereby  producing  the  radiating  waves  in  the  ether. 
Fig.   1233  represents  the  simplest  form  of  oscillating  circuit  for 

telegraph  signaling.  B  is  a  bat- 
tery or  other  source  of  direct 
current  which  energizes  the  pri- 
mary of  an  ordinary  induction  coil 
C.  The  discharge  from  the  secon- 
dary of  this  coil  across  the  spark 

gap  G,  energizes  the  aerial.   A, 

I  ^  ^         1  and  causes  oscillations  to   surge 

-L~  ^  >      G^  between  the  upper  terminal  and 

the  earth.  The  inductance  of  this 
circuit  may  be  varied  by  shift- 
ing the  point  of  contact  on  the 
tuning  coil,  E.      The  signals  are 

controlled  by  key  K.  For -large 
stations    an    alternating-current 

generator,  A,  Fig.  1234,  replaces 
the  battery.  A  transformer,  1\  raises  the  pressure  to  10,000  or 
20.000  vohs.  This  causes  a  discharge  across  the  spark  gap,  6", 
which  produces  a  series  of  oscillations  in  the  circuit  G-K-P,  P  is 
the  ])rimar\'  and  5  the  stK^ondary  of  a  type  of  transformer  especially 
a(la])te(l  for  high  frequencies  and  provided  with  an  air  core,  and 
the  im])ulses  from  P  are  handed  through  inductively  to  S  and  the 
ciraiit  containing  the  antenna  D.  The  frequency  of  supply 
containing  the  key.  F,  is  low,  as  in  the  preceding  form  of  trans- 
mitter. Whenever  a  spark  passes  across  a  gap,  in  a  circuit 
])()sscssin^^  inductance  and  capacity,  however,  high  frequency 
osiMllalions  arc  inchux'd.  These  oscillations  constitute  the  source 
of  the  radio  frequency  cm])loyeil  in  radio  transmission. 


Fig.  1  m. — Simple  oscillator  em- 
ploying induction  coil  and  battery 
for  sending  wireless  telegraph 
signals. 
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A  still  better  plan  is  to  employ  a  specially  designed  high  fre- 
quency alternator  which  energizes  the  aerial  directly. 

High  frequency  alternators  containing  upwards  of  600  poles 
and  running  10,000  revolutions  per  minute  have  been  devised 
by  Alexanderson.  These  machines  produce  currents  with  a 
frequency  of  100,000  cycles  per  second. 

Where  the  aerial  line  is  directly  connected  to  the  soiu*ce  of 
supply,  it  is  said  to  be  directly  coupled,  Fig.  1233.  When  the 
aerial  is  separated  electrically  from  the  source  of  supply  but  is 
connected  through  the  relation  of  the  primary  and  secondary  of 


LU 
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Fig.  1234. — Oscillator  employing  alternator  and  step-up 
transformer  with  inductive  coupling  to  antenna  circuit,  em- 
ployed for  wireless  telegraph  transmission. 

an  induction  coil  with  an  air  core,  it  is  said  to  be  inductively 
coupled}  Fig.  1234.  Depending  upon  the  relative  position  of  these 
two  coils  it  is  said  to  be  close  coupled  or  loose  coupled. 

Rotary  Gap. — If  the  source  is  inductively  coupled  to  the  aerial, 
the  current  in  the  secondar\^  and  the  aerial  circuit  reacts  upon  the 
primary  oscillating  circuits  and  damps  out  the  primary  oscilla- 
tions. In  order  that  a  large  amount  of  energy  shall  be  radiated, 
it  is  necessary  that  the  spark  gap  shall  be  rendered  non-conduct- 
ing after  the  first  transfer  of  energ\^  into  the  aerial  circuit.  To 
accomplish  this,  various  devices  have  been  constructed.  One  of 
the  earliest  was  the  synchronous  rotary  spark  gap  due  to  Marconi. 
When  the  spark  was  produced,  a  rotating  segment  was  in  line 
with  a  stationary  segment,  in  order  that  energy  might  be  trans- 
ferred.    Immediately  after  the  transfer  of  the  impulse,  the  rotary 
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segment  moved  away  from  the  stationary  segment,  and  lengthened 
the  gap  so  that  the  retiim  of  energy  from  the  aerial  to  the  primary 
circuit  was  prevented. 

Quenched  Gi^). — The  quenched  gap  due  to  Von  Lepel  has  also 
been  successfully  employed.  This  consists  of  two  massive  discs 
of  copper  separated  about  Moo  of  an  inch,  the  gap  between  being 
sealed.  Under  a  pressiu^  of  from  300  to  500  volts  a  current  of 
2  amperes  is  very  readily  passed,  but  the  inductive  return  of 
energy  through  the  gap  is  checked. 

A  quenched  gap  due  to  Penkert  consists  of  two  rotating  discs 
revolving  in  opposite  directions,  separated  about  J^5o  of  an  inch. 
A  quenched  gap  employed  by  the  Telefunken  company  consists 
of  a  series  of  discs  separated  Jf  oo  of  an  inch.  It  employs  about 
1,200  volts  per  gap.  It  is  very  efficient  and  insures  the  radiation 
of  between  60  and  75%  of  the  energy  transmitted. 

Tuning 

The  practical  importance  of  resonance  lies  in  the  fact  that  it 
enables  the  impedance  of  a  circuit  to  be  made  equal  to  the  resist- 
ance alone.  It  must  be  remembered  that  the  reactance  of  the 
small  inductances  in  a  circuit,  which  are  imavoidable,  becomes 
important  at  radio  frequencies,  and  often  may  be  much  greater 
than  the  resistance.  This  fact,  taken  in  connection  with  the 
smallness  of  the  e.m.f.  of  the  incoming  signals,  would  make  it 
impossible  to  obtain  any  more  than  very  minute  currents  in  the 
receiving  apparatus  with  inductance  alone  in  the  circuit.  From 
this  standpoint  the  sole  function  of  the  tuning  of  a  circuit  to  reson- 
ance is  to  offset  the  inductive  reactance  by  an  equal  capacity 
reactance,  so  that  the  impedance  may  be  made  as  small  as  the 
resistance. 

A  circuit  may  be  tuned  to  resonance  in  three  ways: 

1.  By  adjusting  the  frequency  of  the  applied  e.m.f. 

2.  By  varying  the  capacity  of  the  circuit. 

3.  By  varying  the  inductance  of  the  circuit. 

Waves 

Fi^.  1235  pictures  the  electrostatic  field  existing  across  the  gap 
of  a  sinii)lc  oscillator  before  the  gap  becomes  conducting.  When 
a  vSpark  jkissc^s  and  the  gap  becomes  conducting  the  straight  elec- 
tric lines  of  force  existing  across  the  center  of  the  gap  vanish, 
and  those  from  each  side  begin  to  move  up  under  the  unbalanced 
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s  before.  When  the  ends  of  the  first  curved 
line  reach  the  gap  we  must  suppose  that  the  momentum  causes  the 
ends  to  cross  and  the  middle  portion  travels  across  the  gap. 


'^'■^H- 


Fig.  123S.  Fig.  1236. 

This  state  of  things  is  represented  in  Fig.  1236.     The  crossing  of 
these  Knes  will  result  in  the  formation  of  a  loop,  as  shown,  and  as 


Fiu.   1237. 
this  loop  breaks  into  two  parts  the  condition  shown  in  Fig.  1237 
results.     The  process  goes  on  until  one-half  of  an  oscillation  has 


Fia.  12J8. 
been  completed.     The  condition  then  existing  is  represented  by 
Fig.  1238.     Now,  as  the  lower  ciid  of  the  oscillating  circuit  is 
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grounded,  the  portion  of  the  waves  below  the  horizontal  line  in 
Fig,  1238,  does  not  appear  and  the  upper  portion  glides  out  in 
ever-widening  circles,  a  sectional  view  of  which  is  shown  in  A, 
Fig.  1239.  The  form  of  the  wave  is  shown  at  B,  and  the  magnetic 
field  is  shown  in  plan  at  C. 

When  a  stone  is  dropped  into  a  quiet  pool  of  water  a  train  of 
waves  is  started,  which  radiate  in  all  directions,  leaving  the 
surface  behind  undisturbed.  If 
a  second  stone  is  dropped  just 
at  the  moment  when  the  surface 
at  the  starting  point  has  com- 
pletedj  one  up-and-down  excur- 
sion, another  wave  train  will 
start  in  phase  with  the  first  and 
the  two  will  form  one  train.  If 
the  process  is  repeated,  once 
after  each  complete  vibration  of 
the  surface  at  the  starting  point, 
continuous  waves  are  produced. 
Continuous  waves  are  produced 
Fig.  1239.— (^)  Electric  field  radial-  by  an  organ  pipe  when  the  key 
ing     from     antenna;      S)     Form     o£    .■',,,.  ^        ^  iT.  ..  ■* 

alternating-current  wave  in  antenna;  IS  held  down.  Discontmuous  or 
(C)  Plan  view  of  electromagnetic  field  damped  waves  are  produced  by 
radiating  from  antenna.  .  ,  i         ■       ..       i 

a  piano  when  a  key  is  struck. 

An  ordinary  induction  coil  producing  a  spark  across  the  gap  of 
an  oscillating  circuit,  as  in  Fig.  1233,  generates  a  series   of  dis- 


ftft 


A/^ 
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Fn".,  1240.— "Damped"  wave  trains  sent  out  by  antenna 
with  spark  system  of  transmission. 

continuous  or  dampud  wa\-c  trains,  one   train  for  each  spark. 
This  is  illustrated  in  Fig,  1240.     An  electric  arc,  or  an  electron 


Telegraphy  635 

tube  employed  as  an  oscillator,  generates  continuous  or  un- 
damped waves,  somewhat  like  Fig.  1241,  but  more  exactly  like 
Fig.  1253.  With  damped  wave  trains  the  oscillations  die  away, 
depending  upon  the  resistance  of  the  circuit  and  upon  the  in- 


FiG,  1241. — Wave  train,  very  slightly  damped. 
ductance  encountered,  as  in  Fig.  1242.  The  greater  the  resistance 
and  the  smaller  the  inductance  the  more  rapid  is  the  damping  and 
the  rate  at  which  the  oscillations  decrease,  as  in  Fig.  1243.  Under 
fixed  conditions  it  will  be  found  that  if  the  second  maximum  .of  a 
radio  wave  is  9/10  of  the  first,  the  third  will  be  9/10  of  the  second, 
and  so  on.  This  measure  of  the  rate  of  decrease  is  called  the 


Fig.  1242.— Damped  wave  train, 
decrement,  and  refers  to  the  rate  of  decrease  in  the  amplitude  of 
the  wave  per  complete  oscillation.  In  the  mathematical  theory 
of  damping  it  is  more  convenient  to  adopt  the  natural  logarithm 
of  the  ratio  of  any  maximum  to  the  next  following  maximum. 
This  number  is  known  as  the  logarithmic  decrement. 

Antennas 

A  single  vertical  wire,  Fig.  1244,  forms  an  antenna  which  is 
entirely  symmetrical  for  radio  waves  traveling  horizontally,  and 
such  a  wire  has  no  directional  effect.  The  directional  character- 
istic of  such  an  antenna  may  be  represented  by  a  circle  drawn 
with  the  foot  of  the  wire  as  a  center. 

The  inverted  "L"  antenna  with  long,  low  top,  Fig.  1245, 
widely  used  in  large  stations,  has  a  marked  directional  effect. 
The  directional  characteristic  of  such  an  antenna  is  shown  by  the 
figure  at  the  bottom  of  this  sketch,  in  which  the  length  of  the 
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lines  drawn  from  the  central  point  indicates  the  strength  of  the 
current  received  from  a  transmitting  station  located  in  that 
direction.  It  will  be  noted  that  the  inverted  "L"  transmits  and 
receives  best  in  the  direction  opposite  to  that  in  which  the  antenna 

top  points.  Fig.  1246  illustrates  the 
general  appearance  of  the  widely  used 
inverted  **L"  antenna. 
"^"■"■""^  Aerials  or  antennas  for  receiving 
should  be  placed  at  least  35  feet  above 
the  ground,  and  clear  of  all  buildings 
Fig.  1243.— Sharply  damped  qt  towers  if  possible.    A  single  wire  60 

to  130  feet  in  length  is  sufficient  for 
small  stations.  This  should  be  well  insulated  from  the'  supports 
and  all  trees  or  grounds.  The  "lead  in"  wire  should  clear  all 
buildings  and  come  as  directly  down  to  the  receiver  as  possible. 
All  joints  must  be  soldered.  The  antenna  must  be  equipped  with 
a  ground  connection,  and  switch,  external  to  the  building  by  which 
it  can  be  grounded  when  not  in  use,  to  provide  pro- 
tection against  lightning.  This  ground  may  fasten 
to  a  water  pipe  if  at  hand.  The  receiving  circuit 
itself  also  requires  a  good  ground  connection.  The 
wire  used  in  the  aerial  should  be  noncorrosive  or 
insulated  if  possible  and  should  be  at  least  No.  18 
B.  &  S.  The  ground  leads  should  be  No.  4  or  No.  6. 
Aerial  masts  may  be  of  either  wood  or  iron.  They 
need  not  be  insulated  in  sections  or  from  the  ground. 


S 
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Detectors 

To  detect  the  ether  disturbances  set  up  by  the 
oscillator  a  receiving  aerial  is  employed.  This  is  a 
duplicate  of  the  sending  aerial;  in  fact,  the  same 
aerial  circuit  may  be  utilized  for  both  sending  and 
receiving. 

The  fundamental  principle  upon  which  radio  sig- 
nals are  received  is  that  of  resonance.     By  varying 

cither  the  inductance  or  the  capacity,  or  both,  of  c:Z.^^'  ^^i^' 

.        .  "^  '  oimplest  form 

the  receiving  circuit,  the  arcuit  may  be  tuned  so  of     vertical 
that  currents,  once  started  therein,  will  oscillate  at  ^'*^"'^- 
the  same  natural  frequency  as  that  of  the  incoming  waves.   The 
result  will.be  that  the  incoming  waves,  though  extremely  feeble, 
will,  after  a  few  alternations,  build  up  comparatively  large  os- 


\ 
I 
/ 


Fig.    1244. 
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dilations  in  the  circuit.  To  receive  radio  signals,  then,  all  that 
is  necessary  is  an  antenna  drcuit  tuned  to  the  same  wave  length 
as  that  of  the  receiving  station,  and  an  instrument  capable  of 
detecting  the  current  which  flows  in  the  antenna  circuit. 

Coherer. — ^The  first  detector  of  ether  waves  was  the  coherer, 
originallv  discovered  by  Hughes  in  1879,  and  rediscovered  by 


1? 


Fig.  1245. — Inverted  "  L"  form  of  antenna  showing  directional  force. 

Branley  in  1890.     In  its  simplest  form  it  consists  of  a  glass  tube 
about  J4  of  an  inch  in  diameter  with  two  electrodes  preferably 


Fig.  1246. — General  appearance  of  commercial  form  of  inverted  "  L  "  antenna. 

of  nickel,  separated  one-fourth  of  an  inch  or  more.  The  space 
between  the  electrodes  is  filled  with  fine  iron  or  nickel  filings. 
The  resistance  across  these  filings  is  normally  several  thousand 
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ohms.  The  filings  bridge  the  gap  in  the  receiving  circuit  corre- 
sponding to  the  position  occupied  by  the  spark  in  the  transmitting 
circuit.  Just  as  soon  as  ether  waves  strike  the  receiving  aerial 
they  set  up  oscillations  therein.  The  receiving  aerial  then  acts 
as  a  secondary  of  an  induction  coil,  of  which  the  sending  aerial  is 
the  primary.  As  the  charges  induced  in  the  secondary  surge 
across  the  gap  containing  the  iron  filings  they  are  caused  to  cohere. 
That  is,  they  arrange  themselves  in  metallic  chains  between  the 
electrodes  and  the  resistance  falls.  A  battery  and  relay  in  series, 
are  connected  in  shunt  with  the  coherer.  As  soon  as  the  resistance 
of  the  coherer  drops,  the  relay  is  energized  and  the  impulse  is 
transferred  into  a  local  circuit  where  it  may  be  made  to  actuate  a 
telegraph  sounder.  Following  this  crude  device,  which  was  per- 
fected in  1895,  by  Marconi,  there  were  a  ntmiber  of  coherers  and 
other  detectors  designed.  The  microphone  such  as  is  used  in 
telephony  was  also  employed  to  a  limited  extent.  These  detectors 
were  of  two  classes:  First,  those  acting  as  triggers  which  were 
tripped  by  the  ether  wave,  and  the  impiilse  thus  relayed  into  a 
secondary  circuit.  Second,  those  acting  as  valves  permitting  the 
resistance  of  the  circuit  to  drop  when  the  electrical  potential  was 
raised  to  the  proper  value. 

Detectors  may  be  classed  under  three  heads.  The  solid,  due 
to  Dunwoodie,  which  includes  the  carborundum  and  other  cr>^stal 
detectors.  The  liquid,  known  as  the  barretter,  due  to  Fessenden. 
and  the  gaseous  due  to  DcForest,  which  is  generally  known  as  the 
audion. 

Crystal  Detectors. — The  properties  of  the  crystal  detector  arc 
quite  remarkable.  Due  to  the  peculiar  structure  of  carborun- 
dum, the  resistance  of  such  a  crystal  is  widely  different  if  meas- 
ured with  currents  flowing  through  it  in  opposite  directions. 
Three  separate  crystals  gave  the  following  results:  With  the  first, 
the  resistance  measured  one  way  was  102,000  ohms;  the  other  way, 
32,000  ohms.  The  second^measured  22,000  ohms  in  one  direction 
and  13,000  ohms  in  the  other  direction.  The  third,  1,000  ohms 
in  one  direction  and  500  ohms  in  the  other.  Thus  crystals  mani- 
fest a  rectifying  property  similar  to  the  mercury  arc  and  the  alum- 
inum cell,  readily  permitting  current  to  flow  in  one  direction  but 
checking  its  flow  in  the  reverse  direction. 

Silicon  and  perikon  are  also  used  for  detectors.  These  crystals 
have  the  same  resistance  with  the  current  in  both  directions,  if 
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provided  with  heavy  contacts.  They  also  develop  a  rectifying 
property,  which,  however,  is  due  to  change  in  resistance  at  the 
surface  contact. 

From  laboratory  experiments  the  order  of  sensitiveness  has 
been  ascertained  to  be  the  following: 

1.  Iron  P5rrites.  3.  Perikon.  5.  Carborundum. 

2.  Galena.  4.  Silicon. 

The  last  named  seems  to  give  the  best  results  when  employed 
with  an  e.m.f.  of  about  0.3  of  a  volt  in  series  therewith.  All 
oystal  rectifiers  seem  to  work  better  when  assisted  by  a  small 
external  e.m.f. 

The  very  simplest  form  of  receiving  circuit  is  shown  in  Fig.  1247. 
Here  a  detector,  Z?,  which  may  be  a  simple  carbonmdum  crystal, 
bridges  the  gap  in  the  antenna  circuit  and  is  shunted 
by  a  pair  of  telephone  receivers,  T.     Now  the  dia- 
phragm of  a  telephone  receiver  cannot  follow  the 
very  rapid  radio  frequency  variations.     Every  time 
a  spark  passes  the  gap  in  a  transmitting  station  a** 
series  of  oscillations  is  produced,  which  project  a* 
wave  train  through  the  ether.   A  series  of  these  wave 
trains,  due  to  a  succession  of  sparks,  is  illustrated  in 
Fig.  1240.     The  high  frequency  does  not  succeed  in 
moving  the  telephone  diaphragm  at  all.     To  over- 
come this  difficulty,  the  crystal  detector  Z?,  Fig.     

1247,  is  placed  in  the  circuit,  which  permits  the    ^^ 
current  to  flow  in  one  direction  but  not  in  the       Fig.    1247. 

other.  The  high  resistance  of  D  in  one  direction  —Simplest 
r  f     1  .  1  1    T-      n^i      t         form  of  re- 

forces  one  set  of  alternations  through  T.     The  low    ceiving  cir- 

resistance  of  D  in  the  other  direction  permits  all    cuit  with  ciys- 

tal     detector, 
of  the  reverse  alternations  to  pass  through  D,  being 

aided  by  the  opposing  self-induction  of  T.    The  cumulative  effect 

of  one  wave  train,  therefore,  is  to  cause  the  telephone  diaphragm 

to  be  pulled  in  one  direction,  but  prevents  it  from  being  affected 

by  the  reverse  alternations,  due  to  the  valve-like  action  of  the 

detector.     The  wave  train  produced  by  one  spark  produces  the 

effect  of  a  single  pull  on  the  telephone  diaphragm,  and  when  the 

transmitting  key  is  depressed  and  a  series  of  sparks  are  produced, 

the  telephone  receiver  vibrates  as  many  times  as'thcre  are  sparks 

per  second.     The   frequency  which  is   thus  heard  is  called  the 

audio  frequency,  and  is  equal  to  the  number  of  complete  wave 

trains  per  second. 
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The  frequency  of  the  alternating  currents  in  the  transmitting 
antenna,  upon  which  the  propagation  of  radio  signals  is  based,  is 
called  the  radio  frequency.  With  a  300-meter  wave,  having  1,000 
wave  trains  per  second,  the  radio  frequency  is  1,000,000,  and  the 
audio  frequency  is  1,000;  that  is,  one  is  one  thousand  times  higher 
than  the  other.  The  hiunan  ear  can  only  detect  a  maximum 
audio  frequency  of  between  16,000  and  20,000  waves  per  second. 
Although  the  rectifying  crystal,  D,  Fig.  1247,  is  commonly  called 
a  detector,  it  detects  nothing;  it  simply  alters  the  incoming  waves 
so  that  the  telephone  can  detect  them. 

An  improved  arrangement  of  the  detecting  circuit  is  shown  in 
Fig.    1248.     Here  contact  C,  provides  for  tuning  the  antenna 

circuit,  while  the  contact,  E,  permits  of  varying 
the  coupling  to  the  detector  circuit.    Further- 
more, the  telephone,  T,  is  placed  in  series  with 
the  rectifying  detector  Z>,  so  that  all  of  the  al- 
ternations through  the  telephone  in  one  di- 
rection are  suppressed  by  the  detector  and  in 
the  other  direction  are  permitted  to  flow  freely. 
Barretter. — ^The  liquid  barretter  consists  of 
a  minute  cup  containing  a  drop  of  nitric  add 
in  the  center  of  which  is  mounted  a  piece  of 
WoUaston  wire,  composed  of  silver,  3  or  4  mils 
in  diameter  with  a  core  of  platinimi  0.1  of  a  mil 
17         n^o     r,      in  diameter.     This  forms  the  connecting  link 
ceiving  circuit  with  between  the  aenal  circtut  and  the  ground.  The 

crystal  detector  and  ^^^  dissolves  the  silver  away  from  the  plat- 
provision  for  tuning.    .  ,  ,  .  r  r     «     • 

mimi  and  leaves  a  minute  surface  of  platinum 
in  contact  with  the  acid.  A  small  e.m.f.  connected  in  series  with 
a  pair  of  head  phones  and  shunting  this  contact,  constitutes  the 
receiving  circuit.  The  e.m.f.  is  adjusted  until  the  fine  wire  point 
which  is  connected  to  the  positive  side  of  the  battery  is  able  to 
evolve  a  bubble  of  oxygen  gas  on  the  tip  of  the  wire.  The  e.m.f. 
is  almost,  but  not  quite,  sufficient  to  rupture  this  bubble.  When, 
however,  a  wave  train  oscillates  in  the  aerial  circuit,  the  bubble  is 
ruptured  and  the  resistance  due  to  the  gas  disappears  and  the 
current  rises  and  falls  in  the  local  circuit  through  the  battery. 
The  device  was  exceedingly  sensitive,  in  fact,  too  sensitive  for 
most  commercial  work,  the  difficulty  being  that  the  heavy  cur- 
rents entering  the  detector  would  often  bum  a\yay  the  platinum 
point. 
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The  Electron  Tube 

A  widely  used  detector  of  radio  waves  is  a  form  of  electron  tube 
called  the  audion.  The  connections  for  a  receiving  circuit  with 
this  gaseous  detector  are  shown  in  Fig.  1249.  A  positively 
charged  plate,  P,  is  mounted  in  a  vacuiun  tube,  together  with  a 
heated  filament,  F,  and  a  grid,  G.  The  filament  is  heated  by  a 
local  6-volt  storage  battery  E,  while  the  battery  B,  usually  of 
about  22  volts  and  adjustable,  is  used  to  energize  the  telephone 


Fig.  1249. — Simple  form  of  receiving  circuit  employing  the  audion 

electron  tube  as  a  detector. 

receiver  T.  The  aerial  A  is  connected  to  the  coil  F,  which  is 
inductively  coupled  to  L,  and  thus  serves  to  supply  impulses  to 
the  audion. 

A  filament  heated  to  incandescence  in  a  vacuiun  tends  to  give 
off  streams  of  negative  electrical  charges  or  electrons.  Now, 
when  the  filament  is  negative,  the  cathode  stream  of  electrons 
emitted  from  it  are  drawn  toward  the  plate  anode,  P,  by  the 
difference  of  potential  across  the  bulb.  These  electrons,  as  they 
collide  with  the  molecules  of  gas  within  the  bulb,  ionize  them — 
that  is,  they  render  them  conducting  in  the  direction  from  the 
plate  anode  P  to  the  filament  cathode,  F,  When  such  an  electron 
stream  emanates  from  the  heated  surface  of  the  filament  F,  it  can 
be  controlled  by  electric  charges.  The  positively  charged  plate 
P,  supported  within  the  tube,  will  attract  and  intensify  the  stream 
of  electrons,  while  a  negatively  charged  plate  or  grid,  (7,  will  repel 
and  weaken  the  stream. 
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By  varying  the  potential  impressed  upon  the  grid  (7,  the  stream 
of  electrons  thrown  off  from  the  hot  filament  can  be  greatly  altered. 
Passing  through  the  holes  in  the  grid,  the  electrons  bombard  the 
plate  behind  it  and  give  up  thereto  their  aggregate  charge  and 
current.  When  properly  constructed  and  adjusted  a  relatively 
small  change  of  electrical  potential  at  G  will  produce  a  relatively 
large  change  in  the  intensity  with  which  the  plate  P  is  bombarded 
and  therefore  in  the  strength  .of  the  current  which  will  pass  through 
the  bulb  from  P  to  F,  and  thence  to  the  negative  terminal  of  the 
battery  B.  The  high  frequency  oscillations  in  L  are  broken  up 
into  two  sets  of  charges,  one  positive  and  one  negative.  These 
impulses  charge  G  positively  or  negatively.  If  negatively  they 
decrease  the  amount  of  current  which  can  pass  from  P  to  F.  If 
positively  they  increase  the  current  which  can  pass  from  P  to  F, 
and  therefore  the  current  in  the  telephone  receivers  T.  Thus  as 
in  the  crystal  detector,  impulses  in  one  direction  are  suppressed, 
while  those  in  the  other  direction  merge  into  one  continuous  im- 
pulse from  every  wave  train  and  affect  the  telephone  receiver 
accordingly. 

Better  results  are  often  obtained  by  the  insertion  of  a  condenser, 
Kf  in  the  grid  circuit.  When  this  is  used,  it  is  desirable  to  place  a 
high  resistance,  M,  of  from  1  to  2  megohms,  called  a  grid  leak, 
around  the  condenser.  This  is  employed  for  the  purpose  of 
maintaining  the  grid  at  the  proper  potential  with  respect  to  the 
plate,  by  allowing  the  negative  electrons  which  accumulate  on  the 
grid  to  leak  away  between  the  oscillations  of  the  main  current. 

The  great  advantage  of  the  electron  tube  as  an  amplifier  of  the 
minute  incoming  signals,  lies  in  the  fact  that  a  comparatively 
small  change  in  the  potential  of  the  grid  will  bring  about  a  rela- 
tively large  change  in  the  current  flowing  through  the  tube,  from 
the  plate  to  the  filament.  When  the  filament  is  heated  to  its 
proper  temperature  it  has  been  found  that  one  volt  added  to  the 
potential  of  the  grid  G,  will  make  eight  times  as  much  change  in 
the  plate  current  as  one  volt  added  to  the  plate  voltage  of  B 
would  make.  This  principle,  which  represents  the  relative  effect 
of  the  grid  voltage  and  plate  voltage  upon  the  plate  current,  is 
called  the  amplification  coefficient  of  the  tube. 

Audion  Detector  and  One-Step  Amplifier 

Fiji;.  1250  shows  how  the  simple  detector  circuit  shown  in  Fig. 
1249  may  be  improved  by  adding  one  or  more  stages  of  amplifica- 
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tion.  The  detector  portion  of  this  circuit  is  the  same  as  in  Fig. 
1249,  except  that  the  telephone,  T,  is  replaced  by  the  primary, 
/,  of  an  induction  coil  with  an  iron  core,  C,  having  a  ratio  of 
approximately  one  to  six.  The  secondary,  5',  of  this  induction 
coil  now  takes  the  place  of  the  secondary,  5,  of  the  vario-coupler, 
VC,  connected  to  the  antenna  circuit,  and  is  employed  to  energize 
the  grid,  G',  of  a  second  tube.  As  a  slight  variation  in  potential 
of  G  causes  a  considerable  variation  in  the  current  from  P  to  F,  this 
will  bring  about  a  magnified  variation  in  the  potential  of  G'. 
This  in  turn  will  cause  a  still  further  magnified  effect  upon  the 
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Fig.  1250. — Receiving  circuit  with  audion  detector  and  aoe-step  amplifier, 
current  from  P'  to  F'  and  will  consequently  greatly  magnify  the 
effect  on  the  telephone  at  T.  Sometimes  not  only  two.  but  three, 
four,  five  or  more  steps  of  amplification  are  employed.  The  same 
storage  battery  may  bo  used  to  energize  all  of  the  filaments,  and 
under  certain  conditions  the  same  B  battery  may  be  used  for  all 
of  the  plate  circuits.  It  is  preferable,  however,  to  use  separate 
plate  batteries. 

Armstrong  Regenerative  Circuit 
The  sensitiveness  of  an  electron  tube  as  a  detector  may  be 
enormously  increased  by  a  method  which  multiplies  its  amplifying 
action.  This  action  was  discovered  by  Armstrong,  and  is  the 
basis  of  his  feed  back,  or  regenerative  circuit.  Fig.  1251  illus- 
trates the  principle  of  this  regenerative  action.  When  oscilla- 
tions are  induced  in  the  circuit  A-L-C,  a  varying  potential  is 
applied  through  the  condenser,  K,  to  the  grid  G.    As  already 
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explained,  this  varying  potential  produces  a  corresponding  varia- 
tion in  the  current  which  flows  from  the  battery  B,  through  the 
plate  P,  to  the  filament  F,  and  thence  through  coil  E  and  the 
telephone  T.  The  coils  E  and  A  are  inductively  coupled,  and 
this  plate  current,  on  its  way  through  £,  by  means  of  mutual 
induction,  transfers  some  of  the  energy  of  the  plate  oscillations 
back  into  A,  thereby  boosting  the  current  in  the  circuit  A-L-C. 
This  produces  amplified  variations  in  the  grid  potential,  which  in 
turn  produces  still  higher  variations  in  the  plate  current,  thus  still 
further  reinforcing  the  oscillations  of  the  system.     Simultaneously 


Fig.  1251. — Receiving   circuit    with    audion   detector   and    Armstrong 

"feed-back"  or  "regenerative"  circuit. 

with  this  ampUfication,  the  regular  detecting  action  goes  on.  The 
condenser,  K,  is  charged  in  the  usual  way,  but  accumulates  a  charge 
which  is  proportional,  not  to  the  original  strength  of  the  incoming 
signal,  but  to  the  final  amplitude  of  the  oscillations  in  the  grid 
circuit.  The  result  is  a  current  in  the  telephone  much  greater 
than  would  have  been  obtained  from  the  original  oscillations  in  the 
circuit. 

The  Electron  Tube  as  a  Generator  of  Oscillations 

The  electron  tube  can  be  made  to  generate  high-frequency  cur- 
rents and  thus  act  as  a  source  of  radio  currents  for  the  transmis- 
sion of  signals.  Any  regenerative  circuiti  such  as  that  shown  in 
Fig.  1251,  can  be  made  to  generate  spontaneous  oscillationsi  pro- 
vided it  be  so  arranged  that  any  change  in  grid  voltage,  (7,  makes 
a  change  in  plate  current,  P,  of  such  magnitude  that  there  is 
induced  in  the  grid  circuit  a  larger  voltage  than  that  originally 
acting. 
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An  alternating  current  is  said  to  be  modulated  when  the  ampli- 
tude of  its  oscillations  is  varied  periodically.  The  frequency  with 
which  the  variations  occur  is  necessarily  less  than  the  frequency 
of  the  alternating  current  which  is  being  modulated.  The  subject 
of  modulation  of  radio  frequency  currents  radiated  through  space 
constitutes  radio  telephony.     Fig.  1252  represents  the  wave  form 


Pu.   mi.  —  /ariation  of 
cuit  when  the  sound  "a,"  as  in  "starter,"  isjspoken  into 
the  transmitter. 

of  current  on  a  telephone  line  transmitting  the  sound  of  "a"  as  in 
starter.  Fig.  1253  represents  a  continuous  undamped  wave 
train  from  an  osciUating  source,  Fig.  1254  represents  the  antenna 


t  radio  frequency  gen- 
n  oscillating  circuit. 

current  in  radio  telephony,  transmitting  the  sound  "a"  as  in 
starter,  resulting  from  the  superimposing  of  the  telephone  current 
upon  the  continuous  radio  frequency  wave,  thereby  giving  the 
modulated  radio  frequency  wave  shown,  which  can  be  received 
with  a  simple  detector.  The  most  common  method  of  tube 
modulation  for  radio  telephony  is  by  variation  of  the  power  input 
through  the  plate.  The  general  scheme  is  shown  in  Fig,  1255. 
The  apparatus  within  the  dotted  lines,  W-X-  Y-Z,  represents 
the  system  for  generating  oscillations  at  radio  frequenqr,  the 
main  current  being  supplied  from  a  high  voltage  battery,  B,  or 
from  a  D.  C.  generator  connected  to  the  points  £+  and  £— .  The 
apparatus  for  modulating  these  oscillations  at  voice  or  audio  fre- 
quency is  embraced  within  the  dotted  hnes  H-I-M-N.  The 
potential  of  the  grid,  G,  in  the  modulating  tube  is  varied  by  con- 
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necting  the  secondary,  S,  of  the  induction  coil  or  transformer 
energized  from  the  transmitter  and  battery,  between  the  grid, 
G,  and  the  filament  F.  Now,  when  sound  waves  enter  the  trans- 
mitter T,  the  current  in  the  primary  of  the  induction  coil  supplied 
by  the  local  battery  rises  and  falls.  This  induces  altematii^ 
e.m.fs.  in  the  secondary,  which  alter  the  potential  of  the  grid,  G. 
The  battery,  B,  furnishes  a  current  through  the  inductance  L, 
which  is  fixed  in  amount  by  this  inductance,  and  which  divides 


l-'iG.  1234. — Modiilalion  effected  bv  superimposing 
the  current  produced  by  the  sound  "a,''  as  in  "starter," 
when  spoken  into  a  telephone  transmitter,  at  audio- 
frequency, upon  the  alternating  current  in  the  oscillat- 
ing circuit  at  radio  frequency. 

between  the  plate,  P,  in  the  modulating  tube  and  plate  P'  in  the 
oscillating  system.  Due  to  the  properties  of  the  generating 
system,  oscillations  at  radio  frequency  are  constantly  going  on  in 
the  circtut,  E+R-P'-G'-F'-E—.  When  the  potential  of  the  grid, 
G,  alters,  the  current  through  the  path,  P-G-F,  alters.  As  the 
total  current  through  L  is  fixed  by  this  iron  cored  inductance,  any 
alteration  through  P  causes  an  inverse  alteration  through  P. 
This  effect  of  the  variation  of  the  voice  currents  originating  at 
T  is  superimposed  upon  thojradio  frequency  currents  iii  the  os- 
cillating circuit  £+,  R-P'-G'-F'-E—.  and  is  repeated  through  the 
inductive  coupiing  into  the  transmitting  antenna. 

To  sum  up  this  action:  The  variations  at  speech  frequency  in 
voltage  of  the  grid,  G,  cause  variations  at  speech  frequency  in  the 
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resistance  of  this  tube.  Since  the  sum  of  the  tube  current  plus 
the  load  current  remains  constant,  due  to  the  inductance  L,  the 
load  voltage  and  the  load  current  pulsate  at  speech  frequency. 
This  load  voltage  and  load  current  from  the  modulator  tube  con- 
stitute the  power  supply  to  a  generating  system,  in  which  the 


for  radio  tulephoi 


antenna  current  is  "approximately  directly  proportional  to  the 
supply  voltage.  Therefore  the  radio  frequency  output  at  A,  is 
modulated  at  speech  frequency  and  the  variation  in  the  radio  wave 
emitted  causes  an  audio  frequency  tone  in  the  receiving  apparatus, 
corresponding  to  the  tone  impressed  on  the  microphone  of  the 
transmitting  circuit. 

Loud-Speaking  Receiver 

Fig.  1256  illustrates  a  form  of  loud-speaking  receiver  employed 

to  magnify  the  reproduction  of  sound  for  use  at  large  public  gather- 

a 575 0 
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ings.  Here  an  electromagnetic,  C,  energized  from  a  6-volt  storage 
battery  5,  is  employed  to  produce  a  powerful  magnetic  field 
between  the  pole  /  and  the  poles  F-H,  in  an  almost  completely 
closed  magnetic  circuit.  In  a  narrow  gap  at  the  top  is  suspended 
an  extremely  small  and  light  coil  E,  which  is  rigidly  attached  to 
the  center  of  an  aluminimi  diaphragm,  Z?,  which  itself  is  mounted 
in  a  fixed  position  at  its  circumference.  This  floating  coil  is 
supplied  with  current  from  the  secondary,  S,  of  an  induction  coil, 
the  primary  of  which,  P,  receives  the  talking  currents.  A  great 
amplification  of  sound  is  produced  over  that  obtained  in  an  ordi- 
nary telephone  receiver. 


SECTION  XXIH  CHAPTER  IV 

TELEGRAPHY 
RADIO  TELEGRAPHY  AND  TELEPHONY 

1.  Explain  the  object  of  the  oscillator  in  wireless  telegraphy.     How  is  it 
constructed?    Sketch. 

2.  Mention   the  principal  detectors  of  radio  signals  which  have  been 
employed. 

3.  Explain  the  principle  of  the  "crystal"  detector.     Sketch  simple  circuit. 

4.  Explain  the  principle  of  the  "liquid"  detector.     Sketch  simple  circuit. 

5.  Explain  the  principle  of  the  "audion"  detector.     Sketch  simple  circuit. 

6.  Explain  the  principle  of  the  audion  as  an  amplifier. 

7.  Explain  the  "Armstrong  regenerative"  circuit.     Sketch. 

8.  Explain  the  principle  of  the  audion  as  a  generator  of  electric  oscillations. 
Sketch  simple  circuit. 


SECTION  XXIV  CHAPTER  I 

ILLUMINATION 
INCANDESCENT  LAMPS 

The  carbon  filament  incandescent  lamp  is  the  invention  of 
Thomas  A.  Edison.  The  original  patent  was  dated  January  27, 
1880,  and  covered  a  filament  of  paper  or  carbonized  cellulose 
mounted  in  an  all  glass  hermetically  sealed  vacuum  chamber 
with  platintmi  leading-in  wires.  The  filament  was  of  high 
resistance  and  was  adapted  for  the  distribution  of  current  through 
a  large  number  of  lamps  in  multiple. 

The  Carbon  Lamp. — Following  this  original  lamp,  Edison 
selected  bamboo  fiber  as  the  most  suitable  material  from  which 
to  make  filaments.  This  was  followed  by  a  cellulose  filament 
made  froiti  cotton  and  subsequently  carbonized.  Oxygen  being 
necessary  to  combustion,  the  exclusion  of  the  air  prolonged  the 
life  of  the  filament.  Carbon  being  very  refractory  in  character 
could  be  worked  at  a  temperature  of  from  1,700  to  1,900  degrees 
Centigrade  without  rapid  disintegration. 

Light  ntiay  be  obtained  electrically  in  two  ways : 

First,  through  the  medium  of  incandescence. 

Second,  through  the  mediimi  of  luminescence. 

In  the  first  place  light  is  a  temperature  effect  and  a  high  tem- 
perature is  essential  to  any  degree  of  efficiency. 

In  the  second  place  there  is  a  direct  transformation  of  the 
electrical  energy  into  light  without  passing  through  the  medium 
of  heat. 

To  insure  imiform  conductivity  the  process  of  flashing  the 
filament  was  devised.  This  consisted  in  depositing  carbon  upon 
the  filament  from  some  liquid  or  hydro-carbon  vapor  so  that 
a  uniform  conductivity  was  insured.  The  original  filament 
required  four  watts  to  produce  a  candle  power.  Subsequent 
improvements  reduced  consumption  to  3.1  watts  per  candle 
power. 

The  GEM  Lamp. — Following  the  carbon  lamp,  the  GEM  lamp 
was  produced  by  the  General  Electric  Company.  This  con- 
tained a  metalized  filament,  which  was  made  by  subjecting  a 
carbon  filament,  both  before  and  after  flashing,  to  a  high  tem- 
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perature  in  an  electric  furnace.  The  term  "metalized"  was 
applied  because  of  the  positive  temperature  coefficient  which 
was  acquired  during  the  process.  Carbon  normally  decreases 
in  resistance  with  a  rise  in  temperature.  After  this  special 
treatment,  however,  it  changes  its  nature  and  has  a  positive 
temperature  coefficient.  These  lamps  consumed  but  2.5  watts 
per  candle  power  because  of  the  higher  temperature  at  which 
the  filament  could  be  worked. 

The  Tantalum  Lamp. — In  1907  the  Tantalum  lamp  appeared. 
This  consisted  of  a  filament  of  metallic  tantalum  which  had  a  very 
high  melting  point  and  could  therefore  be  worked  at  a  higher 
temperature  than  carbon.  Because  of  the  low  specific  resistance 
of  Tantaltmi  the  filament  was  about  2  feet  long  for  a  lamp  con- 
suming 44  watts.  The  higher  temperature  gave  an  efficiency 
of  2  watts  per  candle  power.  As  the  metallic  filament  pos- 
sessed a  positive  temperature  coefficient,  a  rise  in  voltage  was 
not  accompanied  by  a  corresponding  rise  in  current.  The 
carbon  filament,  however,  falls  in  resistance  when  the  e.m.f. 
is  raised  and  the  current  tends  to  overtax  the  lamp;  thus  an 
increase  of  5%  in  voltage  on  a  carbon  filament  lamp  will  under 
certain  conditions  cause  an  increase  of  40%  in  light. 

The  Tungsten  Lamp. — Soon  after  the  appearance  of  tantalimi, 
the  tungsten  lamp  was  produced.  Tungsten  is  a  still  more  re- 
fractory metal  than  tantalum.  It  will  melt  only  at  a  tempera- 
ture of  from  3,000  to  4,000  degrees  Centigrade.  Because  of  the 
difficulty  of  reducing  it,  the  early  filaments  were  constructed  by 
reducing  tungsten  compounds  or  oxides  to  powder  and  mixing 
them  with  binding  material  after  which  they  were  pressed  into 
the  filament  shape  and  subsequently  heated  to  drive  off  foreign 
materials.  These  filaments  were  exceedingly  frail.  Shortly 
thereafter  the  drawn- wire  filament  lamps  were  produced. 

To  produce  wire-drawn  filaments,  the  following  process  was 
developed : 

Oxide  of  Tungsten  in  a  finely  powdered  form  was  mixed  with 
a  binder  and  subjected  to  hydraulic  pressure.  In  this  way  small 
rods  approximately  }i  inch  long  were  formed.  These  were 
placed  vertically  in  porcelain  tubes  between  the  terminals  of  an 
electric  circuit.  As  tungsten  is  very  oxidizable  it  was  necessary 
to  send  a  stream  of  hydrogen  gas  through  the  tube  to  prevent  the 
oxidation  of  the  rod.     An  alternating  current  of  700  amperes  at  9 
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volts  was  then  applied.  The  heat  generated  was  sufficient  to 
drive  oflF  the  impul^jes  and  produce  a  rod  of  pure  tungsten  which, 
however,  was  of  a  very  crystalline  and  fragile  character.  This 
rod  was  then  passed  through  a  swaging  madiine  which  simulta- 
neously hammered  it  on  all  sides  and  lengthened  it  out  into  a  wire 
about  30  feet  long.  This  process  greatly  increased  the  ductility 
of  the  metal  so  that  it  could  be  finally  drawn  through  diamond 
dies  similar  to  those  used  for  drawing  copper  and  other  wires. 
The  dies  were  of  constantly  diminishing  cross-section  and  this  rod 
finally  yielded  a  wire  1,000  feet  long  of  proper  cross-section  for  40- 
watt  lamps. 

Lamps  of  this  size  are  exhausted  to  a  moderate  vacuum,  as 
are  carbon  lamps.  In  sizes  of  100  watts  and  upwards  the  lamps 
are  filled  with  argon  or  nitrogen  gas.  A  vacuum  lamp  has  a 
tendency  to  blacken  due  to  the  deposition  of  the  condensed 
vapor  of  tungsten  thrown  off  by  the  heated  filament.  If  the 
pressure  within  the  globe  is  raised,  the  vaporization  will  be 
restrained.  It  was  therefore  found  desirable  to  introduce  an 
inert  gas  which  would  not  combine  with  the  filament,  at  a  pres- 
sure just  below  the  atmosphere  so  that  when  the  gas  is  heated 
the  expansion  will  bring  about  a  pressure  within,  which  is 
practically  equal  to  the  pressure  without.  As  a  consequence  the 
filament  may  be  worked  at  a  higher  temperature  than  formerly. 
This  results  in  a  greater  economy.  A  carbon  filament  lamp  will 
give  40  times  as  much  light  at  2,000  as  at  1,900  degrees.  Once 
the  filament  is  brought  to  the  incandescent  state  any  further 
increase  in  temperature  is  accompanied  by  the  production  of  a 
large  amount  of  light  with  a  very  small  increase  in  consumption 
of  power.  Gas  filled  lamps  therefore  are  much  more  economical 
and  superior  in  every  way  to  the  vacuum  lamps.  A  40- watt 
vacuum  tungsten  lamp  has  an  efficiency  of  1.25  watts  per  candle 
power.  Gas  filled  lamps  have  an  efficiency,  in  sizes  of  from  100 
watts  to  200  watts,  of  1  watt  or  less  per  candle  power.  With 
concentrated  filaments  of  a  spiral  character  for  low  voltages, 
designed  for  moving  picture  projection,  efficiencies  as  high  as  0.4 
watt  per  candle  power  have  been  obtained. 

Platintmi  leading-in  wires  have  been  discarded  even  in  the 
smaller  sizes  and  special  alloys  have  been  substituted  which  have 
the  same  coefficient  of  expansion  as  glass. 

The  word  Mazda  is  a  trade  mark  representing  the  highest 
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standard  of  qtiality  in  metallic  filament  lamps.  It  is  the  seal 
or  brand  of  a  plan  of  exchange  of  information  between  associated 
lamp  manufacturers.  As  all  other  types  of  incandescent  lamps 
except  tungsten  have  practically  been  discarded  the  name  has 
come  to  represent  the  highest  standard  of  perfection  in  timgsten 
lamps. 


SECTION  XXIV  CHAPTER  I 

ILLUMINATION 
INCANDESCENT  LAMPS 

1.  Explain  the  construction  and  efficiencies  of  the  carbon  and  G.  E.  M. 
incandescent  lamps. 

2.  Explain  the  construction  and  efficiency  of  the  Tantalum  incandescent 
lamp. 

3.  Explain  the  construction  and  efficiency  of  the  Tungsten  vacuum  lamp 

4.  Explain  the  construction  and  efficiency  of  the  Tungsten  gas  filled  lamp. 
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ILLUMINATION 

ARC  LAMPS 

In  1810  Sir  Humphrey  Davy  produced  the  first  arc  light. 
The  Royal  Society  of  England  presented  him  with  £1»000  with 
which  to  experiment.  He  constructed  two  thousand  cells  of 
pltmge  battery  and  connected  these  to  terminals  of  two  small 
pieces  of  wood  charcoal  as  in  Fig.  1257.  When  the  pieces  of 
charcoal  were  brought  within  a  short  distance  of  each  other  the 
current  passed,  heating  the  charcoal  to  incandescence.  When 
the  electrodes  were  separated  the  current  continued  to  pass  on 


Fig.  1257. — Sir  Humphrey  Davy's  arc  light. 

the  conducting  vapor  in  a  beautiful  as  ending  arch  of  light.  This 
was  therefore  called  the  arch  light.  The  name  was  subsequently 
shortened  to  arc  light. 

The  carbon  arc  is  the  oldest  form  of  street  illuminant.  A 
current  of  about  10  amperes  under  a  pressure  of  about  50  volts 
passed  between  two  electrodes  of  hard  carbon  about  one-half 
inch  in  diameter  separated  from  3^  to  3^  of  an  inch.  The  upper 
carbon  was  made  the  positive  electrode.  The  current  causes 
particles  of  the  end  of  the  positive  carbon  to  be  heated  to  in- 
candescence and  then  vaporized,  forming  a  conducting  path  of 
carbon  vapor  between  the  two  electrodes.  On  this  path  the 
current  flows.  The  positive  carbon  is  very  much  hotter  than 
the  negative.  The  temperature  of  the  terminal  of  the  positive 
carbon  is  approximately  3,500  degrees  Centigrade.  The  end 
of  this  electrode  becomes  hollowed  and  forms  a  crater.     Eighty- 
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five  %  oi  bU  the  lights  given  by  the  arc  come  from  this  spot^ 
The  temperature  is  so  high  that  the  intrinsic  brilliancy  of  t 
crater  is  8,000  times  that  of  an  incandescent  carbon  filament  a 
1 .800  degrees  Centigrade.     The  carbon  vapor  is  carried  across  tol 
the  negative  electrode  where  it  condenses  and  is  deposited  in  thefl 
form  of  a  nipple.     The  positive  carbon  bums  away  about  twicej 
as  fast  as  the  negative.     Fig.  1258  shows  the  appearance  c 

open  carbon  arc.  The  refractory  nature^ 
of  the  carbon  accounts  for  the  high  tem-l 
perature  at  which  it  may  be  worked'l 
before  volatilization  occurs. 

In  order  that  the  electric  arc  may  be 
used  commercially,  a  mechanism  must 
be  provided,  first,  for  separating  the 
carbons  and  striking  the  arc,  and  second, 
for  feeding  them  together  as  they  bum 
away. 

CarboD  Aic  Lamps 
The  first  automatic   arc  lamps  were 
designed   by  Charles  F.  Brush  in  1878. 
The  general  construction  of  the  mechan- J 
ism  of  an  arc  lamp  is  shown  in  Fig.l259.,J 
This  is  a  differential  arc  lamp  and  may  1 
be  used  on  any  kind  of  a  direct-current 
source.    Current  passes  in  at  the  positive 
terminal,  thence  through  the  series  mag- 
net, Se,  and  through  the  rod  ,4  which 
carries  the  upper  carbon,  thence  >ia  the 
bottom  carbon  to  the  negative  side  of 
the  hne.    There  is  a  by-path   throughj 
the  shunt  magnet  Sh  which  is  of  com 
paratively  high  resistance.     As  this  path  is  virtually  short -c 
cuited   by  the   path  through   the  series   magnet  and  arc.   i 
shunt  magnet  is  not  energized.     The  series  magnet  therefoi 
pulls  up  on  the  core,  the  clutch  mechanism  C  is  locked  and  i 
upper  carbon  holder  and  carbon  are  raised.     As  the  pressure 
across   the   terminals    of   the   lamps   is   about   SO    volts,    the 
current  continues  to  flow  across  the  gap  as  the  arc  is  struck. 
As  the  carbons  bum  away  two  results  ensue.     The  lengtheningj 
arc  is  accompanied  by  an  increase  in  resistance  w'^'ch  causes  thel 


Fig.  12S8,— Actual  a 
pearance  of  crater  a: 
nipple  in  carbon  arc  light. 


Illumination 


655 


current  in  the  arc  to  fall.  The  series  magnet  therefore  becomes 
weaker.  At  the  same  time  the  shunt  magnet  which  is  across  the 
arc  is  subjected  to  the  potential 
of  the  arc  which  rises  as  the  gap 
lengthens.  There  is,  therefore, 
a  simultaneous  weakening  of  the 
series  magnet  and  strengthening 
of  the  shunt  magnet.  This  soon 
disturbs  the  mechanical  balance 
and  causes  the  shunt  magnet  to 
overpower  the  scries  magnet. 
The  shunt  magnet  therefore  pulls 
down  on  its  core,  releases  the 
clutch  and  permits  the  positive 
carbon  to  feed  by  gravity  toward 
the  negative.  Before  it  can  reach 
the  negative,  however,  the  short- 
ening of  the  arc,  accompanied 
by  the  reduction  in  resistance. 
causes  the  current  to  rise,  the 
series  coil  is  strengthened,  the 
potential  across  the  shortened 
arc  falls  and  causes  a  reduced 
effect  upon  the  shunt  magnet, 
and  the  series  magnet  regains 
control,  draws  up  the  armature, 
locks  the  clutch  and  checks  the 
further  descent  of  the  carbon. 
Thus  means  are  provided  for 
feeding  the  carbons  together  as 
required. 

On  constant  potential  circuits 
the  shunt  magnet  is  not  abso- 
lutely necessary.  A  spring  may 
take  the  place  of  this  magnet  as 

shown  in  Fig.  1260,  Here  the  Fia.  1259.— Differential  a 
series  magnet  operates  as  before  '"^  constant -potential  or  o 
to  strike   the   arc.     When   the 

arc  becomes  sufficiently  long  the  current  falls  in  the  series  magnet 
to  such  an  extent  that  the  spring  S  is  able  to  overpower  it. 
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pulling  down  on  the  core  and  releasing  the  clutch,  allowing  the 
carbons  to  drop  together.     When   they  do    so    the    resulting 


I — ® 


FlO.  1261, — Shunt  arc  lamp  used 
one  lime,  in  series  groups,  on  ton' 
mt  poteatial  circuits  only. 

increase  in  current  strengthens  the  series  magnet  which  t 
powers   the   spring,  causes  the  clutch  to  again  lock  and  thedj 
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to  be  restruck.  The  feeding  is  not  as  smooth  as  in  the  diflPer- 
ential  lamp  but  this  simple  construction  has  proved  very  satis- 
factory on  multiple  systems. 

At  one  time  the  shunt  lamp  shown  in  Fig.  1261  was  employed 
for  series  groups,  on  multiple  circuits.  Here  a  spring  S  replaced 
the  series  magnet.  The  carbons  were  normally  held  apart,  the 
clutch  being  in  the  locked  and  raised  position  due  to  the  spring. 
When  the  current  was  applied  it  could  not  pass  through  the  gap. 
for  the  carbons  were  separated.  It  therefore  took  the  alter- 
native path  through  the  shunt  magnet.  This  overpowered  the 
spring,  tmlocked  the  clutch,  and  the  carbons  dropped  together. 
This  formed  a  virtual  short  circuit  on  the  shunt  magnet  which 
was  thus  de-energized,  the  spring  was  then  free  to  act,  to  lock 


Fig.  1262. — R^^ulating  principle  of  series  and  shunt  magnets  in  differential 
arc  lamp  on  constant  potential  circuits  with  ballast  in  series. 

the  clutch  and  strike  the  arc.  Like  the  lamp  with  only  the 
series  magnet  this  lamp  was  not  as  smooth  as  the  differential 
lamp  in  its  operation. 

A  ballast  resistance,  /?,  is  required  in  series  with  all  arc  lamps 
worked  on  constant  potential  circuits.  The  object  of  this  ballast 
is  two-fold:  First,  without  it  the  electro-motive-force  at  the 
terminals  of  the  shunt  coils  would  be  constant  and  the  lamp 
could  not  feed  for  there  would  be  no  way  of  varying  the  potential 
on  the  shunt  coil.  Second,  the  ballast  is  necessary  to  steady 
the  action  of  the  arc.  The  resistance  of  the  arc  decreases  with 
an  increase  of  current.  Therefore  it  would  be  impossible  to 
maintain  a  steady  arc  on  a  constant  potential  circuit  without  an 
appreciable  resistance  in  series  with  it. 

To  understand  the  action  of  the  ballast,  consider  Fig.  1262. 
Here  the  arc  is  shown  at  /),  in  sketch  A,  the  series  magnet  Se,  and 
the  shunt  magnet  Sh  and  a  ballast  of  5  ohms  in  series  across  a 
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100-volt  line.  The  drop  in  potential  across  the  shunt  magnet 
and  arc  is  50  volts.  Assuming  the  arc  to  take  a  current  of  10 
amperes,  this  current  will  pass  through  the  5-ohm  ballast  and 
also  cause  a  drop  of  potential  of  50  volts.  Now  suppose  the 
carbons  bum  apart  and  the  current  falls  in  the  arc  to  8  amperes 
due  to  the  increased  resistance,  as  shown  at  B.  Eight  amperes 
passing  through  5  ohms  ballast  causes  a  drop  of  only  40  volts. 
As  the  line  pressure  is  100  volts  this  raises  the  pressure  on  the 
shunt  magnet  to  60  volts.  The  current  in  the  series  coil  hav- 
ing fallen  to  8  amperes,  and  the  shunt  coil  having  its  pressure 
raised  to  60  volts,  insures  that  the  shunt  magnet  will  overpower 
the  series  magnet  and  cause  the  clutch  to  be  released  and  the 
lamp  to  feed.  Shotdd  the  carbons  drop  too  close  together  the 
condition  shown  at  C  will  result.  The  current  may  now  run  up 
to  12  amperes  through  the  arc  and  series  coil.  But  12  amperes 
in  the  5-ohm  ballast  brings  about  a  drop  of  60  volts  which  leaves 
only  40  volts  to  be  impressed  upon  the  shunt  magnet.  The  shunt 
magnet  now  becomes  very  weak  and  the  series  magnet  very 
strong.  The  series  magnet  therefore  overpowers  the  shunt,  locks 
the  clutch  and  lengthens  the  arc.  As  the  source  maintains  a 
constant  potential  it  will  be  evident  that  a  series  ballast  is 
essential  in  order  to  obtain  a  variable  potential  on  the  shunt  coil. 

The  Metallic  Flame  Arc 

The  open  carbon  arc  has  an  efficiency  of  about  one  watt  per 
candle  power.  An  improvement  in  efficiency  is  found  in  the 
metallic  flame  arc  designed  for  D.  C.  circuits.  The  construction 
is  radically  different  from  the  open  carbon  arc.  Instead  of 
employing  a  positive  electrode  which  is  volatilized,  the  positive 
consists  of  a  copper  block  C,  Fig.  1263,  while  the  negative  elec- 
trode M  is  the  one  which  is  vaporized  and  is  fed  upward  from 
the  bottom.  The  negative  electrode  consists  of  an  oxide  of  iron 
powder,  called  magnetite,  mixed  with  chronium  and  titanium 
salts,  and  packed  in  an  iron  tube.  The  current  volatilizes  the 
magnetite  and  produces  a  long  arc.  The  vapor  of  iron  oxide  be- 
ing a  good  conductor,  the  arc  is  stable  at  all  temperatures.  The 
magnetite,  however,  is  not  very  efficient  as  a  light  producer. 
The  volume  of  the  conducting  vapor  supplied  by  the  magnetite  is 
more  than  is  necessary,  hence  oxide  of  chromium  is  added  to  re- 
strain evaporation.  The  light  comes  from  the  flame  of  the  arc 
and  not  from  the  electrodes,  the  high  efficiency  being  due  to  the 
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salts  of  titanium  which  are  contained  in  the  negative  electrode 
and  which  are  automatically  released  and  raised  to  a  high  degree 
of  luminescence  in  the  flame.  The  positive  electrode,  because  of 
its  large  cooling  surface,  is  consumed  very  slowly  and  will 
bum  several  thousand  hours  before  it  becomes  so  pitted  as 
to  require  renewal.  The  negative  electrode  has  a  life,  de- 
pending on  its  length,  of  about  200  hours.  The  lamps  give  ofl 
considerable  smoke  due  to  the  vapor  generated,  making  it  un- 
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Fig.  1263. — MagnetiU:  arc  lani]»  Imilt  by  the  Wtstinghousc  Company. 

suitable  for  use  indoors.  It  is,  however,  adapted  for  lighting  of 
main  thoroughfares  in  cities  where  its  high  efficiency  of  0.5 
watt  per  candle  power  gives  it  a  distinct  advantage.  These 
lamps  are  made  in  two  sizes,  one  requiring  4.0  amperes  at  90 
volts  and  the  other  6.6  amperes  at  80  volts.  The  latter  has  an 
efficiency  of  0.3  watt  per  candle  power. 
The  Flaming  Arc 
Some  years  ago  the  flaming  arc  was  used  to  a  limited  extent 
for  spectacular  illumination.     It  will  work  on  either  A.C.   or 
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D.C.  circuits.  The  light  is  due  to  minute  burning  particles  in 
the  flame  of  the  arc,  which  are  raised  to  a  high  state  of  lumines- 
cence. The  high  efficiency  of  the  light  is  due  to  the  impregnation 
of  ordinary  carbon  with  calcium  fluoride,  which,  in  the  arc,  be- 
comes intensely  limiinous.  Some  of  the  lamps  were  made  with 
both  of  the  carbons  pointing  downward  inclined  at  an  angle  to 
each  other,  the  arc  flame  being  produced  across  their  lower 
extremities.  The  light  was  usually  intensely  yellowish  in  color. 
The  efficiency  was  extremely  high,  but  0.1  to  0.2  watt  being 
required  per  candle  power.  It  was  impractical,  however,  to 
build  these  lamps  for  less  than  five  or  ten  thousand  candle  power. 
They  gave  off  great  volumes  of  smoke  and  the  arc  was  very 
unstable.  They  were  used  for  a  time  in  the  illumination  of 
theater  fronts  and  in  similar  places  but  have  generally  been 
superseded  by  high  candle  power  gas  filled  tungsten  lamps. 

The  Mercury  Vapor  Arc 

The  mercury  vapor  lamp  was  devised  by  Peter  C.  Hewitt  in 
1901.  It  is  usually  built  in  the  form  of  a  vacuum  glass  tube 
about  13^  inches  in  diameter  by  2  feet  long,  containing  two 
electrodes,  the  negative  electrode  consisting  of  a  well  of  mercury. 


Fig.    1264. — Cooper-Hewitt  mercury  arc  lamp. 

The  general  appearance  of  the  lamp  is  shown  in  Fig.  1264.  It 
is  employed  on  110-volt  circuits  in  series  with  a  ballast  of  resist- 
ance and  reactance  to  limit  and  steady  the  current.  To  start 
the  lamp  it  is  tilted  until  the  mercury  runs  along  the  glass  and 
connects  the  two  electrodes.  When  this  closed  circuit  is  in- 
terrupted an  arc  is  formed  and  the  mercury  vaporizes.  On  this 
conducting  path  the  current  continues  to  flow  between  the 
electrodes,  raising  the  vapor  to  a  high  degree  of  incandescence. 
The  mercury  is  constantly  vaporized,  re-condensed  as  it  strikes 
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the  cool  walls  of  the  tube  and  runs  back  into  the  well  at  B,  whence 
it  is  vaporized  over  again.  The  peculiarity  of  the  light  is  that  it 
includes  all  of  the  rays  of  the  solar  spectrum  except  red.  While 
it  makes  a  highly  efficient  light  by  which  to  work  and  is  not 
injurious  to  the  eye,  it  nevertheless  gives  serious  distortions  in 
color  values.  It  is  used  considerably  for  photography  and  is 
sometimes  utilized  in  combination  with  incandescent  lamps  for 
modifying  the  color  effect.  The  life  of  the  bulb  is  about  1,000 
hotirs  and  the  efficiency  is  about  0.4  watt  per  candle.  This 
lamp,  like  the  open  arc  and  enclosed  arc,  has  been  largely  re- 
placed by  the  high-power  tungsten  gas-filled  lamp  which  has 
equal  or  better  efficiencies  and  more  satisfactory  color  values. 


SECTION  XXIV  CHAPTER  II 

ILLUMINATION 
ARC  LAMPS 

1.  Explain  the  principle  and  efficiency  of  an  open  carbon  arc  lamp. 

2.  Explain  the  mechanism  and  operation  of  a  differential  arc  lamp. 

3.  Explain  the  mechanism  and  operation  of  a  series  arc  lamp. 

4.  Why  must  a  ballast  be  used  in  connection  with  an  arc  lamp  on  a  constant 
potential  circuit  ? 

5.  Explain  the  principle  of  the  "metallic  flame"  arc  lamp.     To  what  is  the 
high  efficiency  due  ? 

6.  Explain  the  principle  of  the  "flaming  arc"  lamp.    What  causes  the  high 
efficiency  ? 

7.  Explain  the  principle  of  the  "mercury  vapor"  lamp. 
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ILLUMINATION 
PHOTOMETRY 

A  photometer  is  a  light  measurer.  It  is  usually  an  instrument 
for  measuring  the  intensity  of  a  source  or  the  intensity  of  the 
illumination  resulting  therefrom.  Various  standards  have  been 
employed  as  a  basis  for  comparison.  The  candle  power  is  the 
usual  standard  of  intensity  of  a  light  source.  The  British  stand- 
ard candle  was  based  upon  a  flame  which  burned  120  grams  of 
spermaceti  wax  per  hour  from  a  candle  J^  of  an  inch  in  diam- 
eter. In  Germany  a  paraffin  candle  was  employed  as  a  standard, 
the  unit  being  called  the  Hefner.  The  latest  determination  by 
the  Reischenstaldt  gives  a  value  of  9  for  the  Hefner  as  against  10 
for  the  standard  candle.  That  is,  the  Hefner  is  equal  to  0.9 
of  a  standard  candle. 

Great  difficulty  is  experienced  in  comparing  sources  of  light 
because  the  sources  do  not  contain  equal  percentages  of  luminous 
rays.  The  luminous  rays  in  various  lamps  are  approximately 
as  follows : 


Kerosene  oil  lamp 3 


/o 


Gas  lamp 4 

Incandescent  carbon  lamp 5 

Tungsten  vacuum  incandescent 12 

Tungsten  gas-filled  lamp 30 

The  sun 34 

Flaming  arc 70 

Fire-fly 100 

The  "candle  power"  as  its  name  indicates  is  the  unit  of  inten- 
sity of  a  source  of  light  as  compared  with  a  standard  candle. 
Strictly  speaking  it  expresses  intensity  on  one  direction  only. 
The  candle  power  of  a  lamp  is  usually  different  in  every  direction. 
The  average  or  mean  candle  power  expresses  the  average  of  the 
intensities  in  a  great  many  different  directions.  For  example, 
the  mean  lower  hemispherical  candle  power  of  a  lamp  is  the 
average  of  the  candle  power  values  in  all  directions  below  a 
horizontal  line  drawn  through  the  center  of  the  source  of  light. 
The  mean  spherical  candle  power  of  a  lamp  is  the  average  in  all 
directions.     When  an  incandescent  lamp  is  spoken  of  as  giving 
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so  many  candle  power,  the  average  of  candle  power  values  in  all 
horizontal  directions  is  usually  meant.  That  is,  the  mean  hori- 
zontal candle  power. 

The  foot-candle  is  the  unit  of  intensity  of  illumination.  That 
is,  the  illumination  obtained  on  a  surface  one  foot  away  from 
a  light  source  of  one  candle  power,  when  the  surface  is  at  right 
angles  to  the  light  ray. 

The  lumen  is  the  unit  of  quantity  or  flux  of  light.  This  is 
a  very  useful  unit  with  which  to  work.  One  limien  of  light  is  the 
quantity  necessary  to  produce  one  foot  candle  average  intensity 
of  illtunination  over  an  area  of  one  square  foot.  Reference  to 
Fig.  1265  will  show  what  is  meant  by  quantity  or  flux  of  light. 


Fig.  1265. — Illustrating  the  "law  of  the  inverse  square." 

The  solid  angle  included  by  the  lines  L-A,  L-B,  L-C,  L-D,  may 
be  considered  as  including  a  certain  quantity  of  light.  The  in-' 
tensity  or  candle  power  may  be  different  for  every  position  within 
the  solid  angle.  That  is,  L-A  may  be  of  one  candle  power,  and 
L'B  one  and  a  half  candle  power.  But  with  all  of  these  different 
intensities  or  candle  powers  the  quantity  of  light  within  the 
angle  may  be  considered  as  definitely  fixed.  Suppose  this  quan- 
tity is  one  lumen.  Suppose  the  area  of  the  surface  E  is  one 
square  foot.  Then  the  average  intensity  of  illumination  on  E 
is  one  foot  candle,  since  the  definition  of  a  lumen  is  the  quantity 
of  light  which  will  give  one  foot  candle  over  an  area  of  one  square 
foot.  The  intensity  of  illumination  at  some  point  on  E  may  be 
two  foot  candles,  at  another  point  it  may  be  one-half  foot  candle, 
but  the  average  intensity  must  be  one  foot  candle.  Now  suppose 
the  Ivunen  of  light  strikes  the  surface  G.  Assume  that  G  is 
twice  as  far  from  the  light  source  as  E,     The  area  of  G  will  then 
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be  four  times  the  area  of  E  or  fotir  square  feet.  The  average 
illumination  on  G  is  therefore  one-fourth  of  a  foot  candle,  since 
one  lumen  spread  over  four  square  feet  will  give  an  average 
illumination  of  one-fourth  of  a  foot  candle.  This  also  shows 
graphically  why  it  is  that  the  foot  candle  intensity  of  illumina- 
tion varies  inversely  as  the  square  of  the  distance  from  the 
source. 

Lamps  are  now  quite  frequently  rated  in  lumens  instead  of 
candle  power.  Roughly,  the  liunens  are  equal  to  ten  times  the 
candle  power.  Accurately  the  Itunens  are  equal  to  12.57  times  the 
candle  power.  That  is  to  say,  as  there  are  12.57  square  feet  on 
the  surface  of  a  sphere  of  one  foot  radius,  the  total  flux  of  light 
emanating  from  a  source  of  one  candle  power  would  be  12.57 
lumens,  and  the  illiunination  on  each  square  foot  of  the  surface 
of  such  a  sphere  would  be  one  candle  foot. 

It  is  easy  to  lay  out  lighting  sjrstems  figuring  with  light  in 
lumens.  Suppose  there  is  a  room  10  feet  square  and  10  feet  high 
with  a  100-watt  Mazda  gas-filled  lamp  and  reflector  at  the  center 
of  the  ceiling.  This  lamp  gives  approximately  1,000  lumens  of 
light.  Suppose  the  reflector  and  walls  and  ceiling  absorb  60% 
of  the  light.  The  efficiency  under  which  the  light  is  utilized  is 
then  40%.  The  useful  lumens  actually  producing  illumination 
are  therefore  40%  of  1,000  or  400  lumens.  The  area  of  the  floor 
of  the  room  being  100  square  feet  there  will  be  an  average  of  four 
lumens  to  each  square  foot  while  the  average  intensity  of  illumina- 
tion on  the  floor  is  about  one  foot-candle. 

It  is  customary  in  practice  to  work  this  problem  backward, 
starting  with  the  desired  illtunination  in  foot  candles.  The 
number  of  lumens  desired  to  light  the  room  is  then  found  and 
finally  the  number  and  size  of  the  lamps  necessary. 

The  lumens  produced  by  the  different  lamps  varies  with  their 
size  and  make.  Small  Mazda  lamps  give  about  12^^^  lumens  per 
spherical  candle  power.  Type  C  gas-filled  Mazda  gives  as  high 
as  18  lumens  per  spherical  candle  power. 

Photometers 

Light  is  a  vibration  of  ether  waves.  The  length  of  a  wave  of 
sun  light  is  approximately  3^^0000  of  ^^  i'^ch  long.  White  light 
is  made  up  of  seven  primary  colors.  The  longest  wave  is  red  and 
the  shortest  violet.  The  ultra  violet  rays  are  not  visible.  As 
the  eye  must  be  the  judge  in  each  case,  in  order  to  measure  the 
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intensity  of  light  beams,  the  various  sources  must  be  compared 
before  the  eye.  Every  light  ray  contains  in  addition  to  the  lumi- 
nous rays,  thermal  rays  which  produce  heat  and  actinic  or  chem- 
ical rays  which  are  active  in  affecting  a  photographic  plate. 
Light  is  measured  in  candle  power  by  means  of  a  photometer. 

The  Suidow  Photometer. —One  of  the  earliest  of  these  instru- 
ments is  the  Rumford  shadow  photometer  shown  in  Fig.  1266. 


Fig.  1266. — "Rumford"  shadow  photometer. 

Here  a  standard  candle  is  placed  at  C.  At  another  point  a 
lamp  C,  whose  candle  power  is  to  be  compared,  is  placed  at  a 
greater  or  less  distance  and  at  an  angle  with  respect  to  the  fixed 
source.  These  two  sources  each  throw  a  shadow  of  the  rod,  T, 
upon  the  screen  S.     By  moving  the  standard  lamp  nearer  or 
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Pig.  1267. — "Bunsen"  grease-spot  photometer. 

farther  away  the  intensity  of  the  two  shadows  may  be  brought 
to  the  same  value.  When  the  shadows  are  equal  in  intensity 
the  candle  powers  of  the  two  sources  are  to  each  other  directly 
as  the  square  of  their  respective  distances  from  the  screen.  Thus 
C:C'::Z)'  :  D'\ 
The  Grease  Spot  Photometer.^ — An  improvement  upon  this 
crude  device  is  shown  in  Pig.  1267.     This  pictures  the  Bunsen 
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greua  tpot  photometer.  If  a  sheet  of  paper  has  a  grease  spot  in 
the  center  and  is  held  up  to  the  light,  the  spot  will  appear  lighter 
or  darker  than  the  surrounding  paper  depending  upon  whether  the 
intensity  of  the  light  on  one  side  is  greater  or  less  than  on  the 
other.  Whenever  light  strikes  an  objsct  the  result  is  three  fold. 
It  may  be  reflected  back  from  the  surface,  transmitted  through 
the  surface,  or  absorbed  by  the  surface.  A  piece  of  translucent 
paper  does  all  three  of  these  things.  The  hght  that  is  reflected 
produces  no  effect  upon  it.  The  light  that  is  transmitted  illumi- 
nates beyond  it,  white  the  rays  that  are  absorbed,  heat  the  paper. 
When  a  light  beam  strikes  a  paper  surface  in  the  center  of  which 
is  a  grease  spot,  part  of  the  light  passes  through  the  grease  spot 
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making;  the  spot  darker  on  the  side  from  which  it  is  transmitted 
than  the  surrounding  space  from  which  it  is  reflected.  On  the 
othor  side  of  the  sheet,  however,  where  the  illumination  is  less, 
the  HkIi'  transmitted  through  the  grease  spot  causes  it  to  be 
liriKhter  than  the  surrounding  space  when  so  illuminated. 

Whi'u  bi'th  sides  of  the  paper  are  illiuninated  to  equal  inten- 
sitie.i  the  grease  spot  disappears.  This  is  the  principle  involved 
in  obtainitij;  a  balance  between  two  light  sources  in  the  Bunsen 
Hivase  si'ut  photometer.  In  the  sight  box  for  this  photometer 
shown  in  P'n^.  1268,  there  are  two  mirrors,  M-M,  which  are 
sinuiltani'ously  viewed  by  a  person's  two  eyes  through  openings 
A-.\.  Thf  mirrors  aro  placed  at  such  an  angle  as  to  reflect  to 
the  eye  simultaneously  both  sides  of  the  translucent  screen  5. 
eoutniiiing  n  t;n'ase  sjiot  in  the  center.     The  two  sources  of  light 
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send  their  rays  into  the  box  on  the  two  sides,  C  and  C\  The 
screen  of  this  sight  box  is  placed  at  T,  Fig.  1267,  and  is  moved 
back  and  forth  between  the  standard  source  C  and  the  lamp 
under  test  at  C. 

By  varying  the  relative  distances  D-D',  a  balance  may  be 
obtained.  When  the  grease  spot  disappears  or  is  illuminated  to 
an  equal  intensity  on  both  sides  the  candle  power  of  the  unknown 
lamp  may  be  obtained  from  the  same  fopnula  as  above: 

C  :  C  ::D2  :  D\ 

The  Lummer-Brodhun  Photometer. — A  more  accurate  form 
of    photometer    is    the    Lummer-Brodhun    instrument.     The 
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FiG.i  1269. — Sectional  view  of  "sight  box" 
for  Lummer-Brodhun  photometer. 

arrangement  of  the  scale  is  the  same  as  in  Fig.  1267  but  the  sight 
box  is  radically  different  and  is  shown  in  Fig.  1269.  It  consists 
of  a  metal  box,  A,  with  openings  at  C  and  D  through  which 
beams  of  light  E  and  ¥  pass  from  the  two  sources  to  be  compared, 
and  fall  upon  the  white  surface  of  a  screen  of  magnesia  G.  This 
surface  must  be  kept  scrupulously  clean  and  the  light  will  then 
be  very  well  diffused  and  will  cause  definite  proportions  to  be 
reflected  upon  the  right  angled  glass  prisms  H  and  K,     When  a 
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beam  of  light  falls  at  right  angles  upon  one  of  the  shorter  faces 
of  such  a  prism  it  will  be  totally  reflected  from  the  sides  which 
form  the  hypotenuse  of  the  triangle  and  as  the  angle  which  the 
reflected  rays  make  with  the  reflecting  surface  is  the  same 
as  the  angle  which  the  incident  rays  make  with  that  surface, 
it  follows  that  the  reflected  rays  will  emerge  from  the  prisms 
at  right  angles  with  the  face.  Hence  portions  of  the  beams 
E  and  F  pass  through  the  prisms  H  and  K  respectively  and 
strike  on  two  more  right  angled  prisms  M  and  A'.  One  of 
these  prisms  has  a  portion  of  its  hypotenuse  face  removed  by 
a  sand  blast,  leaving  only  a  circular  piece  undisturbed.  The 
prisms  M-N  are  placed  together  so  that  the  smooth  face  on  M 
is  in  optical  contact  with  A'  so  that  at  that  particular  spot  the 


two  prisms  act  optically  as  a  cube  and  rays  of  light  coming  from 
the  prism  H  pass  through  M  and  N  and  enter  the  telescope  P. 
Rays  from  the  prism  A*  which  impinge  upon  the  prism  N  pass 
through  M  where  they  fall  upon  the  central  six)t.  but  where  they 
strike  upon  the  other  portions  of  M  they  are  totally  reflected 
The  observer  looking  through  the  telescope  sees  therefore  a 
circular  disc  of  light  due  to  E  surrounded  by  a  circle  due  to  F. 
The  disc  is  darker  or  lighter  than  the  ring,  according  to  the  rela- 
tive illumination  of  the  two  surfaces  on  the  screen  G.  Assuming 
F  to  be  the  stronger  beam  the  sight  box  is  moved  away  from 
that  source  until  the  line  of  demarcation  between  the  ring  and 
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the  disc  disappears,  which  will  indicate  that  the  intensity  of 
the  two  illuminations  are  then  equal  and  the  preceding  formula 
to  determine  the  candle  power  of  the  unknown  lamp  in  compari- 
son with  the  known  lamp  may  be  employed, 
Foot-Candle  Meter 
For  ascertaining  the  intensity  of  illirniination  at  any  point  it 
is  more  important  to  know  the  candle-feet  on  a  particular  sur- 
face than  the  candle  power  of  the  source.  For  this  purpose  a  very 
simple  foot-candle  meter  has  besn  devised  by  The  National  Lamp 


Fig.  1271.— DeUilsof  "sighl  box"  of  foot-candle 

Works,  of  Cleveland,  Ohio.  This  instrument.  Fig.  1270,  is  a  small, 
compact  device  which  measures  the  actual  illumination  and 
shows  at  a  glance  how  much  light  is  being  supplied  at  any  given 
point.  The  principle  is  similar  to  that  employed  in  the  Bunsen 
grease-apot  photometer.  Instead  of  a  sheet  of  paper  with  a 
grease  spot  at  the  center,  a  piece  of  clear  glass  is  used  on  which 
are  two  thicknesses  of  paper.  One  which  is  fairly  opaque,  con- 
tains a  row  of  round  holes.    The  other  is  highly  translucent     This 


Fig.  1272.— Screen  indicating  foot-candtes. 

screen  forms  one  side  of  a  light  box  which  is  so  constructed  that 
the  screen  is  illuminated  from  within  to  a  much  higher  intensity 
at  one  end  than  at  the  other.  The  exposed  side  of  the  screen  is 
very  nearly  uniformly  lighted.  The  round  spots  appear  brighter 
than  the  surrounding  screen  at  one  end  and  darker  at  the  other. 
It  is  evident  that  at  the  point  where  the  spots  change  from 
brighter  than  their  background,  to  darker,  the  illumination  on 
both  sides  of  the  screen  is,  as  with  the  grease  spot  photometer, 
approximately  the  same.  When  the  instrument  has  once  been 
calibrated  the  intensity  of  the  illumination  on  the  screen  may  be 
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read  at  a  glance.  Fig.  1271  illustrates  the  arrangement  of  the  I 
light  box.  Fig.  1272  shows  the  appearance  of  the  screen  wheal 
illuminated  from  without  and  at  the  same  time  from  the  stand*  I 
ard  source  within.  In  this  figure  it  is  evident  that  the  ilIuiDiDa--l 
tion  from  without  is  about  ten  foot-candles.  It  is,  of  course,  [ 
important  that  after  the  foot-candle  meter  has  been  calibrated  I 
the  light  supplied  to  the  screen  from  within  shall  be  constant  \ 
for  all  readings  or  the  indications  will  be  in  error.  In  the  com- 
plete outfit,  which  is  shown  in  Fig.  1270,  a  rheostat  is  connected  | 
in  series  with  the  standard  lamp  and  battery.  This  permits  the  I 
voltage  applied  at  the  lamp  to  be  maintained  at  a  constant  value  I 


as  the  battery  gradually  depreciates.     So  long  as  the  voltmeter 
registers  the  required  voltage  on  the  lamp,  the  proper  illumination 
on  the  photometric  screen  is  obtained.     The  dry  batetry  is  in- 
expensive and  can  readily  be  replaced'     The  interior  arrangement  J 
of  the  instrument,  showing  voltmeter,  lamp,  rheostat  and  lights 
box.  is  shown  in  Fig.  1273.  " 

A  suitable  intensity  of  illumination  for  an  industrial  plant  is 
about  four  foot-candles.  Where  fine  work  is  required  it  may 
be  necessary  to  raise  this  to  eight  foot-candles.  School  class- 
rooms should  be  illuminated  between  these  values.  Store  show 
■windows  may  require  from  ten  to  se\'enty  foot-candles;  offices 
from  five  to  ten  and  church  auditoriimis  from  two  to  four. 
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E£fect  of  Colors  on  Illumination 

The  color  of  walls  and  other  surfaces  has  an  important  bearing 
upon  the  illumination  of  a  room  because  of  the  different  reflecting 
powers. 

The  reflecting  powers  of  various  materials  is  approximately 
as  follows : 

Whitewashed  wall 82% 

White  blotting  paper 82 

Yellow  wall  paper 40 

Blue  wall  paper 25 

Black  cloth 1.2 

Black  velvet 0.4 

The  problems  involved  in  securing  proper  illtimination  include 
the  consideration  of: 

Efficiency.  Protection  of  the  eye. 

Uniformity.  The  color  values. 

Diffusion.  The  general  appearance. 

A  good  lighting  system  is  one  which  combines  these  character- 
istics in  their  proper  proportions.  They  are  not  all  of  the  same 
importance.  Efficiency,  for  example,  is  sometimes  extremely 
important  and  at  other  times  of  no  importance  whatever.  In  its 
strict  sense  efficiency  may  be  defined  as  the  useful  percentage 
of  light  which  actually  produces  illumination  on  the  working 
plane,  or  what  remains  after  subtracting  the  light  absorbed  by  the 
reflecting  equipment  and  the  ceiling  and  the  walls. 

By  uniformity  is  meant  the  uniformity  of  illumination.  Abso- 
lute imiformity  is  never  necessary.  Variation  of  30%  from  the 
mean  intensity  of  illumination  is  permissible  for  all  practical 
purposes. 

Diffusion  is  a  far  more  important  factor  in  certain  classes  of 
work.  This  refers  to  the  degree  at  which  light,  received  at  any 
point,  comes  from  different  directions.  Thus  the  diffusion  is 
excellent  with  indirect  lighting  where  the  light  on  the  working 
plane  comes  from  a  large  area,  the  ceiling.  An  extreme  case  of 
lack  of  diffusion  is  found  where  the  illumination  is  obtained  from 
a  single  opaque  reflector.  The  light  then  comes  from  a  single 
direction. 

With  the  increasing  use  of  light  sources  of  high  brilliancy, 
protection  of  the  eye  is  becoming  more  and  more  important. 
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In  a  well-designed  system  the  eye  will  be  protected  from  the 
necessity  of  ever  looking  at  a  brilliant  source  of  high  illumination 
or  an  extreme  contrast  of  light  and  shade. 

Color  values  of  light  is  assuming  a  great  importance.  Artificial 
light  should  approach  as  nearly  as  possible  in  color  that  of  d  ly- 
ligit. 


SECTION  XXIV  CHAPTER  III 

ILLUMINATION 
PHOTOBfETRY 

1.  What  are  the  relative  efficiencies  of  various  light  sources  ? 

2.  Define  a  "candle  power." 

3.  Define  a  "candle  foot." 

4.  Define  a  "lumen." 

5.  Explain  the  principle  and  operation  of  the  Rumford  shadow  photometer. 

6.  Explain  the  principle  and  operation  of  the  Bunsen  grease  spot  photometer. 

7.  Explain  the  principle  and  operation  of  the  Lummer-Brodhun  photometer. 

8.  Explain  the  principle  of  the  General  Electric  foot-candle  meter. 

9.  What  are  the  relative  reflecting  powers  of  different  colored  walls  ? 


SECTION  XXV  CHAPTER  I 

PRODUCTION  AND  UTILIZATION  OF  ELECTRICAL 

POWER 

SOURCES  OP  POWER 

There  are  two  great  natural  soiirces  of  energy  upon  which  oiu* 
modem  civilization  may  draw  in  developing  electrical  energy: 
coal,  including  oil  and  natural  gas,  and  water  power. 

It  is  interesting  to  consider  the  coal  mined  in  the  United  States 
during  the  past  century.     The  figures  are  as  follows: 

Tons 

In  1825 100,000 

1836 1,000,000 

1852 10,000,000 

1882 100,000,000 

1920 1,000,000,000 

1958  (estimated) 10,000,000,000 

Dr.  Steinmetz  states  that  the  chemical  energy  of  1  ton  of  coal 
equals  approximately  the  electrical  energy  of  1  kilowatt-year. 

In  1918,  the  consimiption  of  coal  in  this  country  was  approxi- 
mately 867,000,000  tons,  which  had  the  electrical  equivalent  of 
867,000,000  kilowatt-years.  Inasmuch,  however,  as  the  average 
efficiency  of  conversion  of  the  chemical  energy  of  fuel  into  elec- 
trical energy  is  probably  only  10%,  the  coal  production,  converted 
into  electrical  energy,  would  give  about  87,000,000  kilowatt- 
years.  Assimiing  that  only  one-half  of  the  coal  is  used  for  power, 
at  an  efficiency  not  exceeding  10%,  the  other  half  being  used  as 
fuel  for  metalliu*gical  work,  and  for  various  other  purposes,  at  an 
average  efficiency  of  40%,  we  find  that  only  about  217,000,000 
kilowatts  is  available  continuously  throughout  the  year  as  a 
result  of  the  production  of  867,000,000  tons  of  coal. 

The  development  of  water  power  in  the  country  at  the  present 
time  is  limited  by  economical  considerations  to  the  use  of  only  the 
largest  and  most  concentrated  powers.  The  total  value  of  the 
hydraulic  energy  of  the  United  States,  each  year,  based  on  rainfall 
from  the  elevation  where  it  fell,  down  to  sea  level,  is  approximately 
1,000,000,000  kilowatt-years,  but  this  great  voliune  of  energy  is 
not  available,  as  much  of  it  cannot  be  utilized  and  much  is  re- 
quired by  agriculture.     Making  all  allowances  for  loss  of  efficiency 
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in  development  and  a  minimum  allowance  for  agriculture,  gives, 
according  to  Steinmetz,  about  230,000,000  kilowatt-years  as  the 
maximum  possible  hydro-electric  power  which  could  be  produced  if 
every  river,  stream,  brook  and  creek,  throughout  its  entire  length 
from  the  spring  to  the  ocean,  during  all  seasons,  could  be  used. 

It  is  surprising  to  note  that  the  maximum  possible  hydraulic 
energy  of  230,000,000  kilowatts  is  only  a  little  more  than  the 
total  energy  produced  in  1918  from  coal.  This  means  that  the 
hope  that  when  once  the  supply  of  coal  begins  to  fail  we  may  fall 
back  upon  the  water  powers  of  the  coimtry  for  oiu*  energy  is  an 
idle  dream,  because  if  it  were  possible  to  utilize  the  entire  poten- 
tial energy  of  the  water  powers  of  our  coimtry,  and  every  rain 
drop  were  used,  it  wotdd  not  supply  our  present  energy  demand. 

There  is  no  question  but  that  hydraulic  energy  shotdd  be  de- 
veloped as  rapidly  as  practicable,  in  order  to  supplement  the 
energy  derived  from  coal,  but  it  can  never  replace  it  as  a  soiu^ce 
of  energy. 

There  are  three  general  classes  of  water  power  to  be  foimd  in 
this  country : 

First,  those  derived  from  the  swift  rivers  in  New  England,  where 
the  water  flows  through  a  rocky  and  hilly  country,  and  the  streams 
are  swift  and  powerful  with  frequent  rapids  and  cascades. 

Second,  that  class  of  water  power  derived  from  slow  streams 
that  flow  through  a  flat  country,  such  as  the  Mississippi  Valley. 

Third,  there  are  many  fine  water  powers  that  come  from  moun- 
tain streams,  fed  from  small  springs  and  the  melting  of  winter 
snows.  The  available  heads  in  such  localities  are  often  enormous, 
reaching  in  some  instances  1,000  feet  or  more  in  height,  and, 
although  the  volume  of  water  may  seem  absurdly  small,  it  is 
I)ossiblc,  as  in  the  Fresno,  California  plant,  to  develop  140  me- 
chanical horse  power  for  each  cubic  foot  per  second  passing  the 
wheel. 

From  another  angle,  hydro-electric  power  may  be  classified  as 
follows : 

First,  plants  depending  on  a  uniform  stream  flow.  The  Niagara 
and  St.  LawTence  rivers  belong  to  this  class. 

Second,  plants  on  rivers  hax-ing  a  variable  stream  flow.  The 
Susquehanna  belongs  to  this  class. 

Third,  plants  located  on  streams  regulated  by  storage  reservoirs. 
The  Connecticut,  Hudson,  Delaware  and  Potomac  rivers  belong 
to  this  class. 
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The  small  heads  of  from  20  to  40  feet  available  from  upland 
New  England  rivers  do  not  yield  power  enough  to  serve  anything 
but  trivial  purposes,  unless  the  stream  has  considerable  volume. 
With  such  heads  only  2  or  3  horse  power  per  cubic  foot  per  second 
can  be  obtained.  Nevertheless,  such  rivers  furnish  the  great 
bulk  of  water  power  now  utilized,  although  subject  to  considerable 
disturbance  in  the  way  of  freshets. 

Lowland  streams  can  rarely  be  developed  to  give  more  than 
10  or  IS  feet  of  head  and  therefore  demand  an  immense  voliune 
to  produce  any  considerable  power.  This  is  illustrated  in  the 
great  plant  at  Keokuk,  Iowa,  on  the  Mississippi. 

When  the  natiu^al  conditions  are  such  as  to  permit  storage  of 
water  in  reservoirs  imder  high  heads,  irregularities  in  supply  can 
frequently  be  very  satisfactorily  smoothed  out.  Now  it  happens 
that  at  650  feet  effective  head,  one  mechanical  horse  power  can 
be  produced  with  almost  exactly  one  cubic  foot  of  water  per 
minute,  at  80%  efficiency  in  the  wheel.  A  500-h.p.  plant  can 
therefore  be  maintained  with  a  water  supply  of  30,000  cubic 
feet  per  hour.  It  is  possible  to  store  43,560  cubic  feet  of  water 
per  acre,  per  foot  of  depth,  so  that  a  single  acre,  10  feet  deep,  will 
store  enough  water  to  operate  a  500-h.p.  plant  at  full  load  for 
foiu"teen  and  a  half  hours,  or,  under  ordinary  conditions  of  load, 
for  a  full  day.  If  the  stream  supplying  the  reservoir  fell  to  as 
low  as  15,000  cubic  feet  per  hour  in  time  of  drought,  the  acre  of 
storage  would  carry  the  station  two  days,  and  15  acres  of  storage 
would  carry  the  plant  for  a  month. 

The  most  serious  question  involved  in  hydraulic  developments 
is  that  of  variable  water  supply.  When  the  supply  is  low,  the 
output  of  a  plant  may  be  increased  by  storing  the  water,  or  a 
plant  may  be  installed  to  utilize  what  water  is  available  for  the 
most  of  the  year,  and  its  operation  may  be  curtailed  through  the 
period  of  low  water.  Finally,  a  steam  plant  may  be  installed 
as  an  auxiliary  to  help  out  the  hydraulic  plant  when  there  is  a 
shortage  of  water. 

If  the  head  is  high,  storage  is  always  worth  undertaking  if  the 
lay  of  the  land  is  favorable.  This  involves  the  construction  of  a 
dam,  but  it  may  not  necessarily  be  high  or  costly. 

The  character  of  the  river  bed,  topography  of  the  country  and 
local  conditions  generally,  enter  into  the  determination  of  the 
proper  shape  of  the  dam  for  storing  water.     Practically  all  modem 
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dams  are  of  concrete  constraction.  Fig.  1274  illustrates  a  sec- 
tional view  of  a  concrete  dam  built  at  Lake  Spaulding,  one  of  the 
largest  storage  reservoirs  on  the  system  of  the  Pacific  Gas  and 
Electric  Company.  At  the  time  of  its  construction  in  1915  it 
was  the  highest  dam  above  the  river  bed  in  the  world,  its  ultimate 
height  being  305  feet.     Its  width  at  the  bottom  was  185  feet  with 


Fit;.  1274. — Sectional  view  of  concrete  arch  dam 
(if  the  variable  radius  type  in  the  valley  of  the 
South  Fork  of  the  Yuba  River  near  Smart,  Cal- 
ifornia, which  forms  I-ake  Spaulding,  the  largest 
rcsiTVoir  of  the  Pacific  Gas  and  Electric  system. 

■  a  crest  14  feet  thick.  When  first  put  into  operation  the  dam  was 
raised  to  an  elevation  of  only  22.i  feet.  As  is  common  with  many 
such  hydraulic  dc\'elopmcnts,  the  dam  is  curved  on  the  upstream 
side,  thus  )i:iving  the  advantajje  of  an  arch  between  the  adjacent 
hills,  which  makes  it  almost  impossible  to  break. 

If  the  cost  of  impoundinK  the  water  is  such  that  the  sinking  fund 
and  interest  at  8^.  does  not  exceed  $32  per  horee  power,  per  year 
stored,  it  is  generally  worth  while  to  store  it,  provided  the  power 
can  be  sold  at  a  fair  jirice.     When  transmitted  power  can  be  had 
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cheaply,  it  is  worth  while  for  a  power  user,  who  is  paying  say  $100 
per  horse  power  per  year  for  steam  power,  to  take  hydraulic 
electric  power  at  $50  per  horse-power  year,  for  nine  months,  and 
to  use  steam  the  other  three  months.  To  count  upon  auxiliary 
steam  power,  however,  for  eking  out  a  water  supply  is  not  gener- 
ally applicable,  but  sometimes  proves  advantageous. 

Steam  power  on  the  basis  of  a  twelve-hour  day,  at  a  constant 
full-load  output,  varies  in  cost  to  produce,  according  to  the  size 
and  type  of  plant,  the  price  of  fuel,  labor,  etc.,  from  a  little  imder 
$20  to  a  maximum  of  $125,  or  even  more,  per  horse-power  year. 
If  the  load  is  of  a  variable  character,  these  figures  may  be  increased 
from  one-third  to  one-half.  Fully  developed  water  powers  rent 
at  from  $5  to  $50,  or  more,  per  horse-power  year,  and  may  cost, 
to  develop,  anywhere  from  $20  to  $150  per  horse  power.  If  water 
power  can  be  developed  at  not  to  exceed  $20  per  horse  power,  it 
is  cheaper  than  steam  imder  any  consideration,  but  at  $150  per 
horse  power  as  a  development  charge,  water  power  is  higher  than 
steam,  unless  the  fuel  cost  is  excessively  high. 

It  may  be  stated  on  general  principles  that  if  the  cost  of  hy- 
draulic development  can  be  kept  below  $100.00  per  horse  power, 
electrical  energy  therefrom  can  be  delivered  at  a  cost  which  will 
nearly  always  drive  steam  power  out  of  business. 

Location  of  Plant 

In  planning  a  power  station  the  first  thing  to  be  considered  is  a 

proper  site.     If  the  plant  is  to  be  operated  by  steam  it  must  be 

situated  favorably  with  reference  to  the  supply  of  coal  for  fuel 

and  water  for  condensing  ptuposes.     These  things  are  of  far 

greater  importance  than  that  the  plant  shall  be  located  at  the 

center  of  distribution,  which  wotdd  in  many  instances  bring  it  in 

the  center  of  a  city.     Such  a  location  would  involve  a  high  cost 

for  groimd,  and  general  inaccessibility,  as  far  as  fuel  and  water 

supply   are   concerned.     Furthermore,    with   the   high   voltages 

now   available   for   transmission   purposes   there   is   nothing   to 

hinder  the  location  of  a  plant  at  a  point  remote  from  the  center 

of  distribution,  where  water  and  fuel  are  convenient  and  groimd 

may  be  cheap. 

Boilers 

The  tendency  in  modem  steam  plants  is  to  employ  water-tube 
boilers  exclusively.  Examination  of  a  large  number  of  carefully 
conducted  tests  show  that  from  8  to  13  pounds  of  water  may  be 
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evaporated  at  212  degrees  Fahrenheit,  per  pound  of  coal  bumed. 

Ten  pounds  of  water  per  pound  of  total  fuel  may  be  regarded  as 
reasonably  good  practice  in  every  day  work.  With  a  good  design 
it  is  found  that  from  10  to  15  pounds  of  coal  are  consumed  per 
square  foot  of  grate  surface  per  hour.  In  large  stations  mechan- 
ical stokers  are  invariably  employed. 

Steam  Turbines 
The  bulky,  expensive  and  cumbersome  steam  engine  has  given 
place  in  all  large  modem  stations  to  the  steam  turbine.  The 
fundamental  principle  is  the  same  as  that  involved  in  the  water 
turbine,  namely,  directing  a  fluid  under  pressure  against  a  series 
of  rotating  buckets.  In  the  steam  turbine  a  high  rotative  speed 
is  necessary  for  efficient  running.     Here,  as  in  hydraulic  impulse 


Fi<i.  li7S, — Dt'Laval  impulsc-lyiic 


wheels,  the  peripheral  velocity  should  be  about  one-half  the  spout- 
ing velocity  of  the  fluid. 

There  are  two  types  of  steam  turbine  resembling  in  principle 
the  two  types  of  water  turbine,  namely,  the  impulse  type  and  the 
reaction  type. 

The  DcLaval  stoam  turbine  very  closely  resembles  the  Pelton 
water  wheel.     Both  are  of  the  impulse  type. 

The  principle  of  the  DeLaval  impulse  type  is  illustrated  in 
Fig.  1275.  Here  steam  passes  through  a  restricted  passage  D  and 
emerges  at  high  velocity  from  a  nozzle  E.     It  then  strikes  a  set 
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of  buckets.  A.  on  the  circumference  of  a  wheel,  finally  exhausting 
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on  the  opposite  side  from  whence  it  entered  and  causing  it  to 
rotate  at  a  high  speed. 

The  Parsons  steam  turbine  is  of  the  reaction  t3rpe.  One  of  the 
most  widely  used  machines  of  this  type  is  the  Westinghouse- 
Parsons  turbine.  In  this  machine  the  steam  is  passed  successively 
through  a  large  number  of  turbine  wheels  in  a  direction  parallel 
to  the  axis  of  rotation.  The  steam  expands  sharply  against  the 
runner  blades  and  gives  them  a  reactive  kick  as  it  leaves.  The 
steam  velocity  is  not  the  full  spouting  velocity  due  to  the  initial 
head  of  steam,  but  merely  that  corresponding  to  the  difference  in 


FlO.  1276.— Section  through  high-pressure  stage  of  Westinghouse- Parsons 
15.000-kilowatt  element  of  turbo-alteniator  built  for  Inlcrboro  Rapid  Transit 
Company  iii  New  York  City, 

pressure  between  one  stage  and  the  next.  This  enables  the 
peripheral  speed  of  the  runner  to  be  kept  very  much  lower  than  in 
the  single  stage  DeLaval  form.  Nevertheless,  the  turbine  at 
best  is  not  a  slow-speed  machine. 

Fig.  1276  is  a  sectional  view  of  the  high-pressure  element  of  a 
Westinghouse- Parsons  steam  turbine  built  for  the  Interboro  Rapid 
Transit  Company  of  New  York  City.  This  portion  of  the  turbine 
alone  develops  15,000  kilowatts  and  runs  at  1.500  r.p.m.  The 
steam  after  passing  through  this  unit,  goes  into  a  low-pressure 
section  where  it  gives  up  the  rest  of  its  energy  and  drives  another 
15  000-kilowatt  imit  before  passing  to  the  condensers. 
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The  Curtis  sleam  turbine  is  an  impulse  macMne;  that  is,  i 
rotating  element  is  actuated  by  the  impact  of  steam  passingj 
through  its  buckets  at  relatively  high  velocity  but  without  actuall 
expansion  in  them.     The  steam  is  expanded  in  stationary  nozzIesHfl 
acquiring  a  relatively  high  velocity,  and  then  passes  through  a 
actuates  the  moving  buckets  to  another  stage  without  furthet 
expansion. 

In  the  reaction  type  of  turbine  there  are  no  distinct  nozzles^ 
the  steam  is  expanded  in  both  the  moving  and  stationary  bladeiv 
and  actuates  the  former  by  both  impulse  and  reaction. 

Fig.  1277  shows  dia grammatically  the  progress  of  the  steam  im 
a  Curtis  turbine.     Entering  at  A  from  the  steam  pipe,  it  i 


Fic.  1277.— Sectional  v 


into  the  steam  chest  B,  and  then  through  one  or  more  open  valves 
to  the  bowl  C.  The  number  of  valves  used  depends  on  the  load, 
and  their  action  is  controlled  by  the  governor.  From  the 
C  the  steam  expands  through  divergent  nozzles  D,  entering 
first  row  of  revolving  buckets  of  the  first  stage  at  E,  thence  passing 
through  the  stationary  buckets  G  which  reverse  its  direction  and 
redirect  it  against  the  second  revolving  row  H.    This  constitutes 
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the  performance  of  the  steam  in  the  first  stage  or  pressure  cham- 
ber. Another  portion  of  its  imexpended  energy  is  abstracted  in  a 
second  stage  from  J  to  R. 

Colfax  Steam  Plant 

An  admirable  illustration  of  a  proper  site  is  found  in  one  of  the 
greatest  steam  plants  ever  designed,  that  of  the  Colfax  Po*er 
Station  of  the  Ehiquesne  Light  Company,  at  Pittsburgh,  Pennsyl- 
vania. 

Fig.  1278  shows  the  convenient  location  of  this  plant  with 
reference  to  water  and  coal  supply,  provision  for  storage  of  coal 
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and  direction  of  railroad  to  mine.  At  the  time  of  its  construction 
it  was  one  of,  if  not  the  largest  steam  station  in  the  world.  It  is 
situated  on  the  Allegheny  River,  where  it  is  planned  to  utilize 
practically  the  entire  water  supply  of  the  river  for  condensing 
purposes,  and  immediately  adjacent  to  a  coal  mine,  where  fuel 
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may  be  obtained  for  a  long  time  to  come,  at  a  minimum  custfl 
The  ultimate  capacity  of  this  plant  is  300,000  kilowatts,  derived 
from  turbo-generators.     The  size  of  the  unit  chosen  was  60,000 
kilowatts,  so  that  the  ultimate  development  may  be  divided  into 
five  or  six  steps.     The  station  was  opened  for  scn.'ice  on  Decem- 
ber 18,  1920,  with  one  60,000-kilowatt  ttxrbine  and  seven  boileis.4 
Fig.  1279  is  a  sectional  view  of  the  latest  type  of  Babcock  andJ 
Wilcox  water  tube  boilers  employed  in  the  Colfax  station.     Thesef 
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n  Colfax  station  d 

boilers  arc  eighteen  tubes  high  with  the  two  lower  rows  dropped  ' 
below  the  tube  bank  and  exposed  to  the  direct  heat  of  the  furnace 
through  their  whole  length.     The  boilers  are  exceptionally  high 
so  as  to  give  a  large  furnace  volume.     The  most  approved  form  of 
mechanical  stokers  is,  of  course,  employed. 

Fig.  1280  shows  the  plan  of  the  three  elements  of  the  60,000- 
kilowatt  Westinghouse- Parsons  turbo-alternators  in  this'stalion.  . 
The  high-pressure  element  is  in  the  center,  and  the  low-pres 
elements,  one  on  each  side.     The  three  elements  are_  grouped, J 
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with  parallel  shafts,  occupying  a  space  51  feet  by  79  feet.  Each 
element  is  of  20,000  kilowatt  capacity.  The  speed  of  the  high 
pressure  element,  is  1,800  r.p.m.,  and  of  the  low-pressure  sections, 
1,200  r.p.m.     The  high-pressure  element  receives  steam  at  265 


pounds  pressure  and  delivers  it  to  the  two  low-pressure  elements 
at  55  pounds.  The  alternators  generate  at  12,000  volts,  60  cycles, 
and  supply  current  to  a  bank  of  sini^Ic-phasc  transformers  of 
23,600  k.v.a.  capacity  each.  These  are  the  largest  single-phase 
transformers  ever  constructed   thus  far  (1921).     The  windings 
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are  connected  in  A  on  the  low-tension  side  and  in  Y  on  the  high- 
tension  side,  with  a  ratio  of  12,000  :  66,000  or  12,000  :  132,000 
as  desired. 

Water  Turbines 

There  are  two  general  types  of  hydraulic  turbines,  the  reaction 

type  and  the  impulse  type. 

The  modem  hydraulic  turbine  of  the  reaction  type  consists  of 

two  distinct  parts,  a  system  of  guide  blades  and  a  runner.     The 

runner  is  the  working  part  of  the  wheel  and  consists  of  a  series  of 

curved  buckets,  so  shaped  as  to  receive  the  water  with  as  little 

shock  as  possible  and  to  discharge  it  only  after  having  utilized 

practically  all  of  its  energy. 

The  buckets  are  sometimes  arranged  so  that  the  water,  after 

having  passed  through  them,  leaves  the  wheel  parallel  to  its  axis; 

sometimes  so  that  the  water  flows  inward  and  is  discharged  at  the 

center  of  the  runner;  sometimes  so  that 

it  passes  outward  and  is  discharged  at 

the  circumference. 

More   generally   the   buckets  have   a 

double  curvature,  so  that  the  water  flows 

along  the  axis  and  at  the  same  time  either 

inwardly  or  outwardly.    In  most  modem 

Fig.  1281.— Principle  of  turbines  of  the  vertical  type,  the  flow  is 
reaction-type  water  turbine.    .^^^^^  ^^^  downward. 

Next  to  the  mnner  the  essential  feattu-e  of  the  modem  turbine 
is  the  set  of  guide  blades  which  sxirround  the  runner  and  which 
are  so  curved  as  to  deliver  the  water  to  the  buckets  in  such  a 
direction  as  will  enable  it  to  do  the  most  good. 

The  principle  of  the  reaction  type  of  turbine  is  well  shown  in 
Fig.  1281.  Here  the  water  is  received  through  a  set  of  guide 
blades,  the  general  appearance  of  which  is  shown  at  G",  from  which 
it  discharges  against  another  set  of  blades  carried  on  the  mnner 
R.  The  reaction  of  the  water  upon  the  latter  member  causes  it  to 
rotate  in  the  direction  indicated  by  the  arrow. 

Fig.  1282  gives  a  good  idea  of  the  constmction  of  a  modem 
Francis  type  reaction  turbine.  Here  the  water  goes  through  a 
scroll  chamber,  tapering  in  size  and  surrounding  the  turbine 
proi:)er.  A  number  of  guide  vanes  are  mounted  upon  pivots  and 
so  balanced  that  they  can  be  opened  to  admit  the  flow  of  more  or 


Production  and  Utilization  of  Electrical  Power 


685 


less  water  and  closed  at  will.  The  water  enters  from  the  outer 
circumference  and  flows  radially  inward  against  the  revolving 
vanes,  finally  discharging  vertically  downward.  The  great 
majority  of  all  vertical  shaft  water  turbines  today,  for  powers  up 


FlO.  1282. — Plan  view  of  Francis  type  hydraulic  reaction  turbine. 

to  and  including  the  45,000-ldlowatt  single-runner  units  at  the 
Queenston  Ontario  plant,  are  built  upon  this  plan. 

For  extremely  high  heads  the  Pelton  type  of  water  wheel  is 
widely  used.  This  machine  is  of  the  impulse  ^pe,  and  consists 
of  a  wheel  E,  Fig.  1283,  with  a  series  of  buckets,  B,  on  the  cir- 
cumference. Against  these  buckets  water  is  projected  from  a 
single  nozzle,  A.  Impulse  wheels  of  this  type  are  exceedingly 
simple  and  efficient. 

For  low  and  moderately  high  heads  the  reaction  or  pressure-type 
of  turbine  is  almost  universally  employed.     With  either  type,  the 
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water  is  admitted  from  the  surface  canal  or  reservoir  to  stM 
penstock  tubes  through  head-gates  which  control  the  flow. 
penstocks  must  be  very  substantially  constructed  to  withstandl 
the  pressure  at  high  lieads.     They  are  scaled  completely  from  thaj 
top  to  the  turbine,  so  as  to  utilize  the  entire  head  of  water  to  tl 
point.     After  the  water  leaves  the  pressure  turbine  it  is  conveyj 
to  a  tail  race  discharge  by  means  of  another  airtight  steel  casingil 
called  a  draft  tube.     The  weight  of  the  water  column  in  this  tub( 


Fio.  128,1. — Cnidc  form  of  PclUm  impulse-ty  pewater  lurbino  for  high  hcacb 

is  added  to  the  pressure  in  the  penstock,  thereby  enabling  the 
total  difference  in  the  level  of  the  water  between  the  tail  race  and 
the  source  of  supply  to  be  utilized.  Although  a  draft  tube  could 
theoretically  be  made  32  feet  long,  it  is  foimd  in  practice  that  the 
water  column  breaks  and  a  serious  water  hammer  results  if  the 
tube  is  more  than  about  20  feet  in  height.  The  most  efficient 
form  of  draft  tube  is  either  curved,  or  one  in  which  there 
baffle  plates  on  the  order  of  the  While  Hydraucone,  or  ot 
arrangement  to  transform  the  velocity  of  the  water  into  efifectivei 
pressure! 

Impulse  hydraulic  turbines  and  generators  are  invariably  of  the 
horizontal  type.  Pressure  hydraulic  turbines  and  generators  are 
either  of  the  horizontal  or  vertical  type.  Modem  practice  in 
most  recent  and  largest  types  of  hydraulic  pressiu^  turbines 
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toward  the  vertical  construction.  The  "Kingsbury  bearing"  for 
taking  the  thrust  of  the  enormous  weight  of  the  revolving  member 
has  largely  contributed  to  the  success  of  the  vertical  type  of  imit. 
Briefly,  the  distinctive  feature  of  this  type  of  bearing  is  that  the 
stationary  part  consists  of  a  relatively  thin  steel  plate  with  a 
babbitted  bearing  surface  which  is  supported  by  a  large  niunber 
of  coil  springs.  The  slight  flexibility  of  the  plate  in  conjimction 
with  the  spring  support  permits  the  plate  to  conform  with  any 
slight  irregularity  either  in  the  supporting  structure  or  the  shaft 
and  thrust  coUar  without  causing  local  imit  pressiu^es  large  enough 
to  prevent  the  maintenance  of  a  film  of  oil  between  the  bearing 
surfaces. 

The  vertical  shaft  steam  turbines  were  tried  and  foimd  im- 
satisfactory.  Practically  all  modem  steam  turbines  and  generators 
are  of  the  horizontal  type. 

Queenston-Ontario  Hydraulic  Plant 

If  water  power  is  to  be  the  source  of  energy,  the  position  of  the 
station  must  be-  considered  in  connection  with  the  hydratilic 
development.  The  natural  site  wotild  be  near  the  foot  of  the 
working  fall,  but  this  may  be  impracticable  in  mountainous 
regions,  on  account  of  lack  of  available  space,  imsuitable  founda- 
tion room,  inaccessibility  or  danger  of  flood.  At  high  heads 
more  latitude  is  possible  in  determining  the  site,  since  a  pipe  line 
may  be  extended  to  convenient  locations  at  a  moderate  cost.  At 
low  heads  less  latitude  is  permissible,  as  canal  and  tail  race  are 
relatively  costly. 

One  of  the  largest  developments  at  this  writing  is  the  Queenston- 
Chippewa  plant  of  the  Hydro-Electric  Power  Commission  of 
Ontario.  This  development  is  on  the  Canadian  side  of  the 
Niagara  River,  and  is  a  Government  project  which  will  have  an 
tiltimate  capacity  of  650,000  h.p.  The  general  scheme  comprises 
an  intake  structure  branching  from  the  Niagara  River  at  Chip- 
pewa. The  Welland  River  was  utilized  as  a  part  of  the  supply 
and  was  deepened  and  widened  for  four  and  a  half  miles.  A  canal 
was  then  constructed  for  a  distance  of  eight  and  a  half  miles, 
from  the  Welland  River  to  the  forebay  and  gatehouse  at  the  top 
of  the  Niagara  gorge,  about  a  mile  south  of  the  village  of  Queens- 
ton.  At  the  bottom  of  the  cliff,  immediately  below  the  forebay, 
the  power  house  has  been  constructed. 
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Fig.  1284  gives  a  general  view  of  the  location  of  this  plant, 
together  with  the  Niagara  and  Welland  rivers,  intake  canal,  etc. 

'The  first  hydraulic  development  at  Niagara  Falls  utilized  an 
eflfective  head  in  the  case  of  the  power  house  No.  1  of  the  Ameri- 
can-Niagara Falls  Power  Company,  of  only  135  feet.  Power 
house  No.  3  of  this  company,  situated  just  below  the  International 
bridge,  and  known  as  the  Hydraulic  Company's  plant,  increased 
the  effective  head  to  220  feet.  By  the  plan  of  the  Canadian 
Hydro-Electric  Power  Commission,  the  total  available  head  of 


Fig.  1284. — Map  showing  location  of  plant  of  the  Ontario  Power 
Commission  at  Qucenston,  intake  canal,  and  source  of  supply  from 
the  Niagara  River,  hrough  the  Welland  River. 

Niagara  Falls  proper,  together  with  the  rapids  above  and  below 
the  falls,  has  been  utilized,  so  that  the  Queenston  plant  gets  the 
benefit  of  an  effective  drop  of  305  feet.  The  entire  design  was 
carried  out  with  the  express  object  of  producing  power  most 
efficiently  from  the  available  water  at  the  lowest  possible  cost. 
It  is  especially  noteworthy  that  this  plant  contains  the  largest 
capacity  turbines  and  the  largest  vertical  shaft  generators  that 
have  yet  been  constructed.  Each  unit  is  of  45,000  k.v.a.  capacity, 
and  there  will  be  five  of  these  units  ultimately  installed.  A 
single  runner  turbine  drives  these  units  at  187.5  r.p.m.  Each 
turbine  is  supplied  with  water  from  a  single  steel  penstock,  double 
and  quadruple  riveted,    16  feet  in  diameter.     These  penstocks 
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-J  siistain  a  pressure  of  12,000  pounds  per  square 
Inch.  The  machines  generate  at  12,000  volts,  3-phase.  25  cycles. 
The  power  is  stepped  up  by  raising  transformers  to  110.000  volts, 
and  is  transmitted  to  Toronto,  London  and  Windsor.  Each 
complete  generator  weighs  1,400,000  pounds  and  is  supplied  with 
a  direct-connected  exdter,  mounted  on  its  top.  An  auxiliary 
source  of  excitation  is  provided  in  a  motor-generator  set  for 
emergency.     Two  of  these  generators  arc  now  in  service,  one 


built  by  the  Canadian  General  Electric  Company,  and  one  by  the 
Canadian  Westinghouse  Company. 

Fig.  1285  is  a  sectional  view  of  the  forebay,  gatehouse,  penstock, 
power  house,  generator  and  turbine  of  this  great  plant. 

Fig.  1286  is  a  sectional  view  of  these  great  machines,  showing 
the  different  floor  levels,  the  scroll  chamber  for  admitting  water 
to  the  turbine,  the  system  of  forced  ventilation  for  cooling,  and 
the  details  of  construction  for  the  generator  itself. 


Theoretical  and  Practical  Electrical  Engineering 


Generators 


1 

■ted  are  tl>|^| 
nt   runnin^^H 


Large   generators,    when   driven    by   hydraulic   turbines 
generally  slow  speed.     The  largest  units  yet  constructed  e 
45.000-k.v.a.   units  of   the   Quecnston,   Ontario,    plant   ; 
187.5  r.p.m.     These,  of  course,  are  multipolar  maehtnes  with  16 
poles  in  the  revolving  field. 

The  large  steam-turbine  units,  such  as  those  in  the  Colfax 
Station,  consisting  of  three  sections  of  20,000  k.v.a.  each, 
essentially  high-speed  units,  the  high-pressure  section  i 


Fig.  1286.— Sectional  view  of  45  000  k  v  a  Westinghoi 
erator,  single-runner  hydraulic  turbine  and  connectinK  shaft,  iH 
trating  method   of  ventilating   in   the   Quecnston   plant  of   the 
Ontano  Power  Commission 

1.800  r.p.m..  with  onH  4  poles  in  the  field  and  the  low-prcssurefl 
sections  1,200  r.p.m.    with  6  poles  in  the  field.     Such  velocities   i 
require  e.xtraordinar>   care  in  design  and  careful  balanang  to 
LDSure  smoothness  in  operation 

The  tendency  in  the  design  ot  modem  large  capacity  generators 
i  toward  the  highest  practical  voltages.     At  the  present  I 
1,000  to  13,200  volts  is  the  pressure  generated.     The  i 
insulation  for  any  higher  voltages  is  out  of  proportion  to  a 
advantage  which  might  be  gained,  and  the  size  of  the  t 
which  it  would  be  necessary  to  handle  if  any  lower  volti 
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employed  on  large  units  would  render  the  construction  difficult. 
A  pressure  of  12,000  volts  at  the  terminals  of  large  alternators  is 
now  quite  common.     These  machines  are  invariably  three-phase. 

Many  years  ago  a- frequency  of  25  cycles  was  adopted  for  power 
systems  supplying  street  railways  in  our  large  cities.  This  was 
chiefly  due  to  the  fact  that  at  that  time  rotary  converters  cotild 
not  be  built  for  a  higher  frequency.  In  late  years  the  60-cycle 
rotary  converter  has  been  standardized,  with  the  result  that  all 
new  installations  are  being  made  at  60  cycles,  and  many  of  the 
older  stations  are  being  gradually  changed  over  to  the  higher 
frequency.  A  notable  example  of  the  persistency  of  25  cycles  is 
found  in  the  great  Queenston  plant,  which  is  being  constructed 
at  the  lower  frequency.  The  Colfax  station  is  one  of  the  modem 
60-cycle  plants.  An  illustration  of  the  tendency  to  change  is 
found  in  the  Bennings  plant  of  the  Potomac  Electric  Power 
Company,  of  Washington,  D.  C,  which  is  in  process  of  change 
over  from  25  cycles  to  60  cycles.  The  new  turbo-alternators 
now  being  installed  in  this  plant  are  of  the  higher  frequency.  The 
25-cycle  current  is  not  adapted  for  lighting  as  the  ptilsations  of  the 
current  are  sufficiently  slow  to  produce  an  objectionable  flicker 
in  the  light  from  standard  40-watt,  110- volt  lamps.  Wherever 
25  cycles  is  employed  it  is  highly  desirable,  and  in  most  instances 
considered  absolutely  necessary,  to  install  frequency-changers 
to  convert  the  25-cycle  current  into  60-cycle  current.  These 
frequency  changers  are  simply  synchronous  motor-generator  sets, 
differing  only  in  the  number  of  poles  on  each  end.  The  motor 
receives  ciurent  usually  at  25  cycles  and  converts  it  into  2,300 
volts,  60  cycles.  From  an  economic  standpoint,  it  is  considered 
good  engineering  by  many  of  the  larger  companies  to  gradually 
replace  all  25-cyclc  generating  equipment,  whether  driven  by 
steam  or  hydraulic  turbines,  with  60-cycle  apparatus,  for  the  sake 
of  eliminating  frequency  changers,  thus  enabling  all  apparatus 
connected  to  the  system  to  be  of  one  frequency. 

Exciters. — ^The  tendency  in  modem  generating  stations  is 
toward  the  utmost  simplicity  in  design.  Alternators  are  excited 
with  125  or  250  volts  direct  current  and  the  revolving  member  of 
all  large  modem  alternators  is  the  field  structure.  This  means 
that  slip  rings  must  be  provided  through  which  to  supply  the  direct 
current  to  the  field  winding.  Designers  differ  as  to  the  most 
desirable  method  of  securing  the  exciting  current.  Three  general 
plans  have  been  adopted. 
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First,  exciters  are  driven  by  independent  hydratilic  or  steam 
turbines  in  sufficient  number,  and  connected  through  duplicate 
exciting  bus-bar  circuits  to  insure  against  any  possibility  of 
failure  of  the  exciting  current,  which  would  mean  the  shutting 
down  of  the  station.  An  illustration  of  this  method  of  excitation 
is  fotmd  in  power  house  No.  1  of  the  American-Niagara  Falls 
Power  Company,  where  five  such  imits  will  be  foimd,  driven  by 
vertical  shaft  turbines. 

Second,  a  separate  motor-generator  set  is  provided,  closely 
adjacent  to  each  generator,  for  excitation  purposes.  The  motor 
ends  of  these  sets  are  supplied  with  alternating  current  from  a 
separate  alternating  current  generator,  driven  by  a  separate 
hydraulic  wheel.  The  motors  are  of  the  induction  type.  An 
illustration  of  this  method  of  excitation  is  found  in  the  Keokuk 
plant  on  the  Mississippi. 

Third,  the  exciter  is  directlv  connected  to  the  end  of  the  alter- 
nator  shaft.  If  the  alternator  is  of  the  vertical  type,  the  exciter 
is  carried  on  top.  An  illustration  of  this  method  is  found  in  the 
Queenston,  Ontario,  plant.  At  this  plant,  however,  additional 
provision  is  made  in  the  shape  of  a  motor-generator  tmit  to  supply 
excitation  in  case  of  failure  of  any  individual  exciter.  The  motor 
end  of  this  latter  set  is  supplied  with  current  from  a  special 
service  unit,  consisting  of  an  hydraulic  turbine  and  generator, 
used  for  supplying  power  in  and  about  the  station.  Many 
stations  are  provided  with  a  storage  battery  floating  across  the 
exciter  bus-bars,  which  may  be  used  for  excitation  of  the  gener- 
ators in  case  of  failure  of  the  exdter  circuits. 

Switching 

Current  is  led  from  the  alternators  to  switches  mounted  in  iron 
cases,  filled  with  oil,  and  designed  to  successfully  interrupt  the 
maximum  current  which  the  machines  will  deliver  at  any  time 
under  normal  conditions.  These  switches  are  remotely  controlled 
from  the  bench  board,  which  regulates  and  directs  the  output  of 
the  station.  The  switches  arc  closed  against  the  action  of  a 
powerful  spring  by  either  a  solenoid,  which  is  the  plan  adopted  by 
the  Westinghouse  Company,  or  by  a  geared  motor,  which  is  the 
scheme  employed  by  the  General  Electric  Company.  The  switch 
is  held  closed  by  a  latch.  When  it  is  desired  to  open  the  circuit, 
this  latch  is  released  by  a  trigger,  actuated  in  either  case  by  a 
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small  independent  solenoid  controlled  from  the  bench  board 
The  control  current  for  operating  the  switches  and  other  devices 
of  similar  character  is  generally  either  125  or  250  volts,  direct 
current,  derived  from  motor-generator  sets  with  a  storage  battery 
kept  constantly  charged  and  held  in  reserve  for  operating  the 
control  circuits  in  the  event  of  the  breaking  down  of  the  motor- 
generator  sets.  The  current  is  led  from  the  circuit  breakers  to  the 
raising  transformers,  where  it  is  stepped  up  from  approximately 
12,000  volts  to  aiiywhere  from  66,000  to  220,000  volts,  depending 
upon  the  distance  to  be  transmitted.  Although  three-phase 
composite  transformers  mounted  in  a  single  case  have  been  used 
to  a  considerable  extent,  there  is  a  tendency  toward  the  use  of 
single-phase  transformers,  because  of  the  fact  that  in  the  event  of 
failture  of  a  single  transformer,  another  may  be  substituted,  and  the 
system  continue  to  operate.  With  that  end  in  view,  large  stations 
generally  carry  a  bank  of  four  single-phase  transformers.  Three 
of  these  are  connected  in  circuit  and  the  fourth  is  held  in  reserve. 
In  the  event  of  one  of  the  service  transformers  breaking  down,  it 
is  removed  and  the  spare  transformer  put  in  its  place,  with  a 
minimiun  of  delay.  Because  of  the  enormous  size  and  weight 
of  these  imits  in  large  stations,  each  transformer  is  kept  motmted 
upon  a  truck  and  placed  upon  railroad  tracks,  so  that  they  can 
be  conveniently  moved  when  necessary.  These  transformers  are 
usually  connected  in  A  on  the  low-tension  side  and  in  Y  on  the 
high-tension  side.  In  practically  all  high-voltage  transmission 
systems  it  is  customary  to  groimd  the  middle  point  of  the  Y. 
This  lessens  the  insulation  strain  between  any  one  of  the  three- 
phase  wires  and  ground. 

Most  large  stations  provide  low-tension  bus-bar  systems  in 
duplicate  at  approximately  12,000  volts,  duplicate  sets  of  raising 
transformers  and  duplicate  high-tension  bus-bars  at  from  66,000 
to  220,000  volts.  All  important  transmission  systems  are  also 
provided  with  duplicate  sets  of  transmission  lines,  usuaUy  carried 
on  the  same  towers,  but  sometimes  on  independent  towers,  all 
with  the  object  of  insuring  reliability. 

In  the  Queenston,  Ontario,  plant,  each  of  the  gigantic  alternators 
is  not  only  supplied  with  its  own  exciter  but  operates  through  an 
independent  set  of  transformers  to  an  independent  high-voltage 
transmission  line.  At  the  same  time  provision  is  made  for  trans- 
ferring any  alternator  to  any  transmission  circuit. 
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Lightning  Arresters 

At  the  entrance  of  each  station  it  is  usually  customary  to 
provide  lightning  arresters^  High-voltage  lines  have  for  many 
years  been  supplied  with  aluminimi  cell  arresters.  These  are 
generally  mounted  in  independent  cases,  each  containing  a 
sufficient  nimiber  of  aluminimi  cones  to  withstand  the  voltage  of 
the  system  and  connected  through  a  small  horn  gap  with  each 
incoming  line  wire.  This  gap  is  shortened  by  a  mechanically 
operated  switch  for  a  few  minutes  each  day  for  the  purpose  of 
allowing  a  discharge  to  take  place  from  the  line  to  the  arrester, 
in  order  to  produce  the  high-resistance  film  necessary  to  the 
successful  operation  of  the  arrester. 

The  Line 

All  long-distance  large  power  transmission  lines  should  prefer- 
ably be  btiilt  straight-away.  In  level  country  this  is  generally 
possible,  but  in  mountainous  localities  it  is  somewhat  difficult. 
The  right-of-way  for  the  transmission  line  should  be  ptu'chased 
outright,  if  practicable,  and  a  good  roadway  construdted  adjacent 
thereto,  which  may  be  patrolled  and  along  which  vehicles  carrying 
necessary  repair  parts  can  travel  conveniently.  If  the  right-of- 
way  cannot  be  purchased  it  should  be  leased  on  a  long  time  con- 
tract so  that  no  difficulties  will  be  experienced  in  maintaining 
service.  Rights  along  public  roads  arc  desirable  as  they  afford 
excellent  facilities  for  inspection  and  repair.  Right-of-way  merely 
for  the  line  to  cross  private  lands  with  proper  fadlities  for  access 
can  generally  be  cheaply  secured.  Steel  tower  construction  is 
generally  preferable  to  wooden  pole  construction.  Transmission 
lines  should  always  be  of  bare  metal,  sometimes  of  copper  but  more 
generally  of  bare  stranded  aluminum.  Suspension  type  of  in- 
sulators, varying  from  two  or  three  units  at  11,000  volts  up  to  as 
high  as  eleven  units  at  220,000  volts,  are  now  quite  generally 
employed.  At  the  higher  voltages,  guard  rings  made  of  metal. 
18  to  24  inches  in  diameter,  around  the  toj)  and  bottom  insulators. 
connected  to  ground  and  line  respectively  and,  rigidly  supported 
approximately  on  a  level  with  the  lower  edge  of  the  insulator, 
have  ])r(n't"d  exceptionally  advantageous  in  equaHzing  the  voltage 
strain  along  the  whole  string.  At  voltages  from  150,000  to  250.000 
these  guard  rings  have  been  found  absolutely  necessary. 
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Long-distance  transmission  lines  are^'generally  carried  on  steel 
towers  of  various  forms  with  a  spacing  between  towers  and  height 
from  groimd  depending  upon  conditions.  The  latest  form  of 
tower  adopted  on  the  great  246-mile  transmission  lines  between 
Big  Creek  and  Los  Angeles,  Califomia,  is  shown  in  Fig.  1287. 


18  rt-0  In.- 


FiG.  1287. — Tower  construction  suspension  insulators, 
guard  rings,  etc.,  of  the  Big  Creek- Los  Angeles  246-mile 
transmission  at  220,000  volts.  This  is  one  of  two  duplicate 
transmission  circuits. 

This  illustrates  the  arrangement  for  supporting  the  three  wires 
of  a  three-phase  system  with  the  insulators  and  guard  rings 
necessary  to  properly  protect  the  220,000-volt  transmission. 
The  wires  themselves  are  nearly  1  inch  in  diameter,  of  stranded 
altmiinum  750,000  cm.,  with  steel  cores.  They  are  spaced  17 
feet  3  inches  apart,  and  the  towers  vary  in  distance  from  each 
other  from  600  to  2,900  feet,  according  to  the  localitv.  '^^'^ 
conductors  are  pulled  up  to  a  uniform  lensvoti  oi  \,?Rft  ^^v^svs^. 
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Sub-Statums 

At  or  near  the  point  where  electrical  energy  is  to  be  utilized 
after  its  transmission,  sub-stations  must  be  arranged  for  reducing 
the  voltage  of  transmission.  With  modem  transformers  the 
pressure  can  at  once  be  reduced  to  any  desired  value.  Pressures 
of  220,000  volts  down  to  66,000  volts  are  generally  transformed  to 
either  6,600  or  2,300  at  the  outskirts  of  cities.  At  this  pressure 
the  power  is  then  carried  into  the  cities  and  reduced  as  needed  to 
440,  220  and  110  volts. 

Early  sub-stations  were  always  constructed  in  firei»xx)f  build- 
ings which  housed  the  entire  equipment.  The  modern  tendency 
is  toward  the  tise  of  outdoor  sub-stations  inasmuch  as  all  equip- 
ment can  be  made  waterproof  and  the  cost  of  the  building  is 
unnecessary.  An  enclosure  fenced  with  iron  wire  and  xm>tected 
at  the  top  with  barbed  wire  is  considered  sufficient  to  keep  people 
away  from  dangerous  apparatus.  If  the  power  is  to  be  transformed 
from  alternating  to  direct  current,  requiring  the  use  of  rotary 
converters,  buildings  will  be  required  to  house  the  equipment. 

All  early  sub-stations,  whether  containing  stationary  ap^paratus 
or  rotating  apparatus,  were  manually  operated.  .  Connections 
between  incoming  and  outgoing  lines  were  established  by  switches 
operated  by  hand  by  a  station  attendant.  In  late  years  there 
has  been  an  increasing  tendency  toward  automatic  sub-stations. 
Manually  operated  apparatus  is  justified  only  when  an  attendant 
is  required  for  other  duties  or  for  fire  and  liabih'ty  insurance. 
Even  in  such  cases  the  automatic  apparatus  will  effect  economies 
in  maintenance.  The  operation  of  manually  and  automatically 
operated  stations  is  quite  similar.  The  automatic  station  merelv 
extends  the  control  of  the  manual  station  to  include  the  starting, 
paralleling  and  stopping  of  equipment.  Automatic  control 
responds  either  to  a  demand  for  power  or  to  a  master  element 
which  causes  the  equipment  to  be  manipulated  to  meet  the  load 
requirements.  With  manually  operated  equipment  the  apparatus 
is  shut  down  when  load  conditions  ])ermit.  The  automatically 
operated  station  functions  in  the  same  manner. 

F(;r  railway  ])uq)oses  an  automatic  sub-station  consists  of  a 
number  of  standard  contactors  and  relays  which,  together  with 
a  motor -driven  controller,  ]x*rform  the  usual  functions  of  starting 
u]).  o]XTating  and  shutting  down  the  sub-station  entirely  inde- 
fK-ndent  of  manual  control.     If  the  trolley  ]x>tential.  normally 
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600  volts,  falls  to  4S0  or  below,  the  sub-station  automatically 
starts  up.  This  is  brought  about  through  the  medium  of  a  con- 
tact-making voltmeter  which  closes  the  circuit  necessary  to  start 
the  drum  controller  in  operation.  The  contact  fingers  and  seg- 
ments of  this  controller  energize  the  operating  coils  of  the  alter- 
nating-current starting  and  running  and  field  switches  in  proper 
order.  When  the  machine  reaches  normal  voltage,  the  direct- 
current  line  switch  is  closed  and  the  controller  comes  to  rest. 
The  sub-station  machine  then  continues  to  supply  current  imtil 
the  demand  falls  below  some  predetermined  value,  at  which  time 
a  current  relay  operates  and  shuts  down  the  apparatus. 

Power  may  be  distributed  within  city  limits  either  overhead 
or  tmderground.  There  is  an  increasing  tendency  toward  placing 
cables  in  conduits  up  to  and  including  26,000  volts.  Such  cables 
are  now  available  with  impregnated  paper  instilation  which  oper- 
ate successfully  practically  indefinitely.  Properly  designed  and 
installed  imdergroimd  s)rstems  are  imquestionably  less  liable  to 
derangement  than  overhead  lines. 

While  it  is  impossible  to  predict  what  the  ultimate  develop- 
ments in  the  generation  and  utilization  of  power  will  be,  it  seems 
reasonably  certain  that  higher  voltages  will  be  the  rule.  With 
the  perfection  of  transmission  at  higher  voltages  and  the  inter- 
linking of  the  great  power  stations,  it  is  not  improbable  that,  in 
the  near  futiu"e,  Boston,  Washington,  and  the  intervening  cities 
along  the  Atlantic  coast  will  be  supplied  from  one  great  super- 
power system.  Such  a  project  has  already  been  surveyed  and 
declared  to  be  feasible.  With  such  a  system  which  could  utilize 
steam  power  at  the  mines  or  at  tide-water  and  water  power  from 
rivers  which  are  unsuitable  for  ordinary  power  purposes  on  ac- 
count of  seasonable  variation  of  flow,  it  might  be  possible  to 
materially  lower  the  cost  of  the  production  of  electrical  energy 
as  well  as  the  investment  in  equipment.  The  conservation  of  the 
nattu'al  resources  of  the  country  by  such  systems  is  well  worthy 
of  serious  and  extended  consideration. 
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Acceleration,  schemes  of,  440 
A.  C.  series  motor,  159,  160 
Ageing  of  transformers,  26 
Alternating-current    line   calcidations, 

403 
Aluminum  calculations,  398 
Aluminum  cell  lightning  arrester,  5 14 
Aluminum  wire  table,  405 
Amplifier,  642 
Antennas,  635 
Arc,  653 
Arc  lamps,  653 

arch  light,  653 

ballast,  657 

carbon  arc  lamp,  654 

differential  arc  lamp,  655 

flaming  arc,  659 

magnetite  lamp,  658 

mercury  vapor  lamp,  660 

metallic  flame  arc  lamp,  658 

series  arc  lamp,  655 

shunt  arc  lamp,  657 
Arch  light,  653 
Armstrong  feed-back,  643 

regenerative  circuit,  643 
Audio  frequency,  639 
Audion,  641 

Automatic   reclosing   circuit    breaker, 
502 

spark  advance,  307 

telephone  exchange,  566 
Automobile  engine  ignition : 

automatic  spark  advance,  307 

Bosch  dual  ignition,  318 

Bosch  magneto,  314 

closed-circuit  systems,  284 

compensating  resistance  unit,  304 

condensers,  286 

distributor,  301,  304 

Dixie  magneto,  320 

Eiseman  impulse  starter,  318 

Ford  ignition  circuit,  295 

Ford  magneto,  312 


Automobile  engine  ignition,  Contd.: 
high-tension  magneto,  313 
ignition  systems,  302 
induction  coils,  292 
jump-spark  system,  282 
low-tension  magnetos,  309 
make  and  break  systems,  281 
magneto  timing,  322 
magnetos,  309 
open-circuit  systems,  284 
range  of  firing,  with  magnetos,  310 
Remy  low- tension  magneto,  319 
requirements,  280 
spark  plugs,  288 
testing  condensers,  306 
testing  induction  coils,  305 
time  of  firing,  296 
timer,  294,  303 
timing  battery  ignition  systems, 

299 
vibrating  and  non-x-i  bra  ting  coils, 
292 
Automobile  starting  systems: 
Bendix  drive,  3$3 
Bosch  magnetic  gear  shift,  335 
bucking  series  generators,  340 
Delco  drive,  332 
Delco  single-unit  system,  356 
drives  for  motor  and  generator,  331 
Liberty-Ford  system,  354 
Northeast  single-unit  system,  352 
over-running  clutch,  335 
regulation  of  charging  generators, 

340 
Remy  thermostatic  control,  350 
Remy  two-unit  system,  350 
reverse  current  cutout,  338 
single-unit  systems,  326 
third-brush  generator,  346 
two-unit  systems,  3^f) 
vibrating  regulators,  342 
Auxiliary- winding    typ.    induction- 

motor,  156 
Axle-generator  system,  366 
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B 

Balance  coils,  385 

Ballast,  for  arc  lamps,  657 

Barretter,  640 

Battery  telephone  circuit,  546 

Bell-ringing  transformers,  20 

Bendix  drive,  333 

Biased  bell,  557 

Blake  transmitter,  547 

Block  signals,  427 

Boilers,  677,  682 

Bonding  rails,  425 

Bosch  dual  ignition,  318 

magnetic  gear  shift,  333 

magneto,  314 
Brakes,  electric,  487 
Bridge  duplex  telegraph  system,  609 
Bridging  method  of  transition,  443,  466 
Bridging  phones,  551 
Brown  interior  telephone,  570 
Bucking-series  generators,  340 


Cable  testing,  575 

Calculation  of  induction  motors,  164 

Calculation  of  transmission  lines,  391 
A.  C.  calculations,  403 
aluminum  calculations,  398 
bare  magnet  and  enameled  wire, 

408,  409 
circular  mil  formulas,  393 
constant  formulas,  399 
D.  C.  calculations,  395 
reactance  of  copper  wires,  406,  407 
resistance  of  aluminum  and  copper 

wires,  405 
single-phase  calculations,  403 
three-phase  calculations,  411,  414 
three-wire  calculations,  397 
weight  calculations,  399 

Candle  power,  662 

Capacity  measurement,  579 

Carbon  arc  lamps,  654 

Carbon  lamp,  649 

Car  wiring,  427 

Cascade      connection      of      induction 
motors,  181 

Central  energy  systems,  560 


Charging  regulator,  368 
Circle  diagram,  186 
Circuit  breakers,  494 

automatic  redosing,  502 

double  pole,  496 

inverse-time-element,  498 

no- voltage  release,  496 

oil  switch,  504 

overioad,  495 

relay  for  reverse  power,  501 

reverse  power,  498 

time  limit,  497 
Circular-mil  formula,  393 
Qosed-circuit  Morse  system,  601 
C.  M.  &  St.  P.  System,  477 
Coal  mined,  673 
Coherer,  637 

Colfax  steam  power  plant,  681 
Combined    telegraph    and    tdephone 

lines,  568 
Commutating  pole  converter,  242 
Compensating  resistance  unit,  304 
Compensator,  139 
Concatenation,  182 
Condenser  type  induction  motor,  155 
Conduit  system,  430 
Connector  switch,  566 
Constant-current  regulator,  342 

transformer,  370 

formula,  399 

potential  regulator,  344 
Contactor,  464 
Continuity  tests,  575 
ControUers  for  railways,  434 

types  of,  434 
Control  of  D.  C.  voltage  of  synchronous 
converters,  232 

of  variable  speed  induction  motors, 
177 
Copper  required  for  Edison  system,  377 

wire  tables,  405,  408,  409 
Core- type  transformers,  18 
Cruciform  core  transformers,  21 
Crystal  detectors,  radio,  638 
Current  transformers,  97 
Curtis  turbine,  steam,  680 

D 

Damped  waves,  635 
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ers,  258 

.676 

ment,  635 

/al  turbine,  steam,  678 

drive,  332 

ngle-unit  system,  356 

1  of  induction  motors,  173 

ting  crosses,  576 

rounds,  575 

tors,  radio,  636 

ential  arc  lamps,  655 

mtial   duplex  telegraph  system, 

608 
eutral  relays,  606 
Diarized  relays,  606 
slays,  606 

c  telegraph  system,  612 
;-current  line  calculations,  395 
butof,  301,  304 
sity  factor,  392 
magneto,  320 
le-pole  circuit  breaker,  496 
ole  receivers,  545 
xluction  railway  motors,  422 
s  for  motor  and  generator,  331 
X  telegraph  systems,  608 
nic  braking,  487 
ix>tor,  216 
>r  railway  systems,  476 

£ 

1  reverser,  614 
iree-wire  system,  376 
an  impulse  starter,  218 
olytic   aluminum   cell   lightning 
arrester,  514 
iterrupter,  6 
jctifier,  270 
o-magnetic  drive,  331 
on  tube,  641 

olysis  on  railway  systems,  424 
alent  single-phase  current,  186 
ngle-phase  resistance,  187 
rs,  691 

F 

lotors,  induction  type,  158 
ic  coils,  1 


Field  break-up  switch,  248 
Film  cutout,  374 

Pive-thousand-volt  D.  C.  railway  sys- 
tem, 484 
Flaming  arc  lamp,  659 
Floating  coil  transformer,  370 
Foot-candle,  663 

candle  meter,  669 
Ford  ignition  circuits,  295 

magneto,  312 
Four-parallel  star  winding,  165 
Frahm  frequency  indicator,  531 
Francis  reaction  turbine,  684 
Full-load  compensation,  541 


Garton- Daniels  D.C.lightning  arrester, 

509 
Gearing  motors,  methods  of,  452 
Gearless  railway  motors,  423  . 
Gem  lamp,  649 

Gen.  Elec.  A.C.  lightning  arrester,  511 
compression     chamber    lightning 

arrester,  517 
Curtis  turbine,  steam,  680 
p.  C.  lightning  arrester,  509 
induction  watt-hour  meter,  535 
Generators,  electric,  690 
Generator,  electron  tube,  644 
Granular  carbon  transmitter,  547 
Grease-spot  photometer,  Bunsen,  665 


Head-end  system,  364 

Hefner,  662 

High-tension  magnetos,  313 

High-voltage  D.C.  railway  systems,  475 

Hunting,  255 

H.  Ward  Leonard  system  of  railway 

control,  447 
Hydraulic  development,  cost  of,  676 


Identifying  pairs  of  wires  in  cables,  577 

wires  in  cable,  576 
Ignition  systems,  302 
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mumination,  662 

candle  pfjwer,  662 

forA-candle,  663 

foot -candle  meter,  669 

grease-spot    piKjtometer,    Bunsen, 
665 

Hefner,  662 

lumen,  663 

luminotis  rays,  662 

Lummer-Brudhun  photometer ,667 

photometers,  664 

photometry,  662 

reflecting  powers,  671 

shadow  photometer,  665 
Impulse  gap  lightning  arrester,  516 

turbine,  water,  685 
Incandescent  lamps,  649 

carbon  lamps,  649 

Gem  lamp,  649 

Mazda  lamp,  651 

Tantalum  lamp,  650 

Tungsten  lamp,  650 
Induction  coils,  1,  292 

condenser,  why  used,  7 

construction  of  sc-cr^ndar}-,  4 

current  in  primar\'  and  e.m.f.  in 
sec^jndary,  3 

electrolytic  interrupter,  6 

I^'cds  multifjlc  indejK*ndent  vibra- 
tor, 5 

Wchndt  interrui^tcr,  6 
Indu(  tion  coil,  in  telephone,  548 

field,  radio,  629 

j^enerators,  2()4 
Induction  motors: 

auxiliary  winding  type,  156 

( al<"ulations  for,  164 

Cascade  conne<tions,  181 

cin  !<•  diaj^ram,  186 

(r»ridenscT  lyjje,  155 

(niitrol  of  varial)lf  sjx'cd,  177 

(  tirnnt  in  rotor,  126 

design.  17.^ 

fan  motor  l\pe,  158 

forms  of  slot ,  l.n 

four-parallcl-star  wmding,  165 

indn<  tion  starter,  140 

lo<  k'-d  saturation,  192 


Induction  motors,  Contd.: 

phase  splitters,  146 

polyphase  type,  123 

pull-out,  131 

regulation,  129 

repulsion  type,  149 

rotors,  125 

rotor  current,  188 

running  saturatioa,  191 

series-star,  169 

shading  coil  type,  157 

single-phase  principles,  144 

slip  r^ulator  for,  183 

starting,  138 

stators,  124 

testing,  172 

torque,  128 

two-paralld-star  winding,  167 

winding  diagrams,  165 
Induction  regulator,  78,  237 
Inductive  coupling,  631 
Instrument  transformers,  96 
Insulation  resistance  measurement,  578 
Intercommunicating  telephones,  569 
Interconnectt^-star      connection      of 

transformers,  243 
Inverse  time  element  circuit  breaker, 
498 


Jump-spark  ignition,  2S2 


K-2  controller,  436 
K-35  controller,  437 


Ladder  system,  424 

Lagging  watt-hour  meters,  537 

Lamp  regulator,  367 

Leeds-Multiple-Independent    \ibrator, 
5 

Leonard  system  of  railway  control,  447 
Liberty-Ford  starting  system,  354 
Light  load  comjKjnsation,  541 
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Lightning  arresters,  508,  694 

Garton  Daniels  for  D.  C,  509 
electrolytic,  aluminum  cell,  514 
Gen.  Elec.for  A.  C.,  511 
Gen.  Elec.  compression  chamber, 

517 
Gen.  Elec.  for  D.  C.,  509 
Gen.  Elec.  shunted  gap  for  A.  C, 

512 
impulse  gap,  516 
oxide  film  type,  518 
vacuum  type,  519 
Wurts  (Westinghouse)  A.  C,  510 

Lincoln  synchronism  indicator,  524 

Line  transposition,  573 

Locally   interconnected   switchboards, 
555 

Location  of  break  in  cable,  584 
of  ground  in  cable,  586 
of  plant,  677 

Locomotives,  451 

Loose  coupling,  631 

Loud  speaking  receiver,  647 

Low-tension  magnetos,  309 

Lumen,  663 

Luminous  rays,  662 

Lumnier-Brodhun  photometer,  667 

M 

Magnetic  blow-out,  438 

field,  radio,  629  . 

reactance  tables,  406,  407 
Magnetite  arc  lamp,  658 
Magneto  receivers,  544 

telephones,  543 

timing,  322 

transmitters,  544 
Magnetos,  309 

Make  and  break  ignition,  281 
Mazda  lamp,  651 
Megger,  597 
Mercury  rectifier,  265 

vapor  arc  lamp,  660 
Mershon  compensator,  521 
Metallic  flame  arc  lamps,  658 
Microphone  transmitters,  545 
.  Modulation,  645 
Morse  telegraph  system,  601 


Motors,  alternating-current,  induction, 
123 

synchronous,  106 
Motor  balancers,  381 

circuits,  430,  482,  483 

equipment,  430 

generators,  216 
Multiple  switchboards,  556 

unit  systems,  464 
Murray  loop  test,  589 
Mutual  induction,  1 

N 

Neutral  relays,  605 

wire,  three- wire  system,  378 
N.  Y.  Central  locomotive,  453 
N.  Y.,  N.  H.  &  Hartford  locomotive, 

458 
N.  &  W.  locomotive,  458 
Northeast  single-unit  system,  352 
No-voltage  release  circuit  breaker,  496 


Oil  switches,  504 

Open-circuit  method  of  transition,  443 

Morse  system,  601 
Oscillator,  630 

Overload  circuit  breaker,  495 
Over-running  clutch,  335 
Oxide  film  lightning  arrester,  518 


Paralleling  alternators,  523 
Parsons  turbine,  steam,  679 
P.  C.  system  of  control,  467 
Pelton  impulse  turbine,  water,  685 
Pennsylvania  type  locomotive,  454 
Phantom  lines,  567 
Phase  advancers,  209 

control  of  synchronous  converters,. 
232 

converter,  160,  458 

pcles,  164 

splitters,  external,  146 
Phasing  out  converters,  260 

out  transformers,  86 
Photometers,  664 
Photometr>',  662 
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Plow  for  conduit  railway  system,  431 

Polar  duplex  telegraph  system,  610 

Polarized  relays,  604 

Pole-changing  key,  613 

.    switch,  368 
» 

Polyphase  series  commutating  motor, 

160 
Potential  transformers,  101 
Potentiometer,  593 
Power  circuits  on  car,  465 
factor  indicators,  528 
Proportional     deflection     method    of 

measuring  resistance,  578 


Queenston-Ontario     hydraulic 

687 
Quenched  gap,  632 


plant. 


Radiation  field,  radio,  629 

Radio  frequency,  639 

Radio  telegraphy  and  telephony,  627 

amplifier,  642 

antennas,  625 

Armstrong  feed  back,  643 

Armstrong    regenerative     circuit, 
643 

audio  frequency,  639 

audion,  641 

barretter,  640 

coherer,  637 

crystal  detectors,  638 

damped  waves,  635 

decrement,  635 

detectors,  636 

electron  tube,  641 

generator,  electron  tube,  644 

induction  field,  629 

inductive  coupling,  631 

loose  coupling,  631 

loud  speaking  receiver,  647 

magnetic  field,  629 

modulation,  645 

oscillator,  630 

quenched  gap,  632 

ra(hation  field,  629 


Radio  telegraphy  and  telephony.  Con. : 
radio  frequency,  639 
receiving  circuits,  639,  640,  641, 
643,644 

rotary  gap,  631 

transmitting  circuits,  630,  647 

tuning,  63^ 

waves,  632 
Rail  bonding,  425 
Railways,  electric: 

acceleration,  schemes  of,  440 

block  signals,  427 

bonding,  425 

bridging  method  of  transition,  443, 
446 

car  wiring,  427 

conduit  system,  430 

contactors,  464 

controllers,  434 

C.  M.  &  St.  P.  system,  477 

double-reduction  gears,  422 

dynamic  braking,  487 

dynamotor,  476 

electric  brakes,  487 

electrolysis,  424 

five- thousand- volt  D.  C.  system, 
484 

gearless  motors,  423 

general  plan,  421 

high-voltage  D.  C.  systems,  475 

historical,  421 

H.  Ward  Leonard  system  of  con- 
trol, 447 

K-2  controller,  436 

K-35  controller,  437 

ladder  system,  424 

locomotives,  451 

magnetic  blow-out,  438 

methods  of  feeding  trolley,  423 

methods  of  gearing  nwtors,  452 

motor  circuits,  430 

motor  equipment,  430 

multiple  unit  systems,  458,  464 

N.  &  W.  locomotive,  458 

N.  Y.  Central  locomotive,  453 

N.  Y.,  N.  H.  &  H.  locomotive.  458 

open-circuit  method  of  transition, 
443 
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Radio  telegraphy  and  telephony,  Con. : 
P.  C.  system  of  control,  467 
Penna.  type  locomotive,  454 
phase  converter,  458 
plow,  431 

power  circuits  on  cars,  465 
rail  return,  425 
regenerative  braking,  491 
resistance  of  rails,  432 
resistor,  439 
series  motors,  430 
series-parallel  control,  435 
shunting  method  of  transition,  443 
single-phase  locomotive,  473 
single-phase  system,  470 
single-reduction  gears,  423 
Sprague-General  Electric  system, 

464 
third-rail  system,  432 
track  switch,  426 
types,  of  controUers,  434 
Westinghouse  track  brake,  489 
Ratio  of  transformation,  10 
Reactance  of  copper  wire,  406,  407 
Reaction  turbine,  water,  684 
Receiving  circuits,  radio,  639,  640,  641, 

643,644 
Rectifiers,  electrolytic,  270 
mercury,  266 
rectigon,  279 
ttmgar,  275 
vibrating,  273 
Reflecting  power  of  surfaces,  671 
Regenerative  braking,  491 
Regulation  of  charging  generators,  340 
Regulator,  induction,  78 
Relay  for  reverse  power  circuit  breaker, 

501 
Relays,  603 

Remy  low- tension  magneto,  319 
thermostatic  control,  350 
two-imit  system,  350 
Repulsion-start  induction  motor,  149 
inductively  compensated,  153 
series  compensated,  153 
Resistance  of  alumintun  wires,  405 
of  copper  wire,  405 
of  rails,  432 


Resistor,  439 
Reverse-current  cutout,  338 

power  circuit  breaker,  498 
Rotary  converters,  216 

gap,  631 

magnetic  field,  119 
Rotors: 

cage,  135 

current  induced  in,  126 

form- wound,  131 

K,  L,  and  M  types  of,  134 


Scarlett  test,  591 

Selective  ringing,  party  lines,  557 

Selector  switch,  567 

Series  arc  lamps,  655 

lamp  cutout,  374 

motors  for  railways,  430 

parallel  controllers,  435 

phones,  551 

star  winding,  169 
Shading  coil- type  induction  motor,  157 
Shadow  photometer,  665 
Shallenberger  ampere-hour  meter,  534 
Shell-type  transformers,  17 
Shunt  arc  lamps,  657 
Shunted  gap  lightning  arrester  for  A.C; 

512 
Shunting  method  of  transition,  443 
Simple  relays,  604 
Single-phase  induction  motors,  144 

induction  motors,  self -starting,  149 

line  calculations,  403 

locomotives,  473 

mercury  rectifier,  266 

railway  system,  470 
Single-pole  receivers,  544 
Single-reduction  railway  motors,  423 
Single-tmit  systems,  326 
SJip  regulator,  183 
Sound,  nature  of,  543 
Sources  of  power,  673 
Split-pole  converter,  240 
Sprague-General  Electric  multiple-unit 

system,  464 
Standard  switchboards  for  telephones, 
555 
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Starters  for  induction  motors: 
compensators,  139 
'  induction  type,  139 

Starting  of  converters,  247 

Station  equipment: 

Frahm  frequency  indicator,  531 
Lincoln  synchronism  indicator,  524 
Mershon  compensator,  521 
paralleling  alternators,  523 
power- factor  indicators,  528 
switchboard  apparatus,  521 
synchronism  indicators,  522 
Westinghouse,     induction     type, 

power  factor  indicator,  530 
Westinghouse,      inductor      type, 

synchronism  indicator,  526 
Weston  frequency  indicator,  530 
Weston  power-factor  indicator,  529 
Weston  synchronism  indicator,  527 

Steam  plants,  cost  of,  677 
turbines,  678 

Straight  storage  system,  363 

Submarine  telegraph  system,  624 

Super  power  systems,  697 

Switchboard  apparatus,  521 

Switchboards  for  telephones,  553 

Switching,  in  power  houses,  692 

Synchronism  indicators,  522 

Synchronous   booster   control   of   syn- 
chronous converters,  238 

Synchronous  converters,  216 
capacity  ratios,  225 
com|X)un(l  winding,  234 
current  ratios,  230 
dampers,  257 

D.  C.  voltaj^e  rej^ulation,  232 
field  break-up  switch,  248 
phase  a)ntrol  of,  2M 
phasin>(  out,  260 
principles  of,  217 
starting,  247 

transtornier  connections  for,  226 
volla)j;e  ratios,  22S 

Synchronous  motors,  106 
excitation,  108 
excitation,  variation  of,  112 
I>ower  factor,  1 13 
princii)les,  107 


Synchronous  motors,  regulation,  110 


Tables: 

reactance  of  wires,  406,  407 

resistance  of  wires,  405 

magnet  and  enameled  wire,  408, 
409 
Tantalum  lamp,  650 
Tee  line,  417 
Telegraphy : 

bridge  duplex,  609 

closed-circuit  Morse  system,  603 

differential  duplex,  608 

diflFerential  neutral  relays,  606 

differential  polarized  relays,  606 

differential  relays,  606 

diplex  system,  612 

duplex  system,  608 

Edison  reverser,  614 

neutral  relays,  605 

open  circuit  Morse  system,  602 

polar  duplex,  610 

pdlarizcd  relays,  604 

pole  changing  key,  613 

quadruplex  system,  616 

radio   telegraphy   and    telephony, 
627 

relays,  603 

repeaters,  623 

simple  relays,  604 

submarine  systems,  624 

Wheatstone  needle  telegraph,  601 
Telephony,  543 

automatic  telephone  exchange,  566 

battery  telephone  circuit,  546 

biased  bell,  557 

Blake  transmitter,  547 

bridging  phones,  551 

Brown  interior  telephone,  570 

cable  testing,  575 

central  energy  system,  560 

character  of  sound,  543 

combined  telegrai)h  and  telephone 
lines,  568 

connector  switch,  566 

cx)ntinuity  test,  575 

detecting  crosses,  576 
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Telephony: 

detecting  grounds,  575 

double  pole  receivers,  545 

granular  carbon  transmitter,  547 

identifying  wires  by  pairs  in  cable, 
577 

identifying  wires  in  cable,  576 

induction  coils,  use  of,  548 

intercommunicating      telephones, 
569 

line  transposition,  573 

locally      interconnected      switch- 
boards, 555 
■  location  of  breaks  in  cable,  584 

location  of  grounds  in  cable,  586 

magneto  receiver,  544 

magneto  telephone,  54^ 

magneto  transmitter,  544 

measurement  of  capacity,  579 

measurement  of  insulation  resist- 

'  '  ance,  578 

VAeasurement  of  resistance  by  volt- 

''{neter,  581 

microphone  transmitter,  545 

multiple  switchboards,  556 

Murray  loop  test,  589 

phantom  lines,  567 

potentiometer,  593 

proportional  deflection  method  of 
^measuring  resistance,  578 

ijii^ng  party  lines,  577 

Scarlett  test,  591 

selector  swntch,  567 

single-pole  receiver,  544 

standard^switchboards,  555 

switchboards,  553 

varley  loop  test,  586 

\^^amer  pole  changer,  572 

{tfniring  circuits  for  wall  set,  549 
Testing  condensers,  305 

induction  coils,  305 

induction  motor  windings,  172 
'Thr^phase  line  calculations,  411,  414 
Three-wirCj^calculations,  397 

generator,  385 

system,  376 
Third-brush  generator,  346 
Third-rail  railway  system,  432 
Time-limit  circuit  breaker,  497 


Timer,  294,  303 

Timing  battery  ignition  systems,  296 

Towers,  for  transmission  lines,  695 

Track  switch,  426 

Train  lighting,  363 

axle  generator  system,  366 

charging  regulator,  368 

head-end  system,  364 

lamp  regulator,  367 

pole-changing  switch,  368 

straight  storage  system,  363 
Transformer  connections  for  three-wire 

system,  387 
Transformers: 

ageing,  26 

auto,  75,  81 

air  cooled,  25 

bell  ringing,  20 

booster,  56 

calculation  of,  14 

composite  three-phase  core  type, 
65 

composite  three-phase  shell  type, 
67 

construction  of  vector  diagram,  40 

copper  loss  test,  A.  C,  52 

copper  loss  test,  D.  C,  52 

core  loss  test,  50 

core  type,  18 

cruciform  type,  21 

delta  connections,  60 

double  voltage  tests,  47 

efficiencies,  9,  27,  56 

exciting  current,  13,  36,  51 

exciting-current  test,  51 

fundamental  formula,  12 

grounding  secondaries,  29 

high-tension  winding,  10 

impedance,  44 

instrument,  96 

insulation  test,  48 

interconnected     star     connection, 

243 
large  vs.  small,  27 
leakage  of  flux,  34 
loading  back  test,  54 
load  current,  38 
loading  test,  49 
losses,  16 
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Transformers,  Contd. : 

low-tension  winding,  10 

oil  insulation,  21 

phasing  out,  86 

principles,  9 

ratio  of  transformation,  10 

regulation,  11 

regulation  test,  54 

Scott  connection,  68 

SheU  type,  17 

•*T"  connection,  61 

testing,  47 

three-phase  transformation,  59 

three-wire  core  type,  69 

two-phase  transformation,  58 

vector  diagrams,  32 

•*V"  connection,  62 

water  cooled,  24 

winding  in  series  and  parallel,  26 

"Y"  connection,  59 
Transmission  lines,  694   . 

lines,  calculation  of,  391 

of  power,  370,  391 
Transmitting  circuits,  radio,  630,  647 
Trolley  railway  system,  424 
Timgar  rectifier,  275 
Tungsten  lamp,  650 
Tuning,  632 

Two-parallel  star  winding,  167 
Two-unit  systems,  326 
Types  of  controllers,  434 


Unbalanced   load,   three-wire   system, 

380 
Universal  motor,  159 


Vacuum  lightning  airt-ster,  519 


Varley  loop  test,  586 
Vibrating  rectifier.  273 

regulators,  342 
Voltnieter-niethod  of  resistance  meas- 
urement, 581 

W 

Wall  set,  tdephone,  549 
Warner  pole  changer,  572 
Water  turbines,  684 
Watt-hotir  meters,  534 

full-load  compensation,  54  i 
Gen.  Elec.  induction  type,  535 
lagging  watt-hour  meters,  SJT 
light-load  compensation,  54i 
principles  of  induction  meteri,  535 
Shallenberger  ampere-hour  meter, 
534  I 

Waves,  632 

radio,  632 
Wehnelt  interrupter,  6 
Weight  calculations,  399 
Westinghouse   electro-pneumatic  rail- 
way system,  466 
induction-type  power-factof '  indi- 
cator. 530 
induction  type  synchronism  indi- 
cator, 526 
Parsons  turbine,  steam,  679 
track  brake,  489 
Weston  frequency  indicator,  530 
power-factor  indicator,  529 
synchronism  indicator,  527 
Wheatstone  needle  telegraph,  601 
Winding,  high-tension,  10 

low-tension,  10 
Wire  table,  405 

Wurts    non-arcing    A.    C.    lightning 
arrester,  510 


